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PREFACE TO THE THIRD EDITION 





SriNcE the appearance of the first edition, ten years ago, the 
study of transients has been greatly extended and the term 
"transient" has become fully established in electrical literature. 
As the result of the increasing importance of the subject and our 
increasing knowledge, a large part of this book had practically 
to be rewritten, with the addition of much new material, espe- 
cially in Sections ITI and IV. 

In Section III, the chapters on “Final Velocity of the Electric 
Field" and on “ High-frequency Conductors” have been re- 
written and extended. 

As Section V, an entirely new section has been added, сога- 
prising six new chapters. 

The effect of the finite velocity of the electric field, that is, 
the electric radiation in creating energy components of inductance 
and of capacity and thereby effective series and shunt resistances 
is more fully discussed. These components may assume formid- 
able values at such high frequencies as are not infrequent in 
transmission circuits, and thereby dominate the phenomena. 
These energy components and the equations of the unequal 
current distribution in the conductor are then applied to a fuller 
discussion of high-frequency conduction. 

In Section IV, a chapter has been added discussing the relation 
of the common types of currents: direct current, alternating 
current, etc., to the general equations of the electric circuit. 
A discussion is also given of the interesting case of a direct current 
with distributed leakage, as such gives phenomena analogous to 
wave propagation, such as reflection, etc., which are usually 
familiar only with alternating or oscillating currents. 

A new chapter is devoted to impulse currents, as a class 
of non-periodic but transient currents reciprocal to the periodic 
but permanent alternating currents. 

Hitherto in theoretical investigations of transients, the circuit 
constants 7 L C and g have been assumed as constant. This, 
however, disagrees with experience at very high frequencics 
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or steep wave fronts, thereby limiting the usefulness of the 
theoretical investigation, and makes the calculation of many im- 
portant phenomena, such as the determination of the danger 
zone of steep wave fronts, the conditions of circuit design limit- 
ing the danger zone, etc., impossible. 'The study of these 
phenomena has been undertaken and four additional chapters 
devoted to the change of circuit constants with the frequency, 
the increase of attenuation constant resulting therefrom, and 
the degeneration, that is rounding off of complex waves, the 
flattening of wave fronts with the time and distance of travel, 
etc., added. 

The method of symbolic representation has been changed from 
the time diagram to the crank diagram, in accordance with the 
international convention, and in conformity with the other 
books; numerous errors of the previous edition corrected, ete. 


CHARLES P. STEINMETZ. 
Jan., 1920. 


PREFACE TO THE FIRST EDITION 


THE following work owes its origin to a course of instruction 
given during the last few years to the senior class in electrical 
engineering at Union University and represents the work of a 
number of years. It comprises the investigation of phenomena 
which heretofore have rarely been dealt with in text-books but 
have now become of such importance that a knowledge of them 
is essential for every electrical engineer, as they include some of 
the most important problems which electrieal engineering will 
have to solve in the near future to maintain its thus far unbroken 
progress. 

A few of these transient phenomena were observed and expori- 
mentally investigated in the early days of electrical engineering, 
for instance, the building up of the voltage of direct-current 
generators from the remanent magnetism. Others, such as the 
investigation of the rapidity of the response of a compound 
generator or a booster to a change of load, have become of Impor- 
tance with the stricter requirements now made on electric systems, 
Transient phenomena which were of sueh short duration and 
small magnitude as to be negligible with the small apparatus of 
former days have become of serious importance in the huge 
generators and high power systems of to-day, as the discharge of 
generator fields, the starting currents of transformers, the short- 
circuit currents of alternators, otc. Especially is this the case 
with two classes of phenomena closely related to each other: the 
phenomena of distributed capacity and those of high frequeney 
currents. Formerly high frequency currents were only a subject 
for brilliant lecture experiments; now, however, in the wireless 
telegraphy they have found an important industrial uso, Teleph- 
ony has advanced from the art of designing elaborate switch- 


boards to an engineering science, due to the work of M, I, Pupin 
ix 
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and others, dealing with the fairly high frequency of sound 
waves. Especially lightning and all the kindred high voltage 
and high frequency phenomena in electric systems have become 
of great and still rapidly increasing importance, due to.the 
great inerease in extent and in power of the modern electric 
systems, to the interdependence of all the electric power users in 
a large territory, and to the destructive capabilities resulting 
from such disturbances. Where hundreds of miles of high and 
medium potential circuits, overhead lines and underground 
cables, are interconnected, the phenomena of distributed capacity, 
the effects of charging currents of lines and cables, have become 
such as to require careful study. Thus phenomena which once 
were of scientific interest only, as the unequal current distribu- 
tion in conductors carrying alternating currents, the finite velocity 
of propagation of the electric field, etc., now require careful study 
by the electrical engineer, who meets them in the rail return of 
the single-phase railway, in the effective impedance interposed 
to the lightning discharge on which the safety of the entire 
system depends, etc. 

The characteristic of all these phenomena is that they are 
transient functions of the independent variable, time or distance, 
that is, decrease with increasing value of the independent variable, 
gradually or in an oscillatory manner, to zero at infinity, while 
the functions representing the steady flow of electric energy are 
constants or periodic functions. 

While thus the phenomena of alternating евна are repre- 
sented by the periodic function, the sine wave and its higher 
harmonics or overtones, most of the transient phenomena lead 
to a function which is the product of exponential and trigono- 
metric terms, and may be called an oscillating function, and its 
overtones or higher harmonics. | 

A second variable, distance, also enters into many of these 
phenomena; and while the theory of alternating-current appara- 
tus and phenomena usually has to deal only with functions of 
one independent variable, time, which variable is eliminated by 
the introduction of the complex quantity, in this volume we 
have frequently to deal with functions of time and of distance.. 
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We thus have to consider alternating functions and transient 
functions of time and of distance. 

The theory of alternating functions of time is given in ^ Theory 
and Caleulation of Alternating Current Phenomena." Transient 
funetions of time are studied in the first section of the present 
work, and in the second section are given periodie transient 
phenomena, which have become of industrial importance, for 
instance, in rectifiers, for circuit control, etc. The third section 
gives the theory of phenomena which are alternating in time and 
transient in distance, and the fourth and last section gives 

· phenomena transient in time and in distance. 

To some extent this volume can thus be consiclered as a con- 
tinuation of “Theory and Calculation of Alternating Current | 
Phenomena." 

In editing this work, I have been greatly assisted by Prof. O. 
Ferguson, of Union University, who has carefully revised the 
manuseript, the equations and the numerical examples and 
checked the proofs, so that it is hoped that the errors in the 
work are reduced to a minimum. 

Great credit is due to the publishers and their technical staff 
for their valuable assistance in editing the manuscript and for 
the representative form of the publication they have produced. 


CHARLES P. STEINMETZ. 


Scuenectapy, December, 1908. 


PREFACE TO THE SECOND EDITION 


Dur to the relatively short time which has elapsed since 
the appearance of the first edition, no material changes or 
additions were needed in the preparation of the second edition. 
The work has been carefully perused and typographical and 
other errors, which had passed into the first edition, were 
eliminated. In this, thanks are due to those readers who 
have drawn my attention to errors. 

Since the appearance of the first edition, the industrial 
importance of transients has materially increased, and con- 
siderable attention has thus been devoted to them by engineers. 
The term “transient” has thereby found an introduction, as 
noun, into the technical language, instead of the more cumber- 
some expression “transient phenomenon,” апа the former term 
is therefore used to some extent in the revised eclition. 

As appendix have been added tables of the velocity functions 
of the electric field, sil = and cols, and similar functions, 
together with explanation of their mathematical relations, as 
tables of these functions are necessary in calculations of wave 
"propagation, but are otherwise difficult to get. These tables 
were derived from tables of related functions published by 
J. W. L. Glaisher, Philosophical Transactions of the Royal 
Society of London, 1870, Vol. 160. 
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TRANSIENTS IN TIME 


CHAPTER I. 


THE CONSTANTS OF THE ELECTRIC CIRCUIT, 


1. To transmit electric energy from one place where it is 
generated to another place where it is used, an electrie cir- 
cuit is required, consisting of conductors which connect the 
point of generation with the point of utilization. 

When electric energy flows through a circuit, phenomena 
take place inside of the conductor as well as in the space out- 
side of the conductor. 

In the conductor, during the flow of electric energy through 
the circuit, electric energy is consumed continuously by being 
converted into heat. Along the circuit, from the generator 
to the receiver circuit, the flow of energy steadily decreases 
by the amount consumed in the conductor, and a power gradi- 
ent exists in the circuit along or parallel with the conductor. 

(Thus, while the voltage may decrease from generator to 
receiver circuit, as is usually the case, or may increase, as in 
an alternating-current circuit with leading current, and while 
the current may remain constant throughout the circuit, or 
decrease, as in a transmission line of considerable capacity 
with a leading or non-inductive receiver circuit, the flow of 
energy always decreases from generating to receiving circuit, 
and the power gradient therefore is characteristic of the direc- 
tion of the flow of energy.) 

In the space outside of the conductor, during the flow of 
energy through the circuit, a condition of stress exists which 
is called the electric field of the conductor. That is, the 
surrounding space is not uniform, but has different electric 
and magnetic properties in different, directions. 

No power is required to maintain the electric field, b energy 

руй 
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is required to produce the electric field, and this energy is 
returned, more or less completely, when the electric field dis- 
appears by the stoppage of the flow of energy. 

Thus, in starting the flow of electric energy, before a perma- 
nent condition is reached, a finite time must elapse during 
which the energy of the electric беја 18 stored, and the generator 
therefore gives more power than consumed in the conductor 
and delivered at the receiving end; again, the flow of electric 
energy cannot be stopped instantly, but first the energy stored 
in the electric field has to be expended, As result hereof, 
where the flow of electric energy pulsates, as in an alternating- 
current circuit, continuously electric energy is stored in the 
field during a rise of the power, and returned to the circuit 
again during a decrease of the power. 

The electric field of the conductor exerts magnetic and elec- 
trostatie actions. 

The magnetic action is a maximum in the direction concen- 
tric, or approximately so, to the conductor. That is, a needle- 
shaped magnetizable ђоду, as an iron neeclle, tends to set itself 
in a direction concentric to the conductor. 

The electrostatic action has a maximum in a direction radial, 
or approximately so, to the conductor. "That is, a light needle- 
shaped conducting body, if the electrostatic component of the 
field is powerful enough, tends to set itself in a direction radial 
to the conductor, and light bodies are attracted or repelled 
radially to the conductor. 

Thus, the electrie field of a circuit over which energy flows 
has three main axes which are at right angles with each other: 

The electromagnetic axis, concentric with the conductor. 

The electrostatic axis, radial to the conductor. 

The power gradient, parallel to the conductor. 

This is frequently expressed pictorially by saying that the 
lines of magnetie force of the circuit are concentrie, the lines 
of electrostatic force radial to the conductor. 

Where, as is usually the case, the electric circuit consists of 
several conductors, the electric fields of the conductors super- 
impose upon each other, and the resultant lines of magnetic 
апа of electrostatic forces are not concentric and radial respec- 
tively, except approximately in the immediate neighborhood 
of the conductor. 
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In the electric field between parallel conductors the magnetic 
and the electrostatic lines of force are conjugate pencils of circles. 

2. Neither the power consumption in the conductor, nor 
the electromagnetic field, nor the electrostatic field, are pro- 
portional to the flow of energy through the circuit. 

The product, however, of the intensity of the magnetic field, 
Ф, and the intensity of the electrostatic field, V^, is proportional 
to the flow of energy or the power, P, and the power P is there- 
fore resolved into a product of two components, + and е, which 
are chosen proportional respectively to the intensity of the 
magnetic field ® and of the electrostatic field Y. 

That is, putting 


P ==е (1) 

we have 
Ф = Li = the intensity of the electromagnetic field. (2) 
V = Ce = the intensity of the electrostatic field. (3) 


The component 2, called the current, is defined as that factor 
of the electric power P which is proportional to the magnetic 
field, and the other component e, called the voltage, is defined 
as that factor of the electric power P which is proportional to 
the electrostatic field. 

Current 7 and voltage, e, therefore, are mathematical fictions, 
factors of the power P, introduced to represent respectively t "не 
magnetic and the electrostatic or “ dielectric " phenomena. 

The current 7 is measurecl by the magnetic action of a circuit, 
as in the ammeter; the voltage e, by the electrostatic action of 
a circuit, as in the electrostatic voltmeter, or by producing a 
current 7 by the voltage e and measuring this current 7 by its 
magnetic action, in the usual voltmeter. 

The coefficients Z and C, which are the proportionality factors 
of the magnetic and of the dielectric component of the electric 
field, are called the inductance and the capacity of the circuit, 
respectively. 

As electric power P is resolved into the product of current t 
and voltage e, the power loss in the conductor, P, therefore can 
also be resolved into a product of current ? and voltage e; 
which is consumed in the conductor. That is, 


P, = 16. 
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It is found that the voltage consumed in the conductor, e, is 

proportional to the factor т of the power P, that is, 
ёр = 71, (4) 

where r is the proportionality factor of the voltage consumed by 
the loss of power in the conductor, or by the power gradient, 
and is called the restsiance of the circuit. 

Any elgetric circuit therefore must have three constants, 7, L, 
and C, Weer Ё = 

r = circuit constant representing the power gradient, or the loss 

of power in the conductor, called resistance. 

1, = circuit constant representing the intensity of the electro- 
magnetic component of the electric field of the circuit, 
called inductance. 

circuit constant representing the intensity of the electro- 
static component of the electric field of the circuit, called 
capacity. 

In most circuits, there is no current consumed in the conductor, 
1j and proportional to the voltage factor e of the power P, that is: 
u = ge 
where g is the proportionality factor of the current consumed 
by the loss of power in the conductor, which depends on the volt- 
age, such as dielectric losses, ete. Where such exist, a fourth 
circuit constant appears, the conductance g, regarding which see 

sections III and IV. 

3. A change of the magnetic field of the conductor, that is, 
lf the number of lines of magnetic force ® surrounding the con- 

ductor, generates an e.m.f. 


СУ 
I 


dé 
l = —— 
d. (8) 
in the conductor and thus absorbs a power 
"dé 
be E = qM 
Pede cede (6) 
or, by equation (2): Ф = Li by definition, thus: 
dé da T" 
a I^ and: P' — Lis, (7) 


and the total energy absorbed by the magnetic field during the 
rise of current from zero to 7 is | 


Ти = | Реф (8) 


ја 


THE CONSTANTS OF THE ELECTRIC CIRCUIT 7 


that is, 
e 
Wu =-у- | (9) 
A change of the dielectric field of the conductor, Y, absorbs 


a current proportional to the change of the dielectric field: 


аф 
М: 
and absorbs the power 
ay 
a fi | 
| Р" = ef = edi (11) 
or, by equation (3), 
de 
Ho 
P = Ce dt’ (12) 


and the total energy absorbed by the dielectric field during a 
rise of voltage from 0 to e is 


Ик = [era (13) 
= С | ede, 
that is 
Wx = ©. (14) 
The power consumed in the conductor by its resistance r is 
Р, = їе, (15) 
and thus, by equation (4), 
P, = t”. (16) 
That is, when the electric power 
Р=е (1) 


exists in a circuit, it is 
P, = ir = power lost in the conductor, (16) 





)2 
Рм = = = energy stored in the magnetic field of the circuit, (9) 
И к = 25 = energy stored in the dielectric field of the cir- 


cuit, (14) 
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and the three circuit constants r, L, C therefore appear as the 
components of the energy conversion into heat, magnetism, and 
electric stress, respectively, in the circuit. 

4. The circuit constant, resistance т, depends only on the 
size and material of the conductor, but not on the position of 
the conductor in space, nor on the material filling the space 
surrounding the conductor, nor on the shape of the conductor 
section. 

The circuit constants, inductance L and capacity C, almost 
entirely depend on the position of the conductor in space, on 
the material filling the space surrounding the conductor, and 
on the shape of the conductor section, but do not depend on 
the material of the conductor, except to that small extent as 
represented by the electric field inside of the conductor section. 

5. The resistance r is proportional to the length and inversely 
proportional to the section of the conductor, 

r= am (17) 
РА 
where р is a constant of the material, called the resistivity or 
specific resistance. 

For different materials, о varies probably over a far greater 
range than almost any other physical quantity. Given in ohms 
per centimeter cube,* it is, approximately, at ordinary tem- 
peratures: 


Metals: Оц.............................1.6 X 107° 
A ftatu пена Кк по а a het 2.8 x 107 
1 -—— I — Г ТЕКЕ ИК 10 x 107° 
i M DERE 94 x 107° 
Gray саѕбітою.............. up to 100 x 107° 
High-resistance alloys. ...... up to 150 x 107° 
Electrolytes: NO,H.............down to 1.3 at 30 per cent 
KOH.............down to 1.9 at 25 per cent 
NaCl..............down to 4.7 at 25 per cent 

up to 
Pure river уаДег........................ 104 


and over alcohols, oils, etc., to practically infinity. 


* Meaning a conductor of one centimeter length and one square centimeter 
section. 
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So-called “insulators”: 


КӨТ е аул eth Gee eet РЕТИ about 10° 
Ратаййп о.............................. about 10% 
Paran ено ueni ara Dr eee oe PS AR about 108 to 10% 
АЕ Ela: Si nt as КККК ЛОК Py tok wee ae i. about 10% 
ass а od) ad ais e т ра. about 108 to 10% 
РЕЕСТРИ about 10!? 
е оАо late practically oo 


In the wide gap between the highest resistivity of metal 
alloys, about р = 150 x 107°, and the lowest resistivity of 
electrolytes, about o = 1, are 


Carbon: metalie................ down to 100 x 107° 
amorphous (dense).......... 0.04 and higher 
ИЕА еа eet re oe su very high 

Silicon and Silicon Alloys: 
[costs ЕЗИ КККК оа е КОЕ Т 1 down to 0.04 
Ferro вШбоп................ 0.04 down to 50 x 1078 


The resistivity of arcs and of Geissler tube discharges is of about 
the same magnitude as electrolytic resistivity. 

The resistivity, o, is usually a function of the temperature, 
rising shghtly with increase of о in metallic conduct- 
ors ancl decreasing in electrolytic conductors. Only with few 
materials, as silicon, the temperature variation of o is so enor- 
mous that p can no longer be considered as even approximately 
constant for all currents $ which give a considerable tempera- 
ture rise in the conductor. Such materials are commonly 
called pyroelectrolytes. 

6. The inductance L is proportional to the section and 
inversely proportional to the length of the magnetic circuit 
surrounding the conductor, and so can be represented by 


5 
БЕ: 


where is a constant of the material filling the space surround- 
ing the conductor, which is called the magnetic permeability. 

As in general neither section nor length is constant in differ- 
ent parts of the magnetic circuit surrounding an electric con- 


* See “Theory and Calculation of Electric Circuits.” 





L (18) 


e 
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ductor, the magnetic circuit has as a rule to be calculated 
piecemeal, or by integration over the space occupied by it. 

The permeability, и, is constant and equals unity or very 
closely x = 1 for all substances, with the exception of a few 
materials which are called the magnetic materials, as iron, 
cobalt, nickel, ete., in which it is very much higher, reaching 
sometimes and under certain conditions in iron values as high 
as u = 6000 and even as high as и = 30,000. 

In these magnetic materials the permeability и is not con- 
stant but varies with the magnetic flux density, or number of 
lines of magnetic force per unit section, ®, decreasing rapidly 
for high values df @. 

In such materials the use of the term x is therefore incon- 
venient, and the inductance, L, is calculated by the relation 
between the magnetizing force as given in ampere-turns per 
unit length of magnetic circuit, or by “field intensity,” and 
magnetic induction @. 

The magnetic induction @ in magnetic materials is the sum 
of the “space induction” 3€, corresponding to unit permeability, 
plus the “metallic induetion 7 @/, which latter reaches a finite 
limiting value. That is, 


G = е + Gy. (19) 
The limiting values, or so-called “saturation values," of Ф 


are approximately, in lines of magnetic force per square centi- 
meter: 


О "———— —— 21,000 
guo TEX 12,000 
Nickel: uuu нике кымылдай Кекше 6,000 
Macnee кыла реле ЫК et io hte њи 5,000 
Manganese аПоув..................... лар to 5,000 


The inductance, L, therefore is a constant of the circuit if 
the space surrounding the conductor contains no magnetic 
material, and is more or less variable with the current, i, if 
magnetic material exists in the space surrounding the conductor. 
In the latter case, with increasing current, 7, the inductance, L, 
first slightly increases, reaches a maximum, and then decreases, 
approaching as limiting value the value which it would have in 
the absence of the magnetic material. 
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T. The capacity, C, is proportional to the section and inversely 
proportional to the length of the electrostatic field of the con- 
duetor: " 

о; (20) 
l 
where « is a constant of the material filling the space surround- 
ing the conductor, which is called the “dielectric constant," or 
the “specific capacity,” or “ permittivity.” 

Usually the section and the length of the different parts of 
the electrostatic circuit are different, and the capacity therefore 
has to be calculated piecemeal, or by integration. 

The dielectric constant « of different materials varies over a 
relative narrow range only. It is approximately: 


= 1 in the vacuum, in air and in other gases, 
2 to 3 in oils, paraffins, fiber, etc., 

3 to 4 in rubber and gutta-percha, 

= 3 to 5 in glass, mica, etc., 


I 


| 


K 
K 
K 
K 


reaching values as high as 7 to 8 in organic compounds of heavy 
metals, as lead stearate, and about 12 in sulphur. 
The dielectric constant, «, is practically constant for all voltages 
е, up to that voltage at which the electrostatic field intensity, 
or the electrostatic gradient, that is, the ‘volts per centimeter,” 
exceeds a certain value д, which depends upon the material and 
which is called the “dielectric strength " or “disruptive strength” 
of the material. At this potential gradient the medium breaks 
down mechanically, by puncture, and ceases to insulate, but 
electricity passes and so equalizes the potential gradient. 
The disruptive strength, ô, given in volts per centimeter is 
approximately: 
Air: 30,000. 
Oils: 250,000 to 1,000,000. 
Mica: up to 4,000,000. 


The capacity, C, of a circuit therefore is constant up to the 
voltage e, at which at some place of the electrostatic field the 
dielectric strength is exceeded, disruption takes place, and a 
part of the surrounding space therefore is mace conducting, and 
by this increase of the affective size of the conductor the capacity 
C is increased. 
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8. Of the amount of energy consumed in creating the electric 
field of the circuit not all is returned at the disappearance of 
the electric field, but a part is consumed by conversion into heat 
in producing or in any other way changing the electric field. 
That is, the conversion of electric energy into and from the 
electromagnetic and electrostatic stress is not complete, but a 
loss of energy oceurs, especially with the magnetic field in the 
so-called magnetic materials, and with the electrostatic беја in 
unhomogeheous dielectrics. 

The energy loss in the production and reconversion of the 
magnetie component of the field can be representel by an 
effective resistance 7 which adds itself to the resistance r, of 
the conductor and more or less increases it. 

The energy loss in the electrostatic field can be represented 
by an effective resistance r^, shunting across the circuit, and 
consuming an energy current 7", in addition to the current t in 
the conductor. Usually, instead of an effective resistance 77, 
its reciprocal is used, that is, the energy loss in the electro- 
static field represented by a shunted conductance g. 

In its most general form the electrie cireuit therefore contains 
the constants: | 


b 
А vL 
1. Induetanee L, storing the energy, 2 
| ; ec 
2. Capacity C, storing the energy, —— 
~ 
З. Resistance r = т, +7’, consuming the power, ?r = ?r,+7r’, 
4. Conductance g, consuming the power, eg, 


where r,is the resistance of the conductor, r’ the effective resist- 
ance representing the power loss in the magnetic field Z, and g 
represents the power loss in the electrostatic field C. 

9. If of the three components of the electric field, the electro- 
magnetic stress, electrostatic stress, and the power gradient, one 
equals Zero, a second one must equal zero also. ‘That is, either 
all_of the-three components exist or only one exists. 

Electrie systems in which the magnetic component of the 
field is absent, while the electrostatic component may be consider- 
able, are represented for instance by an electric generator or 


a battery on open circuit, or by the electrostatic machine. In 
such systems the disruptive effects due to Mgh voltage, there- 


THE CONSTANTS OF THE ELECTRIC CIRCUIT 18 


fore, are most pronounced, while the power is negligible, and 
phenomena of this character are usually called "static." 

Electric systems in which the electrostatic component of the 
field is absent, while the electromagnetic component is consider- 
able, are represented for instance by the short-circuited secondary 
coil of a transformer, in which no potential difference and, there- 
fore, no electrostatic field exists, since the generated e.m.f. is 
consumed at the place of generation. Pr ractically negligible also 
is the electrostatic component: in all low-voltage circuits. 

“The effect of the resistance on the flow of electric energy in 
industrial applications is restricted to fairly narrow limits: as 
the resistance of the circuit consumes power and thus lowers the 
efficiency of the electric transmission, it is uneconomical to 
permit too high a resistance. As lower resistance requires a 
larger expenditure of conductor material, it is usually uneco- 
nomical to lower the resistance of the circuit below that which 
gives a reasonable efficiency. 

As result hereof, practically always the relative resistance, 
that is, the ratio of the power lost in the resistance to the total 
power, lies between 2 per cent and 20 per cent. 

It is different with the inductance L and the capacity C. Of 


27, 
the two forms of stored energy, the magnetic a and electro- 


static а , usually one is so small that it can be neglected com- 


pared with the other, and the electric circuit with sufficient 
approximation treated as containing resistance and inductance, 
or resistance and capacity only. 

In the so-called electrostatic machine and its applications, 
frequently only capacity and resistance come into consideration. 

In all lighting and power distribution circuits, direct current 
or alternating current, as the 110- and 220-volt lighting circuits, 
the 500-volt railway circuits, the 2000-volt primary distribution 
circuits, due to the relatively low voltage, the electrostatic 


32471 


= 


e 
energy 
2 


magnetic energy, that the capacity C can for most purposes be 
"Basic ied and the circuit treated as containing resistance and 


inductance only. 





is still so very small compared with the electro- 
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Of approximately equal magnitude is the electromagnetic 
`2 2 
energy A and the electrostatic energy > in the high-potential 


long-distance transmission circuit, in the telephone circuit, and 
in the condenser discharge, and so in most of the phenomena 
resulting from lightning or other disturbances. In these cases 
all three circuit constants, r, L, and C, are of essential impor- 
tance. 

10. In an electric circuit of negligible inductance L and 
negligible capacity С, no energy is stored, and a change in the 
circuit thus can be brought about instantly without any disturb- 
ance or intermediary transient condition. 

In a circuit containing only resistance and capacity, as a 
static machine, or only resistance and inductance, as a low or 
medium voltage power circuit, electric energy is stored essentially 
in one form only, and a change of the circuit, as an opening of 
the circuit, thus cannot be brought about instantly, but occurs 
more or less gradually, as the energy first has to be stored or 
discharged. 

In a circuit containing resistance, inductance, and capacity, 
and therefore capable of storing energy in two different forms, 
the mechanical change of circuit conditions, as the opening of a 
circuit, can be brought about instantly, the internal energy of 
the circuit adjusting itself to the changed circuit conditions by 
a transfer of energy between static and magnetic and inversely, 
that is, after the circuit conditions have been changed, a transient 
phenomenon, usually of oscillatory nature, occurs in the circuit 
by the readjustment of the stored energy. 

These transient phenomena of the readjustment of stored 
electric energy with a change of circuit conditions require careful 
study wherever the amount of stored energy is sufficiently large 
to cause serious damage. This is analogous to the phenomena 
of the readjustment of the stored energy of mechanical motion: 
while it may be harmless to instantly stop a slowly moving light 
carriage, the instant stoppage, as by collision, of a fast railway 
train leads to the usual disastrous result. So also, in electric 
systems of small stored energy, а sudden change of circuit con- 
ditions may be safe, while in a high-potential power system of 


very great stored electric energy any change of circuit conditions 


requiring a sudden change of energy is liable to be destructive. 


oak d 
о. 
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Where electric energy is stored in one form only, usually little 
danger exists, since the circuit protects itself against sudden 
change by the energy adjustment retarding the change, and 
only where energy is stored electrostatically and magnetically, 
the ‘mechanical change of the circuit conditions, as the opening 
of the circuit, can be brought about instantly, and the stored 
energy then surges between electrostatic and magnetic energy. 
In the following, first the phenomena will be considered which 
result from the stored energy and its readjustment in circuits 
storing energy in one form only, which usually is as electro- 
magnetic energy, and then the general problem of a circuit 
storing energy electromagnetically and electrostatically will be 


considered. 





CHAPTER II. 


INTRODUCTION. 


11. In the investigation of electrical phenomena, currents 
and potential differences, whether continuous or alternating, 
are usually treated as stationary phenomena. That is, the 
assumption is made that after establishing the circuit a sufficient 
time has elapsed for the currents and potential differences to 
reach their final or permanent values, that 1s, become constant, 
with continuous current, or constant periodic functions of time, 
with alternating current. In the first moment, however, after 
establishing the circuit, the currents and potential differences 
in the circuit have not yet reached their permanent values, 
that is, the electrical conditions of the circuit are not yet the 
normal or permanent ones, but a certain time elapses while the 
electrical conditions adjust themselves. 

12. For instance, a continuous e.m.f., e, impressed upon a 
circuit of resistance r, produces and maintains in the circuit a 
current, 


In the moment of closing the circuit of e.m.f. e, on resistance r, 
the current in the circuit is zero. Hence, after closing the circuit 
the current 7 has to rise from zero to its final value т. If the 
circuit contained only resistance but no inductance, this would 
take place instantly, that is, there would be no transition period. 
Every circuit, however, contains some inductance. The induc- 
tance L of the circuit means L interlinkages of the circuit with 
lines of magnetic force produced by unit current in the circuit, 
or ;Linterlinkages by current +. That is, in establishing current 
?, in the circuit, the magnetic flux Z,L must be produced. A 
change of the magnetic flux iL surrounding a circuit generates 
in the circuit an e.m.f., | 


d. 
е = dt (iL). 
167 
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This opposes the impressed e.m.f. e,, and therefore lowers the 
e.m.f. available to produce the current, and thereby the current, 
which then cannot instantly assume its final value, but rises 
thereto gradually, and so between the starting of the circuit 
and the establishment of permanent condition a transition 
period appears. In the same manner and for the same reasons, 
if the impressed e.m.f. е, is withdrawn, but the circuit left closed, 
the current ? does not instantly disappear but gradually dies 
out, as shown in Fig. 1, which gives the rise and the decay of a 
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Fig. l. Rise and decay of continuous current in an inductive circuit. 


continuous current in an inductive circuit: the exciting current 
of an alternator field, or a circuit having the constants r = 12 
ohms; L = 6 henrys, and e, = 240 volts; the abscissas being 
seconds of time. 

18. If an electrostatic condenser of capacity C is connected 
to à continuous e.m.f. e,, no current exists, in stationary con- 
dition, in this direct-current circuit (except that a very small 
current may leak through the insulation or the dielectric of the 
condenser), but the condenser is charged to the potential dif- 
ference е,, or contains the electrostatic charge 


Q = Ce,. 


In the moment of closing the circuit of e.m.f. e, upon the 
capacity C, the condenser contains no charge, that is, zero 
potential difference exists at the condenser terminals. If there 
were no resistance and no inductance in the circuit in the 
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moment of closing the circuit, an infinite current would exist 
charging the condenser instantly to the potential difference e,. 
If r is the resistance of the direct-current circuit containing the 
condenser, and this circuit contains no inductance, the current 


starts at the value 7 = 2; that is, in the first moment after 


closing the circuit all the impressed e.m.f. is consumed by the 
current in the resistance, since no charge and therefore no 
potential difference exists at the condenser. With increasing 
charge of the condenser, and therefore increasing potential 
difference at the condenser terminals, less and less е... is 
available for the resistance, and the current decreases, and 
ultimately becomes zero, when the condenser is fully charged. 

If the circuit also contains inductance L, then the current 
cannot rise.instantly but only gradually: in the moment after 
closing the circuit the potential difference at the condenser is 
still zero, and rises at such a rate that the increase of magnetic 
flux iL in the inductance produces an e.m.f. Ldt/dt, which 
consumes the impressed e.m.f. Gradually the potential differ- 
ence at the condenser increases with its increasing charge, and 
the current and thereby the e.m.f. consumed by the resistance 
increases, апа so less e.m.f. being available for consumption by 
the inductance, the current increases more slowly, until ulti- 
mately it ceases to rise, has reached a maximum, the inductance 
consumes по e.m.f., but all the impressed e.m.f. is consumed by 
the current in the resistance and by the potential difference at 
the condenser. The potential clifference at the condenser con- 
tinues to rise with its increasing charge; hence less e.m.f. is 
available for the resistance, that is, the current decreases again, 
and ultimately becomes zero, when the condenser is fully 
charged. During the decrease of current the decreasing mag- 
netic flux 2L in the inductance produces an e.m.f., which assists 
the impressed e.m.f., and so retards somewhat the decrease of 
current. 
| Fig. 2 shows the charging current of a condenser through an 
inductive circuit, as ?, and the potential difference at the con- 
denser terminals, as e, with a continuous impressed e.m.f. e,, 
for the circuit constants т = 250 ohms; L = 100 ih C = 
10 mf., and e, = 1000 volts. 

If the resistance is very small, the current immediately after 
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closing the circuit rises very rapidly, quickly charges the con- 
denser, but at the moment where the condenser is fully charged 
to the impressed e.m.f. е, current still exists. This current 
cannot instantly stop, since the decrease of current and there- 
with the decrease of its magnetic flux tL а an em.f., 








2 16 20 2 28 86 40 


Fig. 2, Charging a duced through a circuit ж resistance and 
inductance. Constant potential. Logarithmic charge: high resistance. 


which maintains the current, or retards its decrease. Hence 
electricity still continues, to flow into the condenser for some 
time after it is fully chargecl, and when the current ultimately 
stops, the condenser is overcharged, that is, the potential dif- 
ference at the condenser terminals is higher than the impressed 
e.m.f. e,, and as result the condenser has partly to discharge 
again, that is, electricity begins to flow in the opposite direction, 
or out of the condenser. In the same manner this reverse 
current, due to the inductance of the circuit, overreaches and 
discharges the condenser farther than down to the impressed 
e.m.f. e,, so that after the discharge current stops again a charg- 
ing current — now less than the initial charging current — 
starts, and so by a series of oscillations, overcharges and under- 
charges, the condenser gradually charges itself, ond ultimately 
the current dies out. 

Fig. 3 shows the oscillating charge of a ETA through an 
inductive circuit, by a continuous impressed e.m.f. e, The 
current is represented by t, the potential difference at the con- 
denser terminals by e, with the time as ábscissas. The con- 
stants of the circuit are: r = 40 ohms; L = 100 mh.; C = 
10 mf., and e, = 1000 volts. 

In such a continuous-current circuit, containing resistance, 
inductance, and capacity in series to each other, the current at 
the moment of closing the circuit as well as the final current 
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is zero, but a current exists immediately after closing the 
circuit, as a transient phenomenon; a temporary current, 
steadily increasing and then decreasing again to zero, or con- 
sisting of a number of alternations of successively decreasing 
amplitude: an oscillating current. 

If the circuit contains no resistance and inductance, the cur- 
rent into the condenser would theoretically be infinite. That 
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Fig. 3. Charging a condenser through a circuit having resistance and 
inductance. Constant potential. Oscillating charge: low resistance. 


is, with low resistance and low inductance, the charging current 

of a condenser may be enormous, and therefore, although only 

transient, requires very serious consideration and investigation. 

If the resistance is very low and the inductance appreciable, 

the overcharge of the condenser may raise its voltage above 

the impressed e.m.f., e, sufficiently to cause disruptive effects. 
14. If an alternating e.m.f., 


е = E cos 0, 


is impressed upon a circuit of such constants that the current 
lags 45°, that is, the current is 


= I cos (0 — 45°), 


and the circuit is closed at the moment 0 = 45°, at this 
moment the current should be at its maximum value. It is, 
however, zero, and since in a circuit containing inductance (that 
is, in practically any circuit) the current cannot change instantly, 
it follows that in this case the current gradually rises from zero 
as initial value to the permanent value of the sine wave 7. 
This approach of the current from the initial value, in the 
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present case zero, to the final value of the curve 7, can either 
be gradual, as shown by the curve 7, of Fig. 4, or by a series 
of oscillations of gradually decreasing amplitude, as shown by 
curve 1, of Fig. 4. 

15. The general solution of an electric current problem there- 
fore includes besides the permanent term, constant or periodic, 
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Fig. 4. Starting of an alternating-current circuit having inductance. 





a transient term, which disappears after a time depending upon 
the circuit conditions, from an extremely small fraction of a 
second +o a number of seconds. 

These transient terms appear in closing the circuit, opening 
the circuit, or in any other way changing the circuit conditions, 
as by a change of load, a change of impedance, etc. 

In general, in a circuit containing resistance and inductance 
only, but no capacity, the transient terms of current and volt- 
age are not sufficiently large and of long duration to cause 
harmful nor even appreciable effects, and it is mainly in circuits 
containing capacity that excessive values of current and poten- 
tial difference may be reached by the transient term, and there- 
with serious results occur. The investigation of transient terms 


therefore is largely an investigation of the effects of electro- 


st acit 
16. No transient terms result from the resistance, but only 


those circuit constants which represent storage of energy, mag- 
netically by the inductance L, electrostatically by the capacity 
C, give rise to transient phenomena, and the more the resist- 
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ance predominates, the less is therefore the severity and dura- 
tion of the transient term. 

When closing a circuit containing inductance or capacity 
or both, the energy stored in the inductance and the capacity 
has first to be supplied by the impressed e.m.f. before the 
circuit conditions can become stationary. That is, in the first 
moment after closing an electric circuit, or in general changing 
the circuit conditions, tae impressed e.m.f., or rather the source 
producing the impressed e.m.f., has, in addition to the power 
consumed in maintaining the circuit, to supply the power which 
stores energy in inductance and capacity, and so a transient 
term appears immediately after any change of circuit condi- 
tion. If the circuit contains only one energy-storing constant, 
as either inductance or capacity, the transient term, which 
connects the initial with the stationary condition of the circuit, 
necessarily can be a steady logarithmic term only, or a gradual 
approach. An oscillation can occur only with the existence of 
two energy-storing constants, as capacity and inductance, which 
permit a surge of energy from the one to the other, and there- 
with an overreaching. 

17. Transient terms may occur periodically and in rapid suc- 
cession, as when rectifying an alternating current by synchro- 
nously reversing the connections of the alternating impressed 
e.m.f. with the receiver circuit (as can be done mechanically 
or without moving apparatus by unidirectional conductors, as 
arcs). At every half wave the circuit reversal starts a tran- 
sient term, and usually this transient term has not yet disap- 
peared, frequently not even greatly decreased, when the next 
reversal again starts a transient term. These transient terms 
may predominate to such an extent that the current essentially 
consists of a series of successive transient terms. 

18. If a condenser is charged through an inductance, and the 
‘condenser shunted by a spark gap set for a lower voltage than 
the impressed, then the spark gap discharges as soon as the 
condenser charge has reached a certain value, and so starts a 
transient term; the condenser charges again, and discharges, 
and so by the successive charges and discharges of the condenser 
a series of transient terms is produced, recurring at a frequency 
depending upon the circuit constants and upon the ratio of the 
disruptive voltage of the spark gap to the impressed e.m.f. 


A 


' 
we, 
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Such a phenomenon for instance occurs when on a high- 
potential alternating-current system a weak spot appears in the 
eable insulation and permits & spark discharge to pass to the 
ground, that is, in shunt to the condenser formed by the cable 
conductor and the cable armor or ground. 

19. In most cases the transient phenomena occurring in elec- 
tric circuits immediately after a change of circuit conditions are 
of no importance, due to their short duration. They require 
serious consideration, however,— 

(a) In those cases where they reach excessive values. Thus 
in connecting a large transformer to an alternator the large 
initial value of current may do damage. In short-circuiting a 
large alternator, while the permanent or stationary short-circuit 
current is not excessive and represents little power, the very 
much larger momentary short-circuit current may be beyond 
the capacity of automatic circuit-opening devices and cause 
damage by its high power. In high-potential transmissions the 
potential differences produced by these transient terms may 
reach values so high above the normal voltage as to cause dis- 

^ ruptive effects. Or the frequency or steepness of wave front of 
these transients may be so great as to cause destructive voltages 
across inductive parts of the circuits, as reactors, end turns of 
transformers and generators, etc. 

(b) Lightning, high-potential surges, etc., are in their nature 
essentially transient phenomena, usually of oscillating character. 

(c) The periodical production of transient terms of oscillating 
character is one of the foremost means of generating electric cur- 
rents of very high frequency as used in wireless telegraphy, etc. 

(а) In alternating-current rectifying apparatus, by which the 
direction of current in a part of the circuit is reversed every half 
wave, and the current so made unidirectional, the stationary 
condition of the current in the alternating part of the circuit is 
usually never reached, and the transient term is frequently of 
primary importance. 

(e) In telegraphy the current in the receiving apparatus essen- 
tially depends on the transient terms, and in long-distance cable 
telegraphy the stationary condition of current is never ap- 
proached, and the speed of telegraphy depends on the duration 
of the transient terms. 

(f) Phenomena of the same character, but with space instead 
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of time as independent variable, are the distribution of voltage 
and current in a long-distance transmission line; the phenomena 
occurring in multigap lightning arresters; the transmission of 
current impulses in telephony; the distribution of alternating 
current in a conductor, as the rail return of a single-phase rail- 
way; the distribution of alternating magnetic flux in solid mag- 
netic material, ete. 

Some of the simpler forms of transient terms are investigated 
and discussed in the following pages. 


- 


CHAPTER, III. 


INDUCTANCE AND RESISTANCE IN CONTINUOUS- 
CURRENT CIRCUITS. 


20. In continuous-current circuits the inductance does not 
enter the equations of stationary condition, but, if e, = impressed 
e.m.f., т = resistance, L = inductance, the permanent value of 


-— Й 
current is 7 =—- 
r 


Therefore less care is taken in direct-current circuits to reduce 
the inductance than in alternating-current circuits, where the 
inductance usually causes a drop of voltage, and cirect-current 
circuits as a rule have higher inductance, especially if the circuit 
is used for producing magnetic flux, as in solenoids, electro- 
magnets, machine-fields. 

Any change of the condition of a continuous-current circuit, 
as a change of e.m.f., of resistance, ete., which leads to a change 
of current from one value 2, to another value ?,, results in the 
appearance of a transient term connecting the current values 
т, and 7,, and into the equation of the transient term enters the 
inductance. 

Count the time ¢ from the moment when the change in the 
continuous-current circuit starts, and denote the impressed 
e.n.f. by e, the resistance by r, and the inductance by L. 


. € А : T 
“= = = current in permanent ог stationary condition after 


the change of circuit condition. 

Denoting by 4, the current in circuit before the change, and 
therefore at the moment # = 0, by + the current during the 
change, the e.m.f. consumed by resistance r is 

ar, 
and the e.m.f. consumed by inductance L is 
di 
L à 
where 4 = current in the ene 
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| di 
Hence, e, = 17 + 5 (1) 
dt 
or, substituting e, = 1,7, and transposing, 
r di 
—-dt =~: 2 
L $— 1, 2) 


This equation is integrated by 
а 
L 


where — log с is the integration constant, or, 


t = log @ — %,) — loge, 


Za 
t—t= б 2. 


However, for? = 0, ? = 2). 
Substituting this, gives 
%— 1, 6, 


r 


hence, t=i,+@,-ie =, (3) 
the equation of current in the circuit. 
The counter e.m.f. of self-inductance is 


т 


di ‚үт! 
a= bg -r(S ihe ae (4) 
hence a maximum for # = 0, thus: 
e =r, — 4$). (5) 


The e.m.f. of self-inductance e, is proportional to the change 
of current (7, — 1,), and to the resistance r of the circuit after 
the change, hence would be o forr = ©, or when opening the 
circuit. Thatis, an inductive circuit cannot be opened instantly, 
but the arc following the break maintains the circuit for some 
time, and the voltage generated in opening an inductive circuit 
is the higher the quicker the break. Henceina highly inductive 
circuit, as an electromagnet or a machine field, the insulation 
may be punctured by excessive generated e.m.f. when quickly 
opening the circuit. 

As example, some typical circuits may be considered. 
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21. Starting of a continuous-current lighting circuit, or non-in- 

ductive load. 

Let e, = 125 volts = impressed e.m.f. of the circuit, and 
1, = 1000 amperes = current in the circuit under stationary 
condition; then the effective resistance of the circuit is 


е 
r= "i = 0.125 ohm. 
1 


Assuming 10 per cent drop in feeders and mains, or 12.5 volts, 
gives a resistance, r, = 0.0125 ohm of the supply conductors. 
In such large conductor the inductance may be estimated as 
10 mh. per ohm; hence, L = 0.125 mh. = 0.000125 henry. 

The current at the moment of starting is 7, = 0, and the general 
equation of the current in the circuit therefore is, by substitution 


in (8), i = 1000 (1 — mn, (6) 


The time during which this current reaches half value, or 
‚ = 500 amperes, is given by substitution in (6) 
500 = 1000 (1 — ¢710004) | 
hence et es (s 
| t = 0.00069 seconds. 


The time during which the current reaches 90 per cent of its 
full value, or + = 900 amperes, is ¢ = 0.0023 seconds, that is, 
the current is established in the circuit in a practically inappre- 
ciable time, a fraction of a hundredth of a second. 

22. Excitation of a motor field. 

Let, in a continuous-current shunt motor, e, = 250 volts = 
impressed e.m.f., and the number of poles = 8. 

Assuming the magnetic flux per pole, Фо = 12.5 megalines, and 
the ampere-turns per pole required to produce this magnetic 
flux as F = 9000. 

Assuming 1000 watts used for the excitation of the motor 
field gives an exciting current 
. _ 1000 
^ = 950 


and herefrom the resistance of the total motor field circuit as 


— 4 amperes, 


r= o = 62.5 ohms. 
11 
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To produce F = 9000 ampere-turns, with 2, = 4 amperes, 


requires = = 2250 turns per field spool, or a total of n= 18,000 
1 
turns. 
= 18,000 turns interlinked with Ф, = 12.5 megalines ve 

a total number of interlinkages for 1, = 4 amperes of nd, 
225 x 109, or 562.5 X 10° interlinkages per unit current, or 
10 amperes, that is, an inductance of the motor field cireuit 
L = 562.5 henrys. 

The constants of the circuit thus are e, = 250 volts; т = 62.5 
ohms; L = 562.5 henrys, апа %, = 0 = current at time ¢ = 0. 

Hence, substituting in (8) gives the equation of the exciting 
current of the motor field as 


i-4(1— е-и) (7) 


Half excitation of the field is reached after the time ¢ = 6.23 
seconds; 

90 per cent of full excitation, or 4 = 3.6 amperes, after the 
time t = 20.8 seconds. 

That is, such a motor field takes a very appreciable time 
after closing the circuit before it has reached approximately 
full value and the armature circuit, may safely be closed. 

Assume now the motor field redesigned, or reconnected so 
as to consume only a part, for instance half, of the impressed 
e.m.f., the rest being consumed in non-inductive resistance. 
This may be done by connecting the field spools by two in 
multiple. 

In this case the resistance and the inductance of the motor 
field are reduced to one-quarter, but the same amount of 
external resistance has to be added to consume the impressed 
e.m.f., and the constants of the circuit then are: e, = 250 
volts; r = 31.25 ohms; L = 140.6 henrys, and % = 0. 

The equation of the exciting current (3) then is 


i = 8 (1 — етшу (8) 


that is, the current rises far more rapidly. It reaches 0.5 
value after ¢ = 3.11 seconds, 0.9 value after ¢ = 10.4 seconds. 
An inductive circuit, as a motor field circuit, may be made 
to respond to circuit changes more rapidly by inserting non- 
inductive resistance in series with it and increasing the im- 
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pressed e.m.f., that is, the larger the part of the impressed 
e.m.f. consumed by non-inductive resistance, the quicker is the 
change. 

Disconnecting the motor field winding from the impressed 
e.m.f. and short-eireuiting it upon itself, as by leaving it con- 
nected in shunt with the armature (the armature winding 
resistance and inductance being negligible compared with that 
of the field winding), causes the field current and thereby the 
field magnetism to decrease at the same rate as it increased in 
(7) and (8), provided the armature instantly comes to a stand- 
still, that is, its e.m.f. of rotation disappears. This, however, 
is usually not the case, but the motor armature slows down 
gradually, its momentum being consumed by friction and other 
losses, and while still revolving an e.m.f. of gradually decreas- 
ing intensity is generated in the armature winding; this e.m.f. 
is impressed upon the field. 

The discharge of a motor field winding through the armature 
winding, after shutting off the power, therefore leads to the 
case of an inductive circuit with a varying impressed e.m.f. 

23. Discharge of a motor field winding. 

Assume that in the continuous-current shunt motor dis- 
cussed under 22, the armature comes to rest t, = 40 seconds 
after the energy supply has been shut off by disconnecting the 
motor from the source of impressed e.m.f., while leaving the 
motor field winding still in shunt with the motor armature 
winding. | 

The resisting torque, which brings the motor to rest, may be 
assumed as approximately constant, and therefore the deceler- 
ation of the motor armature as constant, that is, the motor 
speed decreasing proportionally to the time. 


If then 8 = full motor speed, 8 (1 — а is the speed of the 
: | 


motor at the time ¢ after disconnecting the motor from the 


source of energy. 
Assume the magnetic flux Ф of the motor as approximately 
proportional to the exciting current, at exciting current 7 the 


. | А 1 | 
magnetic flux of the motor is Ф =-- Ф, where Ф = 12.5 mega- 
7 


1 
lines is the flux corresponding to full excitation 7, = 4 amperes. 


ool 39i5 3797 
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The e.m.f. generated in the motor armature winding and 
thereby impressed upon the field winding is proportional to 


the magnetic flux of the field, Ф, and to the speed 5 (1 — 2) 


1 
and since full speed S and full flux Ф, generate an e.m.f. e, = 


t 
250 volts, the e.m.f. generated by the flux Ф and speed 5 (1 — 3 


1 
. that is, at time #15 


q t 
= jo 1 x г), 
ааа, (9) 
and since 
6, 
ee Т, 
by 
we have j 
ё = 17 (1 — =); (10) 
A 
or for r = 62.5 ohms, and t, = 40 seconds, we have 
e = 62.57 (1 — 0.025 1). (11) 


Substituting this equation (10) of the impressed e.m.f. into 
the differential equation (1) gives the equation of current a 
during the field discharge, 





{ ; йй 
Ea P s 9 
ir (1 г) +, (12) 
һепсе, __ па di T 
tL i o 
integrated by jp 
~ SEL = log ci, 
where the integration constant c is found by 
і= 0, =i, 10507, = 0, e=}, 
hence, . 5 ; 
_ TP m 
BOB eum (9 
ог, re 


[eda 758, (15) 
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This is the equation of the field current during the time in 
which the motor armature gradually comes to rest. 
At the moment when the motor armature stops, or for 


t= hs 
it 18 | тї 
ty == 1, Е (16) 


This is the same value which the current would have with 
the armature permanently at rest, that is, without the assistance 
of ће e.m.f. generated by rotation, at the time t = . 


The rotation of the motor armature therefore reduces the 
decrease of field current so as to require twice the time to reach 
value z,, that it would without rotation. 

These equations cease to apply for # > t, that is, after the 
armature has come to rest, since they are based on the speed 


equation S (1 — 2), and this equation applies only up іо 
1 
t = t, but for # > i, the speed is zero, and not negative, as 


Е i 
given by S (1 — >) . 
1 
That is, at the moment i = /, a break occurs in the field 
discharge curve, and after this time the current i decreases in 


accordance with equation (3), that is, 


jogs ra (17) 
or, substituting (16), 
T = ђе _2 (18) 


Substituting numerical values in these equations gives: 
fort < t, 
42467 0.001388 t (19) 
for # = t, = 40, 
1 = 0.436; (20) 
for? > t; 
4 = 4 ет 00010 — 20), (21) 
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Hence, the field has decreased to half its initial value after 
the time ¢ = 22.15 seconds, and to one tenth of its initial 


value after t = 40.73 seconds. 
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Fig. 5. Field discharge current. 


Fig. 5 shows as curve I the field discharge current, by equations 
(19), (20), (21), and as curve II the current calculated by the 


equation 
| — — 0,111 
у = 4e ; 


that is, the discharge of the field with the armature at rest, or 
when short-circuited upon itself and so not assisted by the 
e.m.f. of rotation of the armature. 

The same Fig. 5 shows as curve III the beginning of the field 
discharge current for L = 4200, that is, the case that the field 
circuit has a much higher inductance, as given by the equation 


1 = 4 7 0.000185 f° 


As seen in the last case, the Пестеаѕе of field current is very slow, 
the field decreasing to half value in 47.5 seconds. 

24. Self-excitation of direct-current generator. 

In the preceding, the inductance L of the machine has been 
assumed as constant, that is, the magnetic flux Ф as proportional 
to the exciting currenti. For higher values of db, this is not 
even approximately the case. The self-excitation of the direct- 
eurrent generator, shunt or series. wound, that is, the feature 
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that the voltage of the machine after the start gradually builds 
up from the value given by the residual magnetism to its full 
value, depends upon the disproportionality of the magnetic flux 
with the magnetizing current. When considering this phenom- 
enon, the inductance cannot therefore be assumed as constant. 

When investigating circuits in which the inductance L is not 
constant but varies with the current, it is preferable not to use 
the term “inductance ” at all, but to introduce the magnetic 
flux Фф. 

The magnetic flux Ф varies with the magnetizing current ? by 
an empirical curve, the magnetic characteristic or saturation 
curve of the machine. This can approximately, within the range 
considered here, be represented by a hyperbolie curve, as was 
first shown by Fróhlich in 1882: 


__ф 90 
ESTE (221 


where ф = magnetic flux per ampere, in megalines, at low 
density. 


z = magnetic saturation value, or maximum magnetic flux, 


b 
in megalines, and 

| bi 

l5 (23) 


~ 





can be considered as the magnetic exciting reluctance of the 
machine field circuit, which here appears as linear function of 
the exciting current 7. i 

Considering the same shunt-wound commutating machine as 
in (12) and (13), having the constants r = 62.5 ohms = field 
resistance; ®, = 12.5 megalines = magnetic flux per pole at 
normal m.m.f.; F = 9000 ampere-turns = normal m.m.f. per 
pole; n = 18,000 turns = total field turns (field turns per pole 
= = = 2250), and т, = 4 amperes = current for full 
excitation, or flux, ®, = 12.5 megalines. 

Assuming that at full excitation, ®,, the magnetic reluctance 
has already increased by 50 per cent above its initial value, that 
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| re-turns р 
is, that the ratio D OR P at P= Ф, = 12.5 mega- 


· magnetic flux’ 
lines and + = 2, = 4 amperes, is 50 per cent higher than at low 
excitation, it follows that 


1 + bi, 


| 
| 
сл 
Rs 
er 


or (24) 


b= 0.125. | 


Since i = 7, = 4 produces Ф = Ф, = 12.5, it follows, from 


(22) and (24) 
ф = 4.69. 


That is, the magnetic characteristic (22) of the machine is 
approximated by : 
4.69 т 


~ T+ 1257 (25) 


Ф 


Let now e, = e.m.f. generated by the rotation of the arma- 
ture per megaline of field flux. 

This e.m.f. e, is proportional to the speed, and depends upon 
the constants of the machine. At the speed assumed in (12) 
and (13), Ф, = 12.5 megalines, e, = 250 volts, that is, 


Then, in the field circuit of the machine, the impressed e.m.f., 
or e.m.f. generated in the armature by its rotation through the 


magnetic field is, 
e == е„Ф == 20Ф; 


the e.m.f. consumed by the field resistance r is 
ir = 62.5 1; 


the e.m.f. consumed by the field inductance, that is, generated 
in the field coils by the rise of magnetic flux Ф, is 





(Ф being given in mega/ines, e, in volts.) 


E 
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The differential equation of the field circuit therefore is (1) 


n dÈ 


e, o = 17 + 100 dt (26) 


Since this equation contains the differential quotient of ®, it 
is more convenient to make ® and not + the dependent variable; 
then substitute for + from equation (22), 


p 





Др (27) 
which gives 
Фу n аф 
= BiU ae 9 
on Бе 100 ae” e) 
or, transposed, 
| 100 dt ($ — bb) аф 
n “ol (je, — r) — be, Ф b 29) 


This equation is integrated by resolving into partial fraction 
by the identity 
ф— ЪФ А B 








гутта © sore X 
resolved, this gives | 
pP A (фе, — т) — (Abe, Ф — BO); 
| 9 
hence, - > 
1). 
B= br (81) 
i фе, z T 
and 
d 
100 di dio | Фаф | ф " НИ ПИ 5 
" - (de. = (фе, — т)Ф (фе, Es T) (фе, — r — be, Ф) 


This integrates by the logarithmic functions 


100: = ф Јо g ф 


я js == Pu - e 1 (pe,—r—be, ®)+C. (88) 
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The integration constant C is calculated from the residual 
magnetic flux of the machine, that is, the remanent magnetism 
of the field poles at the moment of start. 

Assume, at the time, t = 0, Ф = Ф, = 0.5 megalines = residual 
magnetism and substituting in (33), 


{зы Е quo Ce A Oh ONC. 


$e, — T е, (pe, — т) 





and herefrom calculate С. 
C substituted in (83) gives 


100: Фф Ф T фе, — r — be, 
n i фе, == log Ф, ĉe (Фе, 7 r) log фе, == be b. GU 
or, 
_ n Фф фе, — т — beo) 
x 100 e, ($e, — т) $e, log P, "Јов фе, — т — be È, \ | (89) 
substituting 
е = e, d 
and 
| ву = е,Ф,, 


where e,, = e.m.f. generated in the armature by the rotation in 
the residual magnetic field, 


„фе — r — бе | 


9 фе — r — Dem У 





n ( е A 
= 3004 Ga —5 шш ie 


This, then, is the relation between e and £, or the equation 
of the building up of a continuous-current generator from its 
residual magnetism, its speed being constant. 

Substituting the numerical values » = 18,000 turns; ф = 
4.69 megalines; b = 0.125; e, = 20 volts; r = 62.5 ohms; Ф, = 
0.5 megaline, and em = 10 volts, we have 


= 26.8 log Ф — 17,9 log (31.25 — 2.5) + 79.6 (37) 


and 
= 26.8 loge — 17.9 log (31.25 — 0.125 e) — 0.98. (38) 
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Fig. 6 shows the е... e as function of the time #. As seen, 
under the conditions assumed here, it takes several minutes 
before the e.m.f. of the machine builds up to approximately 
full value. 
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Fig. 6. Building-up curve of a shunt generator. 


The phenomenon of self-excitation of shunt generators therc- 
fore is a transient phenomenon which may be of very long 
duration. 

From equations (35) and (86) it follows that 


ax ‚= = 250 volts (39) 
is the e.m.f. to which the machine builds up at t = oo, that is, 


in stationary condition. 
To make the machine self-exciting, the condition 


фе —т > 0 (40) 
must obtain, that is, the field winding resistance must be 

т < фе, 
or, | (41) 


r < 93.8 ohms, 

or, inversely, е, which is proportional to the speed, must be 
€, 5 

| (42) 


e, > 18.3 volts. 


or, 
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The time required by the machine to build up decreases with 
increasing е, that is, increasing speed; and increases with 
increasing 7, that is, increasing field resistance. 

25. Self-excitation of direct-current series machine. 

Of interest is the phenomenon of self-excitation in a series 
machine, as a railway motor, since when using the railway motor 
as brake, by closing its circuit upon a resistance, its usefulness 
depends upon the rapidity of building up as generator. 

Assuming a 4-polar railway motor, designed for e,= 600 volts 
and 2, = 200 amperes, let, at current 7 = 7,= 200 amperes, the 
magnetic flux per pole of the motor be Ф, = 10 megalines, and 
8000 ampere-turns per field pole be required to produce this 
flux. This gives 40 exciting turns per pole, or a total of n = 
160 turns. 

Estimating 8 per cent loss in the conductors of field and 
armature at 200 amperes, this gives a resistance of the motor 
circuit r= 0.24 ohms. 

To limit the current to the full load value of +, = 200 amperes, 
with the machine generating e,= 600 volts, requires a total 
resistance of the circuit, internal plus external, of 


т = 3 ohms, 
or an external resistance of 2.76 ohms. 
600 volts generated by 10 megalines gives 
e= 60 volts per megaline per field pole. 


Since in railway motors at heavy load the magnetic flux is 
carried up to high values of saturation, at 2, = 200 amperes the 
magnetic reluctance of the motor field may be assumed as three 
times the value which it has at low density, that is, in equation 
(22), | 


1 + bit, = 3, 
on, b = 0.01, 
and since for 4 = 200, ® = 10, we have in (22) 
ф = 0.15, 
0.151 
Һепсе Ф = ——___ 3 
? 1 + 0.011 (89) 


represents the magnetic characteristic of the machine. 


LL. 


Pa 
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| 


Assuming a residual magnetism of 10 per cent, or Ф, 
1 megaline, hence e, = е, Ф, = 60 volts, and substituting in 
equation (36) gives n = 160 turns; ф = 0.15 megaline; b = 
0.01; e,— 60 volts; r = 3 ohms; $,— 1 megaline, and em = 
60 volts, 


і = 0.04 log e — 0.01333 log (600 — e) — 0.08. (44) 


This gives for e = 300, or 0.5 excitation, ¢ = 0.072 seconds; 
and for e = 540, or 0.9 excitation, t = 0.117 seconds; that is, 
such a motor excites itself as series generator practically instantly, 
or in a small fraction of a second. 

The lowest value of e, at which self-excitation still takes place 


is given by equation (42) as 

yo di 
Ф 
that is, at one-third of full speed. 

If this series motor, with field and armature windings connected 
in generator position, —that is, reverse position, —short-circuits 
upon itself, 

r = 0.24 ohms, 


we have 
t = 0.0274 log e — 0.00073 log (876 — e) — 0.1075, (45) 
that is, self-excitation is practically instantaneous: 


e = 300 volts is reached after t = 0.044 seconds. 


Since for е = 300 volts, the current % = - — 1250 amperes, 


the power is р = ei = 375 kw., that is, a series motor short- 
circuited in generator position instantly stops. 
Short-circuited upon itself, r = 0.24, this series motor still 


builds up at e, — = = 1.6, and since at full load speed e,= 60, 


e, = 1.6 is 2.67 per cent of full load speed, that is, the motor 
acts as brake down to 2.67 per cent of full speed. 

It must be considered, however, that the parabolic equation 
(22) is only an approximation of the magnetic characteristic, 
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and the results based on this equation therefore are approximate 


only. 

One of the most important transient phenomena of direct- 
current circuits is the reversal of current in the armature coil 
short-circuited by the commutator brush in the commutating 
machine. Regarding this, see ‘ Theoretical Elements of Elec- 
trical Engineering,” Part П, Section В. 


CHAPTER IV. 


INDUCTANCE AND RESISTANCE IN ALTERNATING- 
CURRENT CIRCUITS, 


26. In alternating-current circuits, the inductance L, or, as 
it is usually employed, the reactance 2 = 2 zfL, where f = fre- 
quency, enters the expression of the transient as well as the 
permanent term. 

At the moment 0 = 0, let ће em.f. e = E cos (0 — 0,) be 
impressed upon a circuit of resistance r and inductance L, thus 
inductive reactance x = 2 zfL; let the time 0 = 2 zft be counted 
from the moment of closing the circuit, and 0, be the phase of 
the impressed e.m.f. at this moment. 

In this case the e.m.f. consumed by the resistance = 27, 
where 7 = instantaneous value of current. 

The e.m.f. consumed by the inductance L is proportional 
to L and to the rate of change of the current, = , thus, is L a 
or, by substituting 0 = 2 zft, ж = 2zfL, the emf. consumed 


di 
by inductance is z — 


do 
Since е = E cos (0 — 0,) = impressed e.m.f., 
B cos (0 — 0) =i te” (1) 


is the differential equation of the problem. 
This equation is integrated by the function 


i = I cos (0 — д) + Ae”, (2) 
where г = basis of natural logarithms = 2.7183. 
Substituting (2) in (1), 
E cos (0 — 6) = Ir cos (0 — д) + Are "^ — Ix sin (0 — д) — Aazs ^, 
or, rearranged : 
(E cos 0, — Ir cos д — Iz sin д) cos 0 + (E sin 0, — Ir sin ò 


+ Iz cos д) sin 0 — Аг“ (ax — т) = 0. 
41 
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Since this equation must be fulfilled for any value of 0, if (2) 
is the integral of (1), the coefficients of cos 0, sin 0, e7% must 
vanish separately. 


That is, 
E cos 0, — Ir cos 0 — Irsind = 0, 
E sin 0, — Ir sin ô + Iz созд = 0, (3) 
and ·  от—т=бј. 


Herefrom it follows that 


(4) 


а = 
Substituting in (8), 


2 
tan 0, z 


(5) 


and 
г = мт + 22, 


where 0, = lag angle and z = impedance of circuit, we have 


E cos 0, — Iz cos (0 — 0) = 0 
and | 

E sin 0, — Iz sin (ô — 6,) = 0, 
and herefrom 


and (6) 
ô= 0, 4-0, 


Thus, by substituting (4) and (6) in (2), the integral equation 
becomes 


E xf 
i= cos (9 — 8, —0)+ Ae *, (7) 


where A is still indefinite, and is determined by the initial con- 
ditions of the circuit, as follows : 
for ô = 0, ї = 0; 


hence, substituting in (7). 


E 
= = cos (8, + 0) А, 
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ог, 


А -— Ë oos (8, + 07, · (8) 
and, substituted in (7), 
. E – 56 
i= E ios (0 — 0,— 0,)— = * QoS 0, +0) (9) 


is the general expression of the current in the circuit. 
If at the starting moment 0 = 0 the current is not zero 
but = 4, we have, substituted in (7), 


. E 
ij = — COS (0, + 0) + A, 
a 
А = 1— @ (0, + 6), 
. E | DEL 
i = = feos (0 — 6 — 0,) - (eos (0, + 0)— 24 a T (10) 
27. The equation of eurrent (9) contains & permanent term 


= cos (0 — бр — 0,), which usually is the only term considered, 


E 


and a transient term = 2 F cos (% + 6). 
The greater the resistance T and smaller the reactance z, the 
more rapidly the term z pe cos (0, dp 0,) disappears. 
This transient term is a maximum if the circuit is closed at 
the moment 0, = — 4%, that is, at the moment when the 
permanent value of current, = cos (0 — 6, — 0,), should be a 


maximum, and is then 
10 
T 
E 


a Jy 


. The transient term disappears if the circuit is closed at the 
moment 0,:= 90° — @,, or when the stationary term of current 
passes the zero value. | | 
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As example is shown, in Fig. 7, the starting of the current 
under the conditions of maximum transient term, or 0, = — 4,, 


in a circuit of the following constants: - = 0.1, corresponding 


| approximately to a lighting circuit, where the permanent value 
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Fig. 7. Starting current of an inductive circuit. 












of current is reached in a small fraction of a half wave; = = 0.5, 
corresponding to the starting of an induction motor with rheo- 
stat in the secondary circuit; = = 1.5, corresponding to an 
unloaded transformer, or to the starting of an induction motor 
with short-circuited secondary, and = = 10, corresponding to a 


reactive coil. 
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Fig. 8. Starting current of an inductive circuit. 


























Of the last case, ‚= = 10, a series of successive waves аге 


plotted in Fig. 8, showing the very gradual approach to perma- 
nent condition. 


~ ~ 
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Ж . . T + 
Fig. 9 shows, for the circuit = 1.5, the current when closing 


the circuit 0°, 30°, 60°, 90°, 120°, 150° respectively behind the 
zero value of permanent current. 
The permanent value of current is shown in Fig. 7 in dotted 


line. 
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Fig. 9. Starting current of an inductive circuit. 


28. Instead of considering, in Fig. 9, the current wave as 
consisting of the superposition of the permanent term 


r 


—-0 
I cos (0—0,) and the transient term — Je * cos 0, the current 
wave can directly be represented by the permanent term 


ae 


NL 





Fig. 10. Current wave represented directly. 
I cos (0 — 0,) by considering the zero line of the diagram as 
T 


– 1. 
deflected exponentially to the curve Je * cos 0, in Fig. 10. 
That is, the instantaneous values of current are the vertical 


M 
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distances of the sine wave / cos (0 ~ 0,) from the exponential 

carey | 
curve Је ^" cos 0, starting at the initial value of perma- 
nent current. 


In polar coordinates, in this case J cos (0 — 0,) is the circle, 


Ie * cos 0„ the exponential or loxodromic spiral. 


As a rule, the transient term in alternating-current circuits 
containing resistance and inductance is of importance only in 
circuits containing iron, whére hysteresis and magnetic saturation 
complicate the phenomenon, or in circuits where unidirectional 
or periodically recurring changes take place, as in rectifiers, 
and some such cases are considered in the following chapters. 


zi 


„а 


CHAPTER V. 


RESISTANCE, INDUCTANCE, AND CAPACITY IN SERIES. 
CONDENSER CHARGE AND DISCHARGE. 


29. If a continuous e.m.f. eis impressed upon a circuit contain- 
ing resistance, inductance, and capacity in series, the stationary 
condition of the circuit is zero current, + = o, and the poten- 
tial difference at the condenser equals the impressed e.m.f., 
€, — €, no permanent current exists, but only the transient 
current of charge or discharge of the condenser. 

The capacity C of a condenser is defined by the equation 

i de 

= С P 
that is, the current into a condenser is proportional to the rate 
of increase of its e.m.f. and to the capacity. 

It is therefore 


de — ^, il, 
and 
1 : 
= C idt (1) 


is the potential difference at the terminals of a condenser of 
capacity C with current + in the circuit to the condenser. 

Let then, in a circuit containing resistance, inductance, and 
capacity in series, e = impressed e.m.f., whether continuous, 
alternating, pulsating, etc.; ? = current in the circuit at time t; 
т = resistance; L = inductance, and С = capacity; then the 
e.m.f. consumed by resistance r is | 


T; 


the e.m.f. consumed by inductance L is 
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and the e.m.f. consumed by capacity C is 


e, = = | 20; 


hence, the impressed e.m.f. is 
| di 1 р. | 
её = т + Le + C dt, (2) 
and herefrom the potential difference at the condenser terminals 
is 
1 n. : dt 
«= ји = e—ri - ii (3) 
Equation (2) differentiated and rearranged gives 


di di 1. de 
+7— ++ = — (4) 


Lp d C di 


as the general differential equation of a circuit, containing resist- 
ance, inductance, and capacity in series. 
30. If the impressed e.m.f. is constant, 


é = constant, 


de 
then di = 0 А 


and equation (4) assumes the form, for continuous-current 
circuits, 

du di 1. 

wet at at 0 (5) 


L 
This equation is a linear relation between the dependent vari- 
able, ?, and its differential quotients, and as such is integrated 
by an exponential function of the general form 


t= Дес“, (6) 


(This exponential function also includes the trigonometric 
functions sine and cosine, which are exponential functions with 
imaginary exponent a.) 
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Substituting (6) in (5) gives 
(а У], — ar + 1) Де“ temps 


this must be an identity, irrespective of the value of £, to make 
(6) the integral of (5). That is, 


2 1 
aL are = 0. (7) 


A is still indefinite, and therefore determined by the terminal 
conditions of the problem. 
From (7) follows 








r+ V NIE 
a £ 8 
2L | (8) 
hence the two roois, 
r—s 
БОШУ; 
and (9) 
т + 8 
а, = 27, , 
where s= y — = . (10) 


Since there are two roots, a, and a,, either of the two expres- 
ions (6), = and #77, and therefore also any combination of 
these two expressions, satisfies the differential equation (5). 

That is, the general шеш equation, or solution of differential 
equation (5), is 


7—8, rts 


= Ае 7 xA; Y, (11) 


Substituting (11) and (9) in equation (3) gives the potential | 
difference at the condenser terminals as 








-i — 8 -t i 
€, = 6— — Ag s +5 А ғ e | (12) 
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31. Equations (11) and (12) contain two indeterminate con- 
stants, A, and A,, which are the integration constants of the 
differential equation of second order, (5), and determined by 
the terminal conditions, the current and the potential differ- 
ence at the condenser at the moment ¢ = 0. 

Inversely, since in a circuit containing inductance and capac- 
ity two electric quantities must be given at the moment of 
start of the phenomenon, the current and the condenser poten- 
tial — representing the values of energy stored at the moment 
і = 0 as electromagnetic and as electrostatic energy, respec- 
tively — the equations must lead to two integration constants, 
that is, to a differential equation of second order. 

Let 4? = i, = current and е, = e, = potential difference at 
condenser terminals at the moment t = 0; substituting in (11) 
and (12), 





О oes 
and @ = 6— — A, "SA 
hence, 
==, 
е, et % 
А, =— 
8 
and (13) 
€, purs 
A,=+ р = , 


and therefore, substituting in (11) and (12), the current is 








r$. T$. 
66:6 5-75. _tts, e&— e+ 5% т-а 
т= 6 3 LI. 3L » (14) 
8 | 5 


_ the condenser potential is 
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For no condenser charge, or i, = 0, e, = 0, we have 


€ 
А, = т 
апа 
Жы _ Ups 
substituting in (11) and (12), we get the charging current as 
„ 06(-LT EM 
=). у. |. (16) 


The condenser potential as 
1 - 57! – и 
a ноја – Eleta UM ај cmd |. (17) 


For a condenser discharge or 1, = 0, e = ву we have 


е 
А, = — = 
and 
ĉo 
A, = + = =o 45 
hence, the discharging current is 
a ш 
i--^ poU nr | (18) 
The condenser potential is 
ras r+s 
е - ту t - 7 i 
е, = за ји + Е (er) 4 ? (19) 


that is, in condenser discharge and in condenser charge the 
currents are the same, but opposite in direction, and the con- 
denser potential rises in one case in the same way as it falls in 
the other. 

32. As example is shown, in Fig. 11, the charge of a con- 
denser of C = 10 mf. capacity by an impressed e.m.f. of 
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= 1000 volts through a circuit of r = 250 ohms resistance 
and L = 100 mh. inductance; hence, s = 150 ohms, and the 
charging current is 


= 6.667 | 50! — ¢~ 20081 amperes, 
The condenser potential is 
= 1000 {1 — 1.333 «750 + 0.383 «72006 | volts. 






MO ЕГ ЖЕ НЕ] ШЕ ИЕ ae ЕЕ 
ра ae Ec esee ipe 
| n] | E 
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Fig. 11. Charging a condenser through a circuit having resistance and induc- 
tance. Constant potential. Logarithmic charge. 


33. The equations (14) to (19) contain the square root, 


AL 
8 = V 7? — Ce 
hence, they apply in their present form only when 
г> iL 
C 
4L | | | 0 
Ер = T’ these equations become indeterminate, or = О? 
' 4b а | 
and т? < —-, s is imaginary, and the equations assume a 


С 
complex imaginary form. In either case they have to be 
rearranged to assume a form suitable for application. 
Three cases have thus to be distinguished: 


4L "C 
(а) т? > AES which the equations of the circuit can be 


used in their present form. Since the functions are exponen- 
tial or logarithmic, this is called the logarithmic case. 


uw 


„~ 


S 
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4L, T | 

(b r= wc 18 called the critical case, marking the transi- 
tion between (a) and (c), but belonging to neither. 
41, Я . 

(c) ^ < GC In this case trigonometric functions appear; 1t 


is called the trigonometric case, or oscillation. 
34. In the logarithmic case, 


oce 
C 


ЧА 41 < Сг, 


that is, with high resistance, or high capacity, ог low induc- 
tance, equations Py to (19) apply. 


rS. 

The term e E is always greater than e ^ , since the 
former has a lower coefficient in the exponent, and the differ- 
ence of these terms, in the equations of condenser charge and 
discharge, is always positive. That is, the current rises from 
zero at t = 0, reaches а maximum and then falls again to 
zero at t = oo, but it never reverses. The maximum of the 


: А е 
current is less than 7 = а 


The exponential term in equations (17) and (19) also never 
reverses. That is, the condenser potential gradually changes, 
without ever reversing or exceeding the impressed e.m.f. in the 
charge or the starting е. in the clischarge. 

Hence, in the case т > d no abnormal voltage is pro- 
duced in the circuit, and the. transient term is of short duration, 
so that & condenser charge or discharge under these conditions 
is relatively harmless. 

In charging or discharging a condenser, or in general a circuit 
containing capacity, tbe insertion | а, resistance in series in the 
circuit of such value that т? > Е. therefore eliminates the 
danger from abnormal electrostatic or electromagnetic stresses. 

In general, the higher the resistance of a circuit, compared 
with inductance and capacity, the more the transient term is 
suppressed. 
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35. In a circuit containing resistance and capacity but no 
inductance, L = 0, we have, substituting in (5), 


di 1l. 
r di + С $ = Q, (20) 
or, transposing, di di 
т 00 
which is integrated by _4, 
б = бє "©, (21) 


where c = integration constant. 

Equation (21) gives for і = 0, = c; that is, the current at 
the moment of closing the circuit must have a finite value, or 
must jump instantly from zero to c. This is not possible, but 
so also it is not possible to produce a circuit without any induc- 
tance whatever. 

Therefore equation (21) does not apply for very small values 
of time, ѓ, but for very small 1 the inductance, L, of the circuit, 
however small, determines the current. 

The potential difference at the condenser terminals from (3) is 

ё, = ё — ті 
hence t 


се —6— те '© | (22) 


The integration constant с cannot be determined from equation 
(21) at ¢ = 0, since the current 2 makes a jump at this moment. 

But from (22) it follows that if at the moment t = 0, e, = ey 
в, = ё — те, 


ћепсе, с =, 


and herefrom the equations of the non-inductive condenser 


circuit, ; 
$ i 
ШЕ; 
‚ — (6 6) (23) 
T 
and 6 Я 
e =e — (е— e) "7. (24) 


As seen, these equations do not depend upon the current 2, in 
the circuit at the moment before # = 0. m 


ias eo 


PE 


+ «d [e 





— qoom 
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36. These equations do not apply for very small values of /, 
but in this case the inductance, L, has to be considered, that is, 
equations (14) to (19) used. | 

For L = 0 the second term in (14) becomes indefinite, as it 


0 
ub 
contains e ^ , and therefore has to be evaluated as follows: 
For L — 0, we have 








g == т, 
rts 
2 n 
and 
T—S 
5 5 = 0 


and, developed by the binomial theorem, dropping all but the 


first term, 
41, 
Tops ы = el 











_ 21 

0. 
апа 

peg. 1 

2L 70 

r+s т 

2b L 


Substituting these values in equations (14) and (15) gives the 
current as 
@— 6, h £— 6,—rh TE’ (25) 
r т 





апа the potential difference at the condenser as 
Ё 
e, =e — (е— е) є "; (26) 
that is, in the equation of the current, the term 


. zs 
M uad E L 
T 
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has to be added to equation (23). This term makes the transition 
from the circuit conditions before t = 0 to those after t = 0, 
and is of extremely short duration. : 

For instance, choosing the same constants as in $ 32, namely: 
e = 1000 volts; r = 250 ohms; C = 10 mf., but choosing the 
inductance as low as possible, L = 5 mh., gives the equations 
of condenser charge, i.e., for 1, = 0 and e, = 0, 


424 [g^ uet Рае йо! | 


and 
e, = 1000 [1 — =“ 401, 


The second term in the equation of the current, 2“ 999, has 
decreased already to 1 per cent after t = 17.8 X 107° seconds, 
while the first term, 2706, has during this time decreased only 
by 0.7 per cent, that i is, it has not yet крш decreased. 

37. In the critical case, 


4L 
py? 2 
С 
апа | 8 = 0, 
r 
а, = а, = OL 
T, 
€ ёр 5 vo 
P MT - 


У " 3 $4 Rocha 
7.1 КА toss 2L — . 2L 
. 2L j .| 2L 2L T. је € ‘ 
7 = є | Bol € +e 4 == ёр — 5°0 РГО (27) 


p 
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that is, becomes indeterminate for s = 0, and therefore is 
evaluated by differentiation, 


aN 
ds t 

F “IDTE | (28) 
ds 


. m 
| = |i 8 - 4) B (29) 


The condenser potential is found, by substituting in (15), to be 


] ^: | iM. Ium 
ep ete E i | (e — ео) (є ја te *)- 


Herefrom it follows that for the condenser charge, ?, = 0 and 


«= 0, 


pe у, 
2d 
and 
HY 
zi T ЕА c Es 
е, єўї (iz) T 
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for the condenser discharge, ?, = 0 and e = 0, 





and 


88. As an example are shown, in Fig. 12, the charging current 
and the potential difference at the terminals of the condenser, 





4 S R 16 20 2 28 32 % + 


Fig. 12. Charging a condenser through a circuit having resistance and induc- 
tance. Constant potential. Critical charge. 


in a circuit having the constants, е = 1000 volts; C = 10 mf.; 
1, = 100 mh., and such resistance as to give the critical start, 
that is, | an 
ped iL = 200 ohms. 
C 
In this case, 

1 = 10,000 12“ 190 
and 

e, = 1000 (1 — (1 + 10000) г“ 19]. 


39. In the trigonometric or oscillating case, 


„„%1 
T< a 
The term under the square root (10) is negative, that is, the 
square root, s, is imaginary, and a, and a, are complex imaginary 
quantities, so that the equations (11) and (12) appear in imagi- - 
nary form. They obviously can be reduced to real terms, 
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since. the phenomenon is real. Since. an exponential function 
with imaginary exponents is a trigonometric function, and 
inversely, the solution of the equation thus leads to trigono- 
metric functions, that is, the phenomenon is periodic or oscil- 





lating. 
Substituting s = jq, we have 
AL 7 үг 
= ey 
. тУт (83) 
апа 
r— jq 
ie 9 ? 
Каа (84) 
5 2 
Substituting (84) in (11) and (12), and rearranging, 
NS da _ ia 
jo. ЗЕ LATET. Аг т}, (35) 








Between the exponential function and the шшш 
functions exist the relations 


lee ale 


and (37) 


eT? = cos v — jsin v. J 
Substituting (37) in (35), and rearranging, gives 


beu ae (A, + А,) cos ao у (А - A) sin з} 
ı T A QUU? ТАИ 


Substituting the two new integration constants, 
B,=A,+4, ) 
and - (38) 
В, = ](А,— Ар, ) | 
gives 


i= P B, cos 572+ В, sin E i. (39) 
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In the same manner, substituting (87) in (86), rearranging, 
and substituting (38), gives 


zz! TB, + 48, ов M d E (40) 


е=е— + 2 2L 2 21, 


В, and В, are now the two integration constants, determined 
by the terminal conditions. That is, for = 0, let + = 1, = cur- 
rent and e, = e, = potential difference at condenser terminals, 
and substituting these values in (39) and (40) gives 


$, = В, 
and 
rb, + 9В, 
е, = eo 9 
hence, 
B 07 % 
апа 


(41) 


2 (6— €) — ri, 
q 
Substituting (41) in (39) and (40) gives the general equations 


of condenser oscillation: 
the current is 


B, 


: А 2(е— е) — rti. 
1 = | вн 1 SESO in tu] (42) 


and the potential difference at condenser terminals is 





p? 
NM 7 т (е—е,) — g h 7 
e,7e—e 74 | (e—e,) cos t+ sin — t|. 
: У 2L q 


(43) 


Herefrom follow the equations of condenser charge and dis- 
charge, as special case: 
For condenser charge, i, = 0; €, = 0, we have 





' = p sn az! (44) 
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and ам у 
— теа Lat 
e E e (cos gt + sin pot cr (45) 


2 € - зт! . 70 
-€-——3g 7 =. 46 
1 1 sin ү? (46) 
and 
ay 
e =e 7" соз 203 тай 20.0) (47) 


40. As an example is shown the oscillation of condenser 
charge in a circuit having the constants, e = 1000 volts; L = 
100 mh., and C = 10 mf. 






is 
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Fig, 18. Charging a condenser through a circuit having resistance and induc- 
tance. Constant potential. Oscillating charge. 


-1 


(a) In Fig. 13, r = 100 ohms, hence, у = 173 and the current is 
4 = 11.55 є *9' sin 866 1; 
the condenser potential is 
e, = 1000{1 — e~ 5®'* (cos 866 t + 0.577 sin 866 :) |. 
| (b) In Fig. 14, т = 40 ohms, hence, g = 196 and the current 
i ї = 10.2 4—29 ! sin 980 £; 
the eondenser potential is 
= 1000 [1 — =7 2%: (cos 980 t + 0.21 sin 980 9 |. 


{ 
% 
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41. Since the equations of current and potential difference 
(42) to (47) contain trigonometric functions, the phenomena 
are periodic or waves, similar to alternating currents. They 

m 
differ from the latter by containing an exponential factor e 77, 
which steadily decreases with increase of і. That is, the suc- 


А | 
т а 


Vl врана m ЖШ 
/ | во [i| [эю | зо (7400 | 480 





Fig. 14. Charging а condenser through a circuit: having resistance and induc- 
tance. Constant potential. Oscillating charge. 


cessive half waves of current and of condenser potential pro- 
gressively decrease in amplitude. Such alternating waves of 
progressively decreasmg amplitude are called oscillating waves. 

Since equations (42) to (47) are periodic, the time ¢ can be 
represented by an angle 0, so that one complete period is denoted 
by 2 х or one complete revolution, 


"E Nm 
0 = jr! = 2 aft. (48) 
P. 
Qaf = ар 
hence, the frequency of oscillation is 
EE 9) 
bp. 68 


~ 
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This frequency decreases with increasing resistance 7, and. 
? : L T 
becomes zero for (57 =)= m that.is, r? - 77, or the critical 
case, where the phenomenon ceases to be oscillating. | 
If the resistance is small, so that the second term in equa- 
tion (50) can be neglected, the frequency of oscillation is 


1 





= ===. 51) 
f 2л LC OD 
Substituting 0 for t by equation (48) 
о 
= 2L 0 
, 4 1 4 
in equations (42) and (43) gives the general equations, 
— fg (2. (e— ё) — 
Pup d ) 1 UN ai ш (52) 
f 2 2 
г(е— е)—- +g % 
е, —: (e — e) Hat apt ,(53) 
0 = (48) 
and | 
EN NES Ra | 
ЈЕ ево crgo E i (50) 


42. If the resistance r can be neglected, that is, if 7° is small 





41, : А 5 
compared wine @ the following equations are approximately 
exact: L | 

;-2V б (54) 
and РИ 1 | 
пм LÓ 
or, (55) 
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Introducing now 2 = 2 z/L = inductive reactance and 


1 
t = ———— == 1 1 + m 
v= y 70 capacity reactance, and substituting (55), we 
have 
i 
a e С 
апа 
L 
VE, 
= 
hence, x = 1, 


that is, the frequency of oscillation of a circuit containing 
inductance and capacity, but negligible resistance, is that 


frequency f which makes the condensive reactance 2’ = 325 
T 
equal the inductive reactance x = 2 zfL: 
[L 
p =x=\ Т (56) 
Then (54), 
да = 2 1, (57) 
and the general equations (52) and (53) are 
ne | (e – 6) — 5 % 
ј=6 2 |i а T sind [ ; (58) 


т (e—e,)—2 221, 


: 
= 

е, = 6 —6 3» ee) cos 0 + 5 

z 


pues vz (56) 


sin 0 |; (59) 


ала Бу (48) ала (55): 


ч 


3 Р) 
~ of 


XA 


A 
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Es | . 
43. Due to the factore ?^ , successive half waves of oscilla- 
tion decrease the more in amplitude, the greater the resistance r. 
The ratio of. the amplitude of successive half waves, or the 


| 
ae s "ари А 
decrement of the oscillation, is А = є ?" , where t, = duration 


of one half wave or one half cycle, = Em 


2f 
































__ 
0 шш 
0 0.1 0.2 0.8 0.4 0.5 0.6 0.7 0.8 0.9 1.0 
Fig. 15. Decrement of Oscillation. 
Hence, from (50), 
7 
i ea A A EERE , 
^ / 1 T ) 
Vio- (2i 
and o em 
Vi 
А =T? =. 7967, (60) 
Denoting the critical resistance as 
4L 

| ПРИ = T D (61) 
we have 

А =e? =e wet 
or, (62) 

7 
д = ; 
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that is, the decrement of the oscillating wave, or the decay of 
the oscillation, is a function only of the ratio of the resistance 
of the circuit to its critical resistance, that is, the minimum 
resistance which makes the phenomenon non-oscillatory. 

In Fig. 15 are shown the numerical values of the decrement A, 


. А ae | T 
for different ratios of actual to critical resistance — · 


1 
As seen, for r > 0.21 r, or a resistance of the circuit of more 
than 21 per cent of its critical resistance, the decrement A is 
below 50 per cent, or the second half wave less than half the first 
one, etc.; that is, very little oscillation is left. 
Where resistance is inserted into a circuit to eliminate the 
danger from oscillations, one-fifth of the critical resistance, or 


L 
r=04 744 seems sufficient to practically dampen out the 


oscillation. 


CHAPTER VI. 


OSCILLATING CURRENTS, 


44. The charge and discharge of a condenser through an 
inductive circuit produces periodic currents of a frequency 
depending upon the circuit constants. 

The range of frequencies which can be produced by electro- 
dynamic machinery is rather limited: synchronous machines 
or ordinary alternators can give economically and in units of 
larger size frequencies from 10 to 125 cycles. Frequencies 
below 10 cycles are available by commutating machines with 
low frequency excitation. Above 125 cycles the difficulties 
rapidly increase, due to the great number of poles, high periph- 
eral speed, high power required for field excitation, poor regu- 
lation due to the massing of the conductors, which is required 
because of the small pitch per pole of the machine, etc., so that, 
1000 cycles probably is the limit of generation of constant 
potential alternating currents of appreciable power and at fair 
efficiency. For TENES powers, by using capacity for excitation, 
inductor alternators have been built and are in commercial 
service for wireless telegraphy and telephony, for frequencies up 
to 100,000 and even 200,000 cycles per second. 

Still, even going to the limits of peripheral speed, and sacri~ 
ficing everything for high frequency, a limit is reached in the 
frequency available by eleetrodynamie generation. 

It becomes of importance, therefore, to investigate whether 
by the use of the condenser discharge the range of frequencies 
can be extended. | 

Since the oscillating current approaches the effect of an 
alternating current only if the damping is small, that is, the 
resistance low, the condenser discharge can be used as high 
frequency generator only by making the circuit of as low resist- 


ance as possible. 
67 


68 TRANSIENT PHENOMENA 


This, however, means limited power. When generating oscillat- 
ing currents by condenser discharge, the load put on the circuit, 
that is, the power consumed in the oscillating-current circuit, 
represents an effective resistance, which increases the rapidity 
of the decay of the oscillation, and thus limits the power, and, 


when approaching the critical value, also lowers the frequency. 


This is obvious, since the oscillating current is the dissipation 
of the energy stored electrostatically in the condenser, and the 
higher the resistance of the circuit, the more rapidly is this 
energy dissipated, that is, the faster the oscillation dies out. - 

With a resistance of the circuit sufficiently low to give a fairly 
well sustained oscillation, the frequency is, with sufficient 
approximation, 


f= 


9z VLC 


45. The constants, capacity, C, inductance, L, and resistance, r, 
have no relation to the size or bulk of the apparatus. For 
instance, a condenser of 1 mf., built to stand continuously a 
potential of 10,000 volts, is far larger than a 200-volt condenser 
of 100 mf. capacity. The energy which the former is able to 

се 
2 
and therefore the former is 25 times as large. 

A reactive coil of 0.1 henry inductance, designed to carry 


С 


= 50 joules, while the latter stores only 2 joules, 





store is 


- 





; 1 : | 
continuously 100 amperes, stores z = 900 joules; a reactive 


coil of 1000 times the inductance, 100 henrys, but of a current- 
carrying capacity of 1 ampere, stores 5jjoules only, therefore is 
only about one-hündredth the size of the former. 

A resistor of 1 ohm, carrying continuously 1000 amperes, is a 
ponderous mass, dissipating 1000 kw.; a resistor having a 
resistance a million times as large, of one megohm, may be a lead 
pencil scratch on a piece of porcelain. 

Therefore the size or bulk of condensers and reactors depends 
not only on C and L but also on the voltage and current which 
can be applied continuously, that is, it is approximately pro- 


2 


Се 
portional to the energy stored, D and — , or since in electrical 


E 
2 
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engineering energy is a quantity less frequently used than 
power, condensers and reactors are usually characterized by 
the power or rather apparent power which can be impressed 
upon them continuously by referring to a standard frequency, 
for which 60 cycles is generally used. 

That means that reactors, condensers, and resistors are rated 
in kilowatts or kilovolt-amperes, just as other electrical appa- 
ratus, and this rating charaeterizes their size within the limits 
of design, while a statement like “а condenser of 10 mf.” or 
“a reactor of 100 mh." no more characterizes the size than a 
statement like “ап alternator of 100 amperes capacity" or “a 
transformer of 1000 volts. ” | 

A bulk of 1 cu. ft. in condenser can give about 5 to 10 
kv-amp. at 60 cycles. Hence, 100 kv-amp. constitutes a very 
large size of condenser. 

In the oscillating condenser discharge, the frequency of oscil- 
lation is such that the inductive reactance equals the condensive 
reactance. The same current is in both at the same terminal 
voltage. That means that the volt-amperes consumed by the 
inductance equal the volt-amperes consumed by the capacity. 

The kilovolt-amperes of a condenser as well as of a reactor 
are proportional to the frequency. With increasing frequency, 
at constant voltage impressed upon the condenser, the current 
varies proportionally with the frequency; at constant alter- 
nating current through the reactor, the voltage varies propor- 
tionally with the frequency. | 

ТЕ then at the frequency of oscillation, reactor апа соп- 
denser have the same kv-amp., they also have the same at 
60 cycles. 

А. 100-kv-amp. condenser requires a 100-kv-amp. reactive 
coll for generating oscillating currents. A 100-kv-amp. react- 
ive coil has approximately the same size as a 50-kw. trans- 
former and can indeed be made from such a transformer, of 
ratio 1:1, by connecting the two coils in series and inserting 
into the magnetic circuit an air gap of such length as to give 
the rated magnetic density at the rated current. 

A very large oscillating-current generator, therefore, would 
consist of 100-kv-amp. condenser and 100-kv-amp. reactor. 

46. Assuming the condenser to be designed for 10,000 volts 
alternating impressed e.m.f. at 60 cycles, the 100 kv-amp. con- 
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denser consumes 10 amperes: its condensive reactance is 


= 2.65 mf. 





2. = у= 1000 ohms, and the capacity С = Dafa, 
Designing the reactor for different currents, and therewith 
different voltages, gives different values of inductance L, and 
therefore of frequency of oscillation /. 
From the equations of the instantaneous values of the con- 
denser discharge, (46) and (47), follow their effective values, or 


/mean square, 





ёр 2-51 
A TU 2 
and ' (63) 
г 9 79176 [0,7917 
q ма. | 
and thus the power, 
. e? -T4 
Р, = 6, - «v8, я › (64) 


since for small values of r 
|L 
q == 2 —. 


Herefrom would follow that the energy of each discharge is 
lont vg 
W -f pat = 57 VOL. (65) 


Therefore, for 10,000 volts effective at 60 cycles at the con- 
denser terminals, the e.m.f. is 
e, = 10,000 V2, 
and the condenser voltage is 
e, = 10,000 2", 


Designing now the 100-kv-amp. reactive coil for different 
voltages and currents gives for an oscillation of 10,000 volts: 


r 
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React- Inductance. 


Reactive Coil, SEES : 
ance. Oscillation. Current. 








Amp. Volts, ĉo „Жө LL 


1. Amp., 
to. е. iy у 2 пў E. 








1 | 100,000 | 105 | 265 6 1 

10| 10,000 | 10° 2.65 60 10 

100| 1,000 | 10 2.65 x 10–2 600 100 

1,000 100 | 10-2 2.65x10-+ | 6,000 | 1,000 

10,000 10 | 10-3 2.65» 10–' | 60,000 | 10,000 
100,000 1 10—5 2.65x 10—* | 600,000 





2 
xe 21 








As seen, with the same kilovolt-ampere capacity 


Exeauenoy Oscillating | Oscillating 


100,000 [1,000,000 





Ti 






Power. 






Kv-amp., 
Dy 










10 

100 
1,000 
10,000 
100,000 










= 
xe L 


of con- 


denser and of reactive coil, practically any frequency of oscil- 
lation can be produced, from low commercial frequencies up to 


hundred thousands of cycles. 


At frequencies between 500 and 2000 cycles, the use of iron in 


the reactive coil has to be restricted to an inner core, 


and at 


frequencies above this iron cannot be used, since hysteresis 
and eddy currents would cause excessive damping of the oscil- 


lation. The reactive coil then becomes larger in size. 


47. Assuming 96 per cent efficiency of the reactive coil and 


99 per cent of the condenser, 


т = 0.05 x, 
gives 
L 
r = 0.05 Ve 
since 
х = 2 яу, 
Е 1 
2 я VLO 


and the energy of the discharge, by (05), is 
2 


W = 59. WLC = 10 e? О volt-ampere-seconds; 


thus the power factor is 
cos 0, = 0.05. 
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Since the energy stored in the capacity is 
eC 


9 joules, 





W, = 


the critical resistance is 


hence, 
r 
— = 0.02 
5 0.025, 


and the decrement of the oscillation is 
А = 0.92, 
that is, the decay of the wave is very slow at no load. 
Assuming, however, as load an external effective resistance 


equal to three times the internal resistance, that is, an elec- 
trical efficiency of 75 per cent, gives the total resistance as 





r+r=0.22; | 
hence, P 
r+r zd 
n 
and the clecrement is 
A = 0.73; 


hence a fairly rapid decay of the wave. 
At high frequencies, electrostatic, inductive, and radiation . 
losses greatly increase the resistance, thus giving lower effi- 
ciency and more rapid decay of the wave. 
48. The frequency of oscillation does not directly depend ше ж 
upon the size of apparatus, that is, the kilovolt-ampere capacity 
of condenser and reactor. Assuming, for instance, the size, in 


1 
kilovolt-amperes, reduced to P then, if designed for the same 


| 1 
voltage, condenser and reactor, each takes — the current, that 
n 
is, the condensive reactance is n times as great, and therefore 


the capacity of the condenser, C, reduced to 2, the inductance, L, 
| n 
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is increased n-fold, so that the product CL, and thereby the 
frequency, remains the same; the power output, however, of the 


ae : 1 
oscillating currents is reduced to 2 


The limit of frequency is given by the mechanical dimensions. 

With a bulk of condenser of 10 to 20 cu. ft., the minimum 
length of the discharge circuit cannot well be less than 10 ft.; 
` 10 ft. of conductor of large size have an inductance of at least 
0.002 mh. = 2 x 1075, and the frequency of oscillation would 
therefore be limited to about 60,000 cycles per second, even 
without any reactive coil, in a straight discharge path. 

The highest frequency which ean in reached may be estimated 
about as follows: 

The minimum length of dide circuit is the gap between 
the condenser plates. | 

The minimum condenser capacity is given by two spheres, 
since small plates give a larger capacity, due to the edges. 

The minimum diameter of the spheres is 1.5 times their 
distance, since a smaller sphere diameter does not give a clean 
spark discharge, but à brush discharge precedes the spark. 

With e, = 10,000 V2, the spark gap length between spheres 
is e= 0.3 in., and the diameter of the spheres therefore 0.45 in. 
The oscillating circuit then consists of two spheres of 0.45 in., 
separated by a gap of 0.3 in. 

This gives an approximate length of oscillating circuit of 
0.3 х 107 _ Е E 

24.000 = 0.125 x 107' henry. 

The capacity of the spheres against each other may be 
estimated as C = 50 x 1078 mf.; this gives the frequency of 
oscillation as 


0.5in., огап inductance L = 


= 2x 10, 





1 
© 2av/LÓ 
or, 2 billion cycles. - 
At e, = 10,000 V2 volts, 
bd 
e, = 10,000: °” volts, 


| 
ERU, 
i = 2,88. ?^ amp, 


and p, = 28.3 = ^ kv-amp. 
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Redueing the size and spacing of the spheres proportionally, 
and proportionally lowering the voltage, or increasing the dielec- 
tric strength of the gap by increasing the air pressure, gives still 
higher frequencies. 

As seen, however, the power of the oscillation decreases with 
increasing frequency, due to the decrease of size and therewith 
of storage ability, of capacity, and of inductance. 

With a frequency of billions of cycles per second, the effective 
resistance must be very large, and therefore the damping rapid. 

Such an oscillating system of two spheres separated by a gap 
would have to be charged by induction, or the spheres charged 
separately and then brought near each other, or the spheres 
may be made a part of a series of spheres separated by gaps and 
connected across a high potential circuit, as in some forms of 
lightning arresters. 

Herefrom it appears that the highest frequency of oscillation 
of appreciable power which can be produced by a condenser 
discharge reaches billions of cycles per second, thus is enormously 
higher than the highest frequencies which can be produced by 
electrodynamic machinery. 

At five billion cycles per second, the wave length is about 
6 em., that is, the frequency only a few octaves lower than 
the lowest frequencies observed as heat radiation or ultra red 
light. 

The average wave length of visible light, 55 x 107% cm., 
corresponding to a frequency of 5.5 х 10“ cycles, would require 
spheres 1075 cm. in diameter, that is, approaching molecular 
dimensions. 


OSCILLATING-CURRENT GENERATOR. 


49. A system of constant impressed e.m.f., e, charging а con- 
denser C through a circuit of inductance L and resistance r, with 
a discharge circuit of the condenser, C, comprising an air gap 
in series with a reactor of inductance Г, and a resistor of resist- 
ance ту is a generator of oscillating current if the air gap is set 
for such a voltage e, that it discharges before the voltage of the 
condenser C' has reached the maximum, and if the resistance r, 
is such as to make the condenser discharge oscillatory, that is, 


1, 
С. 


2 


То < 
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In such a system, as shown diagrammatically in Fig. 16, as 
soon, during the charge of the condenser, as the terminal voltage 
at C and thereby at the spark gap has reached the value e,, the 
condenser C discharges over this spark gap, its potential dif- 
ference falls to zero, then it charges again up to potential differ- 
ence e, discharges, etc. Thus a series of oscillating discharges 





Fig. 16. Oscillating-current generator. 


occur in the circuit, Ly Ту at intervals equal to the time required 
to charge condenser С over reactor L and resistor r, up to the 
potential difference e,, with an impressed e.m.f. e. 

The resistance, r, obviously should be as low as possible, to 
get good efficiency of transformation; the inductance, L, must 
be so large that the time required to charge condenser С to 
potential e, is sufficient for the discharge over L, r, to die out 
and also the spark gap e, to open, that is, the conducting products 
of the spark in the gap 6, to dissipate. This latter takes a con- 
siderable time, and an air blast directed against the spark gap е,, 
by carrying away the products of the dischar ge, permits a more 
rapid recurrence of the discharge. The velocity of the air blast 
(and therefore the pressure of the air) must be such as to carry 
the ionized air or the metal vapors which the discharge forms 
in the gap e, out of the discharge path faster than the con- 
denser recharges. 

Assuming, for instance, the spark gap, ву set for 20,000 volts, 
or about 0.75 in., the motion of the air blast during successive 
discharges then should be large compared with 0.75 in., hence 
at least 3 to Gin. With 1000 discharges per second, this would 
require an air velocity of v — 250 to 500 feet per second, with 
5000 discharges per second an air velocity of v = 1250 to 2500 
feet per second, corresponding to an air pressure of approximately 
p = 14.7 [(1 + 2v? 1077)? — 1] Ib. per sq. in., or 0.66 to 2.75 
lb. in the first, 28 to 230 lb. in the second case. 
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While the condenser charge may be oscillatory or logarithmic, 
efficiency requires a low value of r, that is, an oscillatory charge. 

With a frequency of discharge in L,, r, very high compared 
with the frequency of charge, the duration of the discharge is 
short compared with the duration of the charge, that is, the 
oscillating currents consist of a series of oscillations separated 
by relatively long periods of rest. Thus the current in Z does 
not appreciably change during the time of the discharge, and at 
the end of the condenser charge the current in the reactor, L, 
is the same as the current in L, with which the next condenser 
charge starts. The charging current of the condenser, C, in L 
. thus changes from 7, at the beginning of the charge, oricon- 
denser e.m.f., е, = 0, to the same value 7, at the end of the 
charge, or condenser e.m.f., е, = Cy 

50. Counting, therefore, the time, 7, from the moment when 
the condenser charge begins, we have the terminal conditions: 


t= 0,9 = ty e, = 0 at the beginning of the condenser charge. 
t = ty t=%, ё = ё at the end of the condenser charge. 


In the condenser discharge, through circuit Ly Тр counting 
the time У from the moment when the condenser discharge 
begins, that is, У = t — l, we have 


У = 0, +=0, е, = e, the terminal condition. 


&, thus, is that value of the voltage e, at which discharge 
takes place across the spark gap, and ż is the time elapsing 
between e, = 0 and е, = ву or the time required to build up 
the voltage е, sufficiently to break down the spark gap. 

Under the assumption that the period of oscillation of the 
condenser charge through L, r, is large compared with the 
period of oscillation of the condenser discharge through Ly тү, 
the equations are: 

(A) Condenser discharge: 





50-4 q ros q 
€, == её а | cos fy -sin =y 
= 6 2L, T go y 


where 
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(В) Condenser charge: 
P697 ооз а + ев dd, (69) 





[uS к 2L 
3 2 
7 re Li, Р 
NR CD —_ 1 +. 5. gin ^1 
€, = е є ё cos ay ё + Р sin 275 |, (70) 
where EDU 
q= Cok (71) 


Substituting in (69) and (70) une above discussed terminal 
conditions, 


t=, = + €, = 6$ 








gives 

dn 2e ті, 

1 = e 2 3 i, сов 5 d o + - "ing (72) 
and 
2 | p2 

" тё. Е 7 (m 

= ее 3L" ]ecos 2. t (cd ty · (78) 
Ip q 2L ° 


е 
oy 
а а 
spn, (74) 
and 
r 
-— == а, 
q 
and resolving (72) for %, gives 
s 2e e? sin ó 
Fo cub M MER Б. О ко 7 
К а 1— 7° 08 ф + о “sing (9) 


and substituting (75) in (73) and rearranging, 
1 — 2:7? совф + e7?*? : 
mE LUTTE e Ms 7 
а == cos ф + ae * sin ф (76) 
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The two equations (75), du permit the calculation of two of 
the three quantities 7,, бр tẹ: the time, £,, of condenser charge 
appears in the exponential a in s, and in the trigonometric 
function, in ¢. 

Since in an oscillating-current generator of fair efficiency, 
that is, when r is as small as possible, s is a small quantity, 
e— can be resolved into the series 


g'-ica4L-4ee (77) 


Substituting (77) in (75), and dropping all terms higher than 
s*, gives 


g 
(1-s+5)sing 


9 


Л 


2 
ћу = — 
7 1 — cos $ + s cos $ — 5 cos ф + asin  — assin ф 


Multiplying numerator and denominator by (1 + 5) and 
rearranging, gives 2 


_2е sin ф 
ште | 
ЕН 2. 0589 + asin g 
| 78 
_ 28 sin ф (8) 
UNE 2 
1 z— + 2st +asing 


Substituting (77) in (76), dropping terms higher than s? and 


as, multiplying numerator and denominator by (1 + 5) апа 
rearranging, gives | 
2 
2 sin’ о + > | 
MM а (79) 
A | 
+ 2sin 2 + asm ф 





2-8 
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Substituting ¢, in (78) and (79) gives 











- 94 
| 2e ur us 
= — 
q- 2т% 2 q 
T T sin pp 6 
and 
TE PL 
2 віп? = b + с 
ES. 2 ri q T q en 
‘0 24 d 4 
uc PONI um sin 277 6 


as approximate equations giving t, 1, and e, as functions of £,, or the 
time of condenser charge. 

51. The time, t, during which the condenser charges, increases 
with increasing e,, that is, increasing length of the spark gap in 
the discharge circuit, at first almost proportionally, then, as 
e, approaches 2 e, more slowly. 

As long as e, is appreciably below 2 e, that is, aboute, < 1.75 e, 
t, is relatively short, and the charging current 2, which increases 
from 7, to a maximum, and then decreases again to ?,, does not 
vary much, but is approximately constant, with an average 
value very little above 7,, so that the power supplied by the 
impressed e.m.f., e, to the charging circuit can approximately 
be assumed as 

Po = ye | (82) 


The condenser discharge is intermittent, consisting of a series 
of oscillations, with a period of rest between the oscillations, 
which is long compared with the duration of the oscillation, 
and during which the condenser charges again. 

The discharge current of the condenser is, (66), 

МЕ. Se iy 
t= — e "^ sin sF t, m amp., 
d, 2L, ! 
and since such an oscillation recurs at intervals of £, seconds, 
the effective value, or square root of mean square of the dis- 


charge current, is 
5 | 1 to 
ке yif ва (83) 
io vo 
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Long before t = t, tis practically zero, and as upper limit of 
the integral can therefore be chosen © instead of t, 

Substituting (66) in (83), and taking the constant terms out 
of the square root, gives the effective value of discharge cur- 


rent as 
io МЕ CHR воа sin? apie 
2e,4/ 1 "na f: =p č q ? | 
—-—VYzr s ^ dt— J € | cos" Edi e; 3 
Мо а : Га ) E 
however, 


Bes 0, 
Б У 





L, 
gu caen |: n f sin fs == eos at T 
1 + (22) | Lo Ф 1) 
Yo 
Li ‘ 
5 xe 
hence, substituting in (84), 
7 2L 
1, = ё V Se eee | 85 
| "Үл + ae) e 
Since 
„ 41 
= С = Т, 


we have, substituting in (85), 


(86) 





and, denoting by 
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the frequency of condenser charge, or the number of complete 
trains of discharge oscillations per second, 


; Cf. 

1, = € 2: › (87) 
that is, the effective value of the discharge current is propor- 
tional to the condenser potential, e, proportional to the square 
root of the capacity, C, and the frequency of charge, f, and 
inversely proportional to the square root of the resistance, тү, 
of the discharge circuit; but it does not depend upon the induc- 
tance L, of the discharge circuit, and therefore does not depend 
on the frequency of the discharge oscillation. 

The power of the discharge is 
2 
р, = din = E. (88) 


2 


Since ac is the energy stored in the condenser of capacity C 


at potential e,, and f, the frequency or number of discharges 
of this energy per second, equation (88) is obvious. 

Inversely therefore, from equation (88), that is, the total 
energy stored in the condenser and discharging per second, 
the effective value of discharge current can be directly calcu- 
lated as 





The ratio of effective discharge current, %,, to mean charging 
current, t, 18 
His Ch, (89) 


% ~ 2r, 


and substituting (80) and (81) in (89), 


д rt. 2 
== 281 Ł 
ù Cf, a s (90) 
d 2% 


sin 57 by 
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The magnitude of this quantity can be approximated by 
‚41 | oer AL 
neglecting r compared with =, that is, substituting q = V T 


and replacing the sine-function by the ares. This gives 
i 1 

м2 r Cf, 
that is, the ratio of currents is inversely proportional to the 
square root of the resistance of the discharge circuit, of the 
capacity, and of the frequency of charge. 

52. Example: Assume an oscillating-current generator, feed- 
ing a Tesla transformer for operating X-ray tubes, or directly 
supplying an iron are (that is, a condenser discharge between 
iron electrodes) for the production of ultraviolet light. 

The constants of the charging circuit are: the impressed 
e.m.f., е = 15,000 volts; the resistance, r = 10,000 ohms; the 
inductance, L = 250 henrys, and the capacity, C= 2 x 107° 
farads = 0.02 mf. 

The constants of the discharge circuit are: (a) operating 
Tesla transformer, the estimated resistance, r, = 20 ohms 
(effective) and the estimated inductance, L, = 60 х 107 • 
henry = 0.06 mb.; (b) operating ultraviolet arc, the esti- 
mated resistance, r, = 5 ohms (effective) and the estimated 
inductance, Г, = 4 X 107° henry. = 0.004 mh. 

Therefore in the charging circuit, 





(91) 


a 
% 





q = 223,400 ohms,  ' А = 0.0448, 
HT сы 
3L” 446.8, ЕЛИ 20, 
E = 0.025; 
T 
then А 
i, = 0.1344 : sin 446.8 £, 





пру + 2801 223.4 t+ 0.0448 sin 446.8, 
А 0 


апа 
bus 5 (92) 
e, = 30,000 : 2 sin’ 223.4 t, + 200 1, 

0 


TE + 2 sin? 228.4 1,+ 0.0148 sin 446.8 5, 
же 77 а 
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Fig. 17 shows 1, and e, as ordinates, with the time of charge 
i, as abscissas. 
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Fig. 17. Oscillating-current generator charge. 


The frequency of the charging oscillation is 


= и = à b 
EF 71.2 cycles per sec.; 
for 


1, = 0.365 amp., 


ГА 


substituting in equations (69) and (70) we have 


16720: (0.365 cos 446.8 £--0.118 sin 446.8 t}, in amp., 


and (93) 
е, =15,000 [1— 77 [cos 446.8 t—2.67 sin 446.8 11], in volts, 


the equations of condenser charge. 

From these equations the values of 7 and e, are plotted in 
Fig. 18, with the time ¢ as abscissas. 

As seen, the value t = ty = 0.365 amp., is reached again 
at the time #, = 0.0012, that is, after 30.6 time-degrees or about 
ту of a period. At this moment the condenser e.m.f. is e, = 
e, = 22,300 volts; that is, by setting the spark gap for 22 300 
volts the duration of the condenser charge is 0.0012 second, 
or in other words, every 0.0012 second, or 833 times per second, 
discharge oscillations are produced. 

With this spark gap, the charging current at the beginning 
and at the end of the condenser charge is 0.365 amp., and the 
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average charging current is 0.3735 amp. at 15,000 volts, con- 
suming 5.6 kva. 

Assume that the e.m.f. at the condenser terminals at the end 
of the charge is e, — 22,300 volts; then consider two cases, 
namely: (а) the condenser discharges into a Tesla transformer, 
and (b) the condenser discharges into an iron arc. 





60 =-22300 volta 
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Fig. 18. Oseillating-eurrent generator condenser charge. 


(а) The Tesla transformer, that is, an oscillating-current 
transformer, has no iron, but a primary coil of very few turns 
(20) and a secondary coil of a larger number of turns (860), 
both immersed in oil. 

While the actual ohmic resistance of the discharge circuit is 
only 0.1 ohm, the load on the secondary of the Tesla trans- 
former, the dissipation of energy into space by brush discharge, 
etc., and the increase of resistance by unequal current distribu- 
tion in the conductor, increase the effective resistance to many 
times the ohmic resistance. We can, therefore, assign the 
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following estimated values: r,= 20 ohms; Л, = 60 x 107° henry, 
and C = 2 х 1078 farad. 





Then 
9, = 108 ohms, — = 0.186, 
7 
fo 0.898 X 10°, To. _ 0.1667 x 10° 
2 2m , 


which give 
$—415 79:100710 sin 0.898 x 10° 1, amp. 


and 
= 22,300 «019071! f cos 0,898 x 10° 24- 0.186 sin 0.898 x 10°}, 
volts. 
(94) 
The frequency of oscillation is 
6 
i= oa = 143,000 cycles per sec. (95) 


Fig. 19 shows the current ? and the condenser potential e, 
during the discharge, with the time # as abscissas. As seen, 
the discharge frequency is very high compared with the fre- 
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Fig. 19. Oscillating-current generator condenser discharge. 


quency of charge, the duration of discharge very short, and 
the damping very great; a decrement of 0.55, so that the oscil- 
lation dies out very rapidly. The oscillating current, however, 
is enormous compared with the charging current; with a mean 
charging current of 0.3735 amp., and a maximum charging 
current of 0.378 amp. the maximum discharge current is 315 
amp.,or 813 times as large as the charging current. 
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The effective value of the discharge current, from equation 
(87), is 7, = 14.4 amp., or nearly 40 times the charging current. 

53. (b) When discharging the condenser directly, through 
an ultraviolet or iron are, in a straight path, and estimating 
т, = 5ohms and L, = 4 X 107° henry, we have 





фу = 27.84 ohms, Ta 0.1795, 
To 
Yo f 0 __ су 6. 
57 = 3.48 x 10%, P 0.625 X 10°; 
then, 
5 = 1600 279 59х10" sin 3.48 X 1081, in amp., 
and 
e, = 22,300 e 27 08х11 оов 3.48 X 10° #+0.1795 sin 3.48X 10° t}, 


in volts, 
(96) 
and the frequency of oscillation is 


f, = 562,000 cycles per sec.; (97) 


that is, the frequency is still higher, over half a million 
cycles; the maximum discharge current over 1000 amperes; 
however, the duration of the discharge is still shorter, the 
oscillations dying out more rapidly. 

The effective value of the discharge current, from (87), is 
7, = 28.88 amp., or 77 times the charging current. A hot 
wire ammeter in the discharge circuit in this case showed 
20 amp. 

Ás seen, with a very small ӨЙ, supply, of 0.3735 amp., 
at е = 15,000 volts, in the discharge circuit a maximum voltage 
of 22,300, or nearly 50 рег cent higher than the impressed 
voltage, is found, and a very large current, of an effective value 
very many times larger than the supply current. 

As а rule, instead of a constant impressed e.m.f., e, a low 
frequency alternating e.m.f. is used, since it is more conven- 
iently generated by a step-up transformer. In this case the 
condenser discharges occur not at constant intervals of t, sec- 
onds, but only during that part of each, half wave when the 
e. m.f. is sufficient to jump the gap e, and at intervals which 
are shorter at-the maximum of the e.m.f. wave than at its 
beginning and end. 
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For instance, using a step-up transformer giving 17,400 volts 
effective (by the ratio of turns 1: 150, with 118 volts im- 
pressed at 60 cycles), or a maximum of 24,700 volts, then 
during each half wave the first discharge occurs as soon as the 
voltage has reached 22,300, sufficient to jump the spark gap, 
and then a series of discharges occurs, at intervals clecreasing 
with the increase of the impressed e.m.f., up to its maximum, 
and then with increasing intervals, until on the decreasing 
wave the e.m.f. has fallen below that which, during the charg- 
ing oscillation, can jump the gap e,, that is, about 13,000 volts. 
Then the oscillating discharges stop, and start again during the 
next half wave. 

Hence the phenomenon is of the same character as investi- 
gated above for constant impressed e.m.f., except that it is 
intermittent, with gaps during the zero period of impressed 
voltage and unequal time intervals #, between the successive 
discharges. 

54. An underground cable system can act as an oscillating- 
current generator, with the capacity of the cables as condenser, 
the internal inductance of the generators as reactor, and a short- 
circuiting arc as discharge circuit. 

In a cable system where this phenomenon was observed 
the constants were approximately as follows: capacity of the 
cable system, C = 102 mf.; inductance of 30,000-kw. in gen- 
erators, L=6.4 mh.; resistance of generators and circuit up to 
the short-circuiting arc, r = 0.1 ohm and r = 1.0 ohm respec- 
tively; impressed e.m.f., 11,000 volts effective, and the fre- 
quency 25 cycles per second. 

The frequency of charging oscillation in this ease is 





f= 1 i = 197 cycles per sec. 
Л. 


q = = — ү? = 15.8 ohms. 


Substituting’ these values in the preceding. equations, and 
estimating the constants of the discharge circuit, gives enor- 
mous values of discharge current and e.m.f. 


since 


CHAPTER УП. 


‚ RESISTANCE, INDUCTANCE, AND CAPACITY IN SERIES IN 
ALTERNATING-CURRENT CIRCUIT. 


55. Let, at time? = 0 or = 0, the e.m.f., 
е = E cos (0 — 0,), (1) 


be impressed upon a circuit containing in series the resistance, r, 
the inductance, L, and the capacity, C. 


The inductive reactance is 2 = 2 я} 


, ' 1 (2) 
and the condensive reactance is 2, = 2207 | 
where f = frequency and 0 = 2 nf. | (8) 


Then the e.m.f. consumed by resistance is rt; 
the e.m.f. consumed by inductance is 


and the e.m.f. consumed by capacity is 


gag fides, fias, (4) 


where 4 = instantaneous value of the current. 


Hence, e=ri +2 2 + 2, fi dé, (5) 
. di . 
or, B cos (0 0) = ri + 2 2) + ze fido, (6) 


and hence, the difference of potential at the condenser terminals 
18 
; | di 
e, = 1, |40 = Ecos (0 — 0) — ri - 25. (7) 
88 


zik 


^w 


RESISTANCE, INDUCTANCH, AND CAPACITY 89 


Equation (0) differentiated gives 


AEE os adi (8) 


Hsin (0 — 0, + 252 dj 


The integral of this equation (8) is of the general form 
у = As + B cos (0 — c). (9) 


Substituting (9) in (8), and rearranging, gives 
As [ ау ar - x,] +sin 0 {E cos 0,—rB cose В (2—2,) sin e] 
— cos 0{#sin 0, — rB sin e + B (x — д) cos с) = 0, 
and, since this must be an identity, 
аїр ат + х, = 0, | 
Е cos 0, — rB cos o — В (x — z) sine = 0, | (10) 


E sin 0, — rB sino + B (z — x.) cose = 0. 








Substituting 
ЧЕ ae ers 
a, - VP P= њој, (t 
т— T, 
tan y = — , 
T 
in equations (10) gives 
Ei + 8 
a= Fr 3 
E 
В = zS (12) 
с = 00+ Y 
and A = indefinite, 


and the equation of current, (9), thus is 


i = Z oos (0 — 0, -y) H Ag + Ag 35 (13) 


0 
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and, substituting (12) in (7), and rearranging, the potential 
difference at the condenser terminals is 








~ +8 
T -Tsa т—= – 56 
Piae T тд MU. (H) 


Er... |, 
e, = — uni —0,— y)— 2 


Žo 
The two integration constants A, and A, are given by the 
terminal conditions of the problem. 
Let, at the moment of start, 


0 = 0, 
i = 1, = instantaneous value of current and | 
. . f 
€, = e, = instantaneous value of condenser potential (15) 
difference. | 


Substituting in (18) and (14), 


. È 
ty = = 03 (0, + Y) А, + А, 
0 





and 
Er — 
e, = — mn (# + 7) — А — “A, – A, 
Therefore 
. E 
A, + 4, =— —c0s (0, + 7) 
~g 
and ) 
4 —4 n Oteo E | e 
4,-A,= у + 17 008 (0,1) —2 a, sin (+0) }, 
ог, 
T—$. 
00003 v6 E r—s ) 
Amm tx cg 0055 )—z, sin (0,+7) ( 
and 17 
" (17) 
te 
Any 2! " Eres . 
2 ~ x, ] 5 008 (8 +) — x, sin (0, 4- »y) 1 
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Substituting (17) in (13) and (14) gives the integral cquations 


of the problem. 
The current is 


‚ В E( =a pre . 
{= ов (@-0,—т)+ 2 fe Á | 5-208 0.) — sin +9) | 


0 “0 
-a CERE 
3c [2 cos (0, + 7) — T. sin (0, ка »| | 
16 -52 [т—8 iras. 
Cms га ыы. ш 


and the potential difference at the condenser terminals is 


Ex. 
е; =—sin (0—0,— v) 
0 


E E 3 
E 2s | —— cos (B, + У) — z, sin (0 ] 
TRIAL = cos (8, +) —® sin (0, +) 





- о [Ез | | 
—(r—s)e ^ ux 608 (0, +Y) — 2, sin o,+ || 


ifeto "rss + e|- (r T tall, 





(19) 
where 
Z = VP + (ш — xy, 
tan у = = x (11) 
and T 


5 к= Vr 4 т, ] 


The expressions of ? and e, consist of three terms each: 

(1) The permanent term, which is the only one remaining 
after some time; 

(2) A transient term depending upon the constants of the 
circuit, 7, 8, Ze 2,, z, the impressed e.m.f., E, and its phase 0, at 
the moment of starting, but independent of the conditions 
existing in the circuit before the start; and 
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(3) A term depending, besides upon the constants of the 
circuit, upon the instantaneous values of current and potential 
difference, 7, and ву at the moment of starting the circuit, and 
thereby upon the electrical conditions of the circuit before 
impressing the e.m.f., e. This term disappears if the circuit is 
dead before the start. 

Equations (18) and (19) contain the term s=V?r? — 422, 


= V T — + ; hence apply only when т> 4x2, but become 
indeterminate if 7 =4 тт, and imaginary if 7< 42 2,; in the 
latter cases they have to be rearranged so as to appear in real 
form, in manner similar to that in Chapter V. 

56. In the critical case, r? = 4 xx, and s = 0, equation (18), 
rearranged, assumes the form 


. ЕЁ E ipd 
His Oe sedeo as 
0 *0 
+59 -Še 
» А & aired Бен 
ЈЕ cos (0, + y) — x, sin СЕД = == жыгы (8, + | 


58 


EA zm. 

9 
-59 r: CL ce · 7 
ы Ее = 


However, developing in a series, and canceling all but the 
first term as infinitely small, we have 





henee the current is 


. E E 
= — cos (0 — 0,— y) + —e ^? 
Za 2 


: 0 
ils cos (6, + Y) — 2, sin (0, + ЈЕ — бов (0, + 7) 


-zs f P Ü 
За i, [5% + dH (20) 
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and in the same manner the potential difference at condenser 
terminals is 


Ex, К ©су 
жо (0 — 0, — ү) — БРНА 
[= cos (0, + y) — rsin (0, +o) |E- 2 2, sin (0 + y) 
1.5554 Irt ) 
2x ‘4 9 с 
+5 TS es E + A i (21) 


Here again three terms exist, namely: a permanent term, a 
transient term depending only on Æ and б, and a transient 
term depending ор 2, and e, 

57. In the trigonometrie or oscillatory case, 7° < 4 2 2, s be- 
comes imaginary, and equations (18) and (19) therefore contain 
complex imaginary exponents, which have to be eliminated, 
since the complex imaginary form of the equation obviously 
is only apparent, the phenomenon being real. 

Substituting 


д= Уа, — 7 = js (22) 


in equations (13) and (14), and also substituting the trigono- 
metric expressions 


+75 q q 
2" = cog = 0 in =~ 0 
6 SU pan 5; 
and (23) 
q 
24 4 q 
€ = сов 57.0 — j вш 9, 


and separating the imaginary and the real terms, gives 


. E р 
ї = — cos (0 — Ü0,— y) + ^ 


0 


j P ERI И. 
) 4. + A,) cos 757 1 (4, A,) sin 5 б 
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755 
= E 











0 
АЊА. q Е < А-А 
и СРИ Би 


~ 


БКА кылар: 
| асова #+ rsin of ot 


then substituting herein the equations’ (16) and (22) the imagi- 
nary disappears, and we have the current, T 
E E = = 
= 5 cos (@-0,-)——« * 
25. 





2v. . 0 
оно я sin of 
=з. q Je Trl. ga? 
E. c 2 8 — 0—0 = 0(› 24 
+ ) to COS 5 Е snas 0; (24) 
and the potential difference at the condenser terminals, а 
– 5-6 
‚= 











0 


f. q r. 2x "И. 
) sin (9,4-7) cos 50 jp ал. sin j- 0 
-z; ( q 2re + #22 . 9 | 
32. Belle l re acte rs 
TPE EZ соз 5 T 2g и 


Ми 


Here the three component terms are seen also. 

58. As examples are shown in Figs. 20 and 21, the starting per 
of the current 7, its permanent term 2’, and the two transient 
terms т, and 2,, and their difference, for the constants Ё = 1000; 
volts = maximum value of impressed e.m.f.; т = 200 ohms 
=resistance; ж = 75 ohms = inductive reactance, and 2, = 75 
ohms = condensive reactance. We have 


44x, = 22,500 


and 1^ = 40,000; 
therefore о: 
З> фаха 


"uw 
r 
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that is, the start is logarithmic, and z, = 200, s = 132, and 
y = 0. 















ПЕЛЕ ППБ ПА БАБИН ИЕ 
Be ar В S Sam 


0 20 40 60 80 100 120 140 160 180 200 
Degrees 


Fig. 20. Starting of an alternating-current circuit, having capacity, inductance 
and resistance in series. Logarithmic start. 


In Fig. 20 the circuit is closed at the moment 6, = 0, that 
is, at the maximum value of the impressed e.m.f., giving from 
the equations (18) and (19), since 2, = 0, e, = 0, 


= 5 [cos 0 — 1.26 e7229 4- 0.26 27 0450 } 
and 
= 375 {sin 0 + 0.57 (27328 не 


оңа | | 
Т5 рів | | 
93 1 | | 
LS LL 


„|| || 
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80 100 120 140 160 180 200 
Degrees 


Fig. 21. Starting of an alternating-current circuit having capacity, inductance 
and resistance in series, Logarithmic start. 


In Fig. 21 the circuit is closed at the moment 0, = 90°, that 
is, at the zero value of the impressed e.m.f., giving the equa- 
tions 

t= 5 {sin 0 + 0.57 (e7228 — e70450)] 
and 
e, = — 875 [eos 0 + 0.26 272229 — 1.26 27028) |, 
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There exists no value of 4, which does not give rise to a 
transient term. 
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Fig. 22. Starting of an alternating-current circuit having capacity, inductance 
and resistance in series. Critical start. 


In Fig. 22 the start of a circuit is shown, with the inductive 
reactance increased so as to give the critical condition, 


rP=422,, 


but otherwise the constants are the same as in Figs. 20 and 21, 
that is, E = 1000 volts; т = 200 ohms; x = 183.8 ohms, and 
r, = 75 ohms; 


therefore Z, = 208.3, 
58.3 
tan у = ong > 0.2915, or у = 16°, 


assuming that the circuit is started at the moment 0, = 0, or 
at the maximum value of impressed e.m.f. 
Then (20) and (21) give 


1 = 4.78 cos (0 — 16°) + £795? (2/7 0 — 4.6) 
and 
е, = 858 sin (0 — 16°) — г "7 (4100 — 99). 


Here also no value of 0, exists at which the transient term 
disappears. 

59. The most important is the oscillating case, 7 < 42, 
since it is the most common in electrical circuits, as underground 
cable systems and overhead high potential circuits, and also is 
practically the only one in which excessive currents or excessive 
voltages, and thereby dangerous phenomena, may occur. 
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If the condensive reactance =, is high compared with the 
resistance r and the inductive reactance 2, the equations of 
start for the circuit from dead condition, that is, 4, = 0 and 
ву = 0, are found by substitution into the general equations 
(24) and (25), which give the current as 


E. ud " 
t= on (0—01) +e 7 [sin 0, cos y Z0 
хе | x 


- Vos , sin ү | (26) 


and the potential difference at the condenser terminals as 
wu 


3-0 

е, = Е f соз (0—0) —« ^* 
Veo V sino sin V 5o]? 

[сов Üs cos " Ü the 0, + a 2 sin : alt, (27) 

where q = 2) thy = % and y = — 90°. (28) 


In this case an oscillating term always exists whatever the 
value of 0,, that is, the point of the wave, where the circuit is 


started. 
The frequency of oscillation therefore is 


а Vee T. 
or, approximately, (29) 
|, gv Vr, 
x 


where f = fundamental frequency. 





x 





ЧОК 1 
Substituting т = 2 zfL and x, = 2370! we have 


or, approximately, | (30) 


1 
ћ = ОСЕ 
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60. The oscillating start, or, in general, change of circuit 
conditions, is the most important, since in circuits containing 
capacity the transient effect is almost always oscillating. 

The most common examples of capacity are distributed 
capacity in transmission lines, cables, ete., and capacity in the 
form of electrostatic condensers for neutralizing lagging currents, 
for constant potential-constant current transformation, etc. 

(a) In transmission lines or cables the charging current is a 
fraction of full-load current i, and the e.m.f. of self-inductance 
consumed by the line reactance is a fraction of the impressed 
e.m.f. e, Since, however, the charging current is (approximately) 


е Е ; 
= and the e.m.f. of self-inductance = ri, we have 
T. 
< ty Ti < 6; 
hence, multiplying, 
z 
— < land g < te 
[4 
The resistance т is of the same magnitude as 2; thus 
Бет >r. 
For instance, with 10 per cent resistance drop, 30 per cent 
reactance voltage, and 20 per cent charging current in the line, 
assuming half the resistance and reactance as in series with the 


capacity (that is, representing the distributed capacity of the 
line by one condenser shunted across its center) and denoting 


ё, 


me 


do 


where e, = impressed voltage, 7, = full-load current, we have 


p 
2. = 037 95 
т=05х08ф = 0.15 p, 
r=0.5 X 0.1 p = 0.05 p, 
and 
and 


472, + Р? = 1200 +1. 


A 


Fa 
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In this ease, to make the start non-oscillating, we must have 


1 Ke ee у 3 
т< 300^ ог x < 0.000125 p, which is not possible; or r > ру3, 


which can be done only by starting the circuit through a very 
large non-inductive resistance (of such size as to cut the starting 


1 А 
current down to less than — of full-load current). Even in 


V3 
this case, however, oscillations would appear by a change of 
load, etc., after the start of the circuit. 

(b) When using electrostatic condensers for producing watt- 
less leading currents, the resistance in series with the condensers 
is made as low as possible, for reasons of efficiency. 

Even with the extreme value of 10 per cent resistance, or 


r+ az, = 1+ 10, the non-oscillating condition is х < 5 r, or 
0.25 per cent, which is not feasible. 
In general, if 


2 consumes........ 1 2 4 9 16 per cent of the con- 
denser potential 
difference, 


r must consume > 20 28.3 40 60 80 per cent of the con- 
denser potential 
difference. 


That is, a very high non-inductive resistance is required to 
avoid oscillations. 


The frequency of oscillation is approximately f, = Vf 


that is, is lower than the impressed frequency if x, < x (or the 
permanent current lags), and higher than the impressed fre- 


` quency if z, > x (or the permanent current leads). In trans- 


mission lines and cables the latter is always the case. 


Since in a transmission line Pis approximately the charging 
т C 
а r ‘ 
current, as fraction of full-load current, and " half the line 
ү 


e.m.f. of self-inductance, or reactance voltage, as fraction of 
impressed voltage, the following is approximately true: 


erf "ees А 
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The frequency of oscillation of a transmission line is the 
impressed frequency divided by the square root of the product 
of charging current and of half the reactance voltage of the line, 
given respectively as fractions of full-load current and of im- 
pressed voltage. For instance, 10 per cent charging current, 
20 per cent reactance voltage, gives an oscillation frequency 


A BS I RE EC RURSUS ШЕШШ Е 
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Fig. 23. Starting of an alternating-current circuit having capacity, inductance 
and resistance in series. Oscillating start of transmission line. 


61. In Figs. 23 and 24 is given as example the start 
of current in a circuit having the constants, Ё = 35,000 
cos (0 — @„); т = 5 ohms; х = 10 ohms, апа x, = 1000 ohms. 

In Fig. 23 for 6,= 0°, or approximately maximum oscilla- 
tion, 

i = — 85 [sin 0 — 102 9?5 ^ sin 10 0] 


and 
e, = 35,000 [cos 0 — є 022 • [cos 10 0 + 0.023 sin 10 0]. 


In Fig. 24 for 0, = 90°, or approximately minimum oscilla- 
tion, 
1 = 35 [cos 0 — «7 ?5? cos 10 0] 
and 
= 35,000 [sin 0 + 0.1 :7 9359 sin 10 6]. 


As seen, the frequency is 10 times the fundamental, and in 
starting the potential difference nearly doubles. 
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As further example, Fig. 25 shows the start of a circuit of a 
frequency of oscillation of the same magnitude as. the funda- 
mental, in resonance condition, + = £e and of high resistance. 


Le= 1000 ohms 
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Fig. 24. Starting of an alternating-current circuit having capacity, inductance 
and resistance in series. Oscillating start of transmission line. 


The circuit constants are. Æ = 1500 volts; r= 30 ohms; 
x = 20 ohms; wz, = 20 ohms, and 0, = — y; which give 
q = 26.46; 2, = 30; Y = 0, and 0, = 0. 


oA Tk 
[| 
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Fig. 25. Starting of an alternating-current circuit having capacity, inductance 
and resistance in series, Oscillating start. High resistance. 


Substituting in equations (24) and (25) gives 


+ = 50 {cos 0 — =“ "5 * [eos 0.661 0 — 1.14 sin 0.661 6]! 


and 
e, = 1000 {sin 0 — 1.51 e 975 ^ sin 0.661 8}. 
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As example of an oscillation of long wave, Fig. 26 represents 
the start of a circuit having the constants Ё = 1500 volts; 
т = 10 ohms; x = 62.5 ohms; 2,= 10 ohms, and 0, — 7; 
which give q = 49; z, = 584; y = 79°, and 0, = — 79°. 

Substituting in equations (24) and (25) gives 


i = 28 {cos 0 — є *** * [cos 0.39 0 — 0.2 sin 0.39 01) 
and 
= 280 {sin 0 — 2.55 e7 ?** * sin 0.396 0}. 

Such slow oscillations for instance occur in a transmission line 
connected to an open circuited transformer. 

62. While in the preceding examples, Figs. 23 to 26, con- 
stants of transmission lines have been used, as will be shown 
in the following chapters, in the case of a transmission line 
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Fig. 26. Starting of an alternating-current circuit having capacity, inductance 
and resistance in series. Oscillating start of long period. 











































with distributed capacity and inductance, the oscillation does 
not consist of one definite frequency but an infinite series of 
frequencies, and the preceding discussion thus approximates 
only the fundamental frequency of the system. This, however, 
is the frequency which usually predominates in a high power 
low frequency surge of the system. 

In an underground cable system the preceding discussion 
applies more closely, since in such a system capacity and induc- 
tance are more nearly localized: the capacity is in the under- 
ground cables, which are of low inductance, and the inductance 
is in the generating system, which has practically no capacity. 

In an underground cable system the tendency therefore is 
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either towards a local, very high frequency oscillation, or travel- 
ing wave, of very limited power, in a part of the cables, or a low 
frequency high power surge, frequently of destructive magnitude, 
of the joint capacity of the cables, against the inductance of the 
generating system. 

63. The physical meaning of the transient terms can best be 
understood by reviewing their origin. 

In a circuit containing resistance and inductance only, but a 
single transient term appears of exponential nature. In such a 
circuit at any moment, and thus at the moment of start, the 
current should have a certain definite value, depending on 
the constants of the circuit. In the moment of start, however,the 
current may have a different value, depending on the preceding 
condition, as for instance the value zero if the circuit has been 
open before. The current thus adjusts itself from the initial 
value to the permanent value on an exponential curve, which 
disappears if the initial value happens to coincide with the final 
value, as for instance if the circuit is closed at the moment of 
the e.m.f. wave, when the permanent current should be zero. 
The approach of current to the permanent value is retarded by 
the inductance, acceleratecl by the resistance of the circuit. 

In a circuit containing inductance and capacity, at any 
moment the current has a certain value and the condenser a 
certain charge, that is, potential difference. In the moment of 
start, current intensity and condenser charge have definite 
values, depending on the previous condition, as zero, if the 
circuit was open, and thus two transient terms must appear, 
depending upon the adjustment of current and of condenser 
e.m.f. to their permanent values. 

Since at the moment when the current is zero the condenser 
e.m.f. is maximum, and inversely, in a circuit containing induc- 
tance and capacity, the starting of & circuit always results in the 
appearance of a transient term. 

If the circuit is closed at the moment when the condenser 
e.m.f. should be zero, that is, about the maximum value of cur- 
rent, the transient term of current cannot exceed in amplitude its 
final value, since its maximum or initial value equals the value 
which the eurrent should have at this moment. If, however, 
the circuit is closed at the moment where the current should be 
zero and the condenser e.m.f. maximum, the condenser being 
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without charge acts in the first moment like a short circuit, that 
is, the current begins at a value corresponding to the impressed 
e.m.f. divided by the line impedance. Thus if we neglect the 
resistance and if the condenser reactance equals n? times line 
reactance, the current starts at n? times its final rate; thus it 
would, in a half wave, give n? times the full charge of the con- 


| . 1 
denser, or in other words, charge the condenser in- of the time 
n 

of a half wave. That is, the period of the starting current 18 
1 : у 

— and the amplitude n times that of the final current. How- 
б | d | 
ever, as soon as the condenser is charged, in – of a period of 

n 


the impressed e.m.f., the magnetic field of the charging current 
produces a return current, discharging the condenser again at 
the same rate. 

Thus the normal condition of start is an oscillation of such a 
frequency as to give the full condenser charge at а rate which 
when continued up to full frequency would give an amplitude 
equal to the impressed e.m.f. divided by the line reactance. 
The effect of the line resistance is to consume e.m.f. and thus 
dampen the oscillation, until the resistance consumes during the 
condenser charge as much energy as the magnetic field would 
store up, and then the oscillation disappears and the start becomes 
exponential. 

Analytically the double transient term appears as the result 
of the two roots of a quadratic equation, as seen above. 


CHAPTER VIII. 


LOW FREQUENCY SURGES IN HIGH POTENTIAL SYSTEMS. 


64. In electric circuits of considerable capacity, that is, in 
extended high potential systems, as long distance transmission 
lines and underground cable systems, occasionally destructive 
high potential low frequency surges occur; that is, oscillations 
of the whole system, of the same character as in the case of 
localized capacity and inductance discussed in the preceding 
chapter. 

While a system of distributed capacity has an infinite number 
of frequencies, which usually are the odd multiples of a funda- 
mental frequency of oscillation, in those cases where the 
fundamental frequency predominates and the effect of the 
higher frequencies is negligible, the oscillation can be approxi- 
mated by the equations of oscillation given in Chapters V and 
ҮП, which are far simpler than the equations of an oscillation 
of a system of distributed capacity. 

Such low frequency surges take in the total system, not only 
the transmission lines but also the step-up transformers, gen- 
erators, etc., and in an underground cable system in such an 
oscillation the capacity and inductance are indeed localized to 
a certain extent, the one in the cables, the other in the generating 
system. In an underground cable system, therefore, of the 
infinite series of frequencies of oscillations which theoretically 
exist, only the fundamental frequency and those very high 
harmonics which represent local oscillations of sections of 
cables can be pronounced, and the first higher harmonics of the 
fundamental frequency must be practically absent. That is, 
oscillations of an underground cable system are either 

(а) Low frequency high power surges of the whole system, 
of a frequency of a few hundred cycles, frequently of destructive 
character, or, 

(b) Very high frequency low power oscillations, local in 
character, so called “static,” probably of frequencies of hundred 

105 


106 TRANSIENT PHENOMENA 


thousands of cycles, rarely directly destructive, but indirectly 
harmful in their weakening action on the insulation and the 
possibility of their starting a low frequency surge. 

The former ones only are considered in the present chapter. 
Their causes may be manifold, — changes of circuit conditions, as 
starting, opening a short circuit, existence of a flaring arc on the 
system, etc. 

In the circuit from the generating system to the capacity of 
the transmission line or the underground cables, we have always 


т? < x: that is, the phenomenon is always oscillatory, and 


equations (24) and (25), Chapter VIT, apply, and for the current 
we have 


. E -20o Га E | q 
ic 7 сов 8,7) +е 21 fim ze 0, +9) | оов 2.0 


2eTr,E (2 : ) zc] 
-| — + —{ 2 0 — 0,4- -=> 
| 5 1, z, sin (0, + у) —rcos (0, + Y) sing |, (1) 


and for the condenser potential we have 


og 


x E... 
йы ode eR de sin (y) сов- 0 
£; 25 | 2r 





е, = 


2 76,+4 125, Erf . А 
Е + a sin (6, Љу) — 2 = cos 0+) sin „1-6 | 
(2) 


65. These equations (1) and (2) can be essentially simplified 
by neglecting terms of secondary magnitude. 

z, is in high potential transmission lines or cables always very 
large compared with r and 2. 

The fullload resistance and reactance voltage may vary 
from less than 5 per cent to about 20 per cent of the impressed 
e.m.f., the charging current of the line from 5 per cent to 
about 20 per cent of full-load current, at normal voltage and 
frequency. 

In this case, x, is from 25 to more than 400 times as large as r 
or x, and r and z thus negligible compared with z,. 
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It is then, in close approximation: 


£y = 1, 
g=2V2%,, (3) 
y= = = —90° 


Substituting these values in equations (1) and (2) gives the 
current as 


"Er EE AES y= 
те E -He r fi- ; sin 4 [cos d 


2 etri, E | DN" jja y= ) 
—|——— — —— |2 cos 0, + —sin 0, ]|sinV — 0% (4) 
E PE "By | z y 


and the potential difference at the condenser as 


e, = E cos (0 — 0) e 99" js — Е cos 0,] cos Ver 


! ucciso 
4 V zx, 4 N/ zx, 


(2r cos 0, + + x sin à VE n! i 


- These equations consist of three terms: 


= г cd" d" 
P (5) 
а te” te”; 
Е 
1 = — —sin 0 — 09), | 
ke ин } (6) 


e, = E соз (0 — 0); | 
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А E ll. f z 7} 
V^ mo og 35 Sein 0, cos \ <0 -| z COS 0, 
x T 


» { 


+ эшш, 4/20) 
avra | Ve? 











9 a r т) 
e” = — Ее 3* )соз0 cosa + ( cos 0 
| | : 2 2 NIT, | 
+ \ Z sin ба) sin ү/ “20 6 
Xe T j 
or, by dropping terms of secondary order, 
07 = ——— 23" соз 0, sin 20, 
Mr, i 
" (8) 
= v. 
e," = — He ?* совб, cos \/ Ж, 
2 
and: 
: аа z 26, + т, . z 
VI. 22 jq cos V ө — 2% т fg] 
| Е t 27m, By 
"NM Er А cos / 504.278 + Аллу. JEg | (9) 
: | | T 4 У xx, | \ zx 
or, by dropping terms of secondary order, 
] – 5—0 (. X e 1230) 
TU =e 3r E cos V/ 26 — —À— sino] 
ds x мт т, zy 
j > (10) 
e =e з= је, cos Vs + 1% NOE sino]. 
£ 
Thus the total current is approximately 
| E. -z; (6. 
t = — — 80 (0 — 0,1) +e 77 D сов ү 
ДЕ x 
_ €, — E созд, sin үө}, p? 
УИ 
(11) 


and the difference of potential at the condenser is 


2 


cg P 
е, = E cos (0 — 0) te 7? I E соз б) сов\/ 6 


Ld Мах, sin "ETE 
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Of the three terms: 7, e,; i^, e," ; i", e", the first obviously 
represents the stationary condition of charging current and con- 
denser potential, since the two other terms disappear for t = со, 

The second term, 7", e,", represents that component of oscilla- 
tion which depends upon the phase of impressed e.m.f., or the 
point of the impressed e.m.f. wave, at which the oscillation 
begins, while the third term, 2, ¢,/”, represents the component 
of oscillation which depends upon the instantaneous values of 
eurrent and e.m.f. respectively, at the moment at which the 


T 


"2x 


a . * 8 + . * 
oscillation begins. = is the decrement of the oscillation. 
66. The frequency of oscillation is 


ћ= ves 


where f is the impressed frequency. That is, the frequency of 
oscillation equals the impressed frequency times the square root 
of the ratio of condensive reactance and inductive reactance of 
the circuit, or is the impressed frequency divided by the square 
root of inductance voltage and capacity current, as fraction of 
impressed voltage and full-load current. 

Since 


1 
T. Nem 
E, Yu and т = 2775, 


the frequency of oscillation is 
TI 
"o 9zVOL 


that is, is independent of the frequency of the impressed e.m.f. 
Substituting 





Č -5ті ze d 

wY = ve Es ?” соз 0. sin 
L * NEL 
(12) 


К 
-77t t 
e" =— He "> cosd,cos——; 


Е VOL’ 


| 
„ 4 
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ee =e E | T MU € oe 2, 
[UE а эх, 
| аз) 
mM, a7! | E t : 
€, E АШ VG EU S | 
sop і 
=— 2 ICE si 0— 0 am Br 
4 zfCE sin ( Jte ) 0 COS aL 
C. vA 
— (e, — E соз t V sinh, 
(14) 





—35! t 
е, = E cos (0 — 0) e m И (e, — I cos 0,) cos ~ ОГ 
+ To € sin. —— 


The oscillating terms of these equations are independent of 
the impressed frequency. That is, the oscillating currents and 
potential differences, caused by a change of circuit conditions 
(as starting, change of load, or opening circuit), are independent 
of the impressed frequency, and thus also of the wave shape of 
the impressed e.m.f., or its higher harmonics (except as regards 
terms of secondary order). 

The first component of oscillation, equation (12), depends 
not only upon the line constants and the impressed e.m.f., but 
principally upon the phase, or the point of the impressed e.m.f. 
wave, at which the oscillation starts; however, it does not 
depend upon the previous condition of the circuit. Therefore 
this component of oscillation is the same as the oscillation 
produced in starting the transmission line, that is, connecting 
it, unexcited, to the generator terminals. 

There exists no point of the impressed e.m.f. wave where no 
oscillation occurs (while, when starting a circuit containing 
resistance and inductance only, at the point of the impressed 
e.m.f. wave where the final current passes zero the stationary 
condition is instantly reached). 

With capacity in circuit, any change of circuit conditions 
involves an electric oscillation. 


v GL a 
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The maximum intensities of the starting oscillation occur 
near the value 0, = 0, and are 





and (15) 


® 
um 
~ 
| 
| 
Б 
о 
Ww 
= 
о 
o 
in 
A 
шыр. 
К 
< 


Since 


| 


А2. 
у = — ; Un (0 — 0) 


is the stationary value of charging current, it follows that the 
maximum intensity which the oscillating current, produced in 


starting .a transmission line, may reach is ү times the sta- 


tionary charging current, or the initial current bears to the 
stationary value the same ratio as the frequency of oscillation 
to the impressed frequency. 

The maximum oscillating e.m.f. generated in star ting a trans- 
mission line is of the same value as the impressed e.m.f. Thus 
the maximum value of potential difference occurring in a trans- 
mission line at starting is less than twice the impressed e.m.f. 
and no excessive voltages can be generated in starting a circuit. 

The minimum values of the starting oscillation occur near 
0, = 90°, and are, from equations (7), 


Е 
суе ЁЛ 
GO = — E. ?5 cos (/ © 
| q £ 
and (16) 
T oe EA 
6 = Ее 7 sin V0; 
z£ 


that is, the oscillating current is of the same intensity as the 
charging current, and the maximum rush of current thus is 
less than twice the stationary value. The potential difference 
in the circuit rises only little above the impressed e.m.f. 

The second component of the oscillation, equation (13), does 
not depend upon the point of the impressed e.m.f. wave at 
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which the oscillation starts, 0, nor upon the impressed e.m.f. as 
a whole, Ё, but, besides upon the constants of the circuit, it 
depends only upon the instantaneous values of current and of 
potential difference in the circuit at the moment when the 
oscillation starts, т, and e,. 

Thus, if 7, = 0, е, = 0, or in starting a transmission line, 
unexcited, by connecting it to the impressed e.m.f., this term 
disappears. It is this component which may cause excessive 
potential differences. Two cases shall more fully be discussed, 
namely: 

(а) Opening the circuit of a transmission line under load, and 
(b) rupturing a short-circuit on the transmission line. 

67. (a) If 2, is the instantaneous value of full-load current, 
e, the instantaneous value of difference of potential at the 
condenser, ri, is small compared with e, and Vz, tis of the 
same magnitude as e,. 

Writing 


ё, 





tan д = - 
UV X T, 


j 


and substituting in equations (10), we have 


2 _ 1.8 
; i" е he 
v” = Ма 0-е ** cos (уза + 2) 
Фау Б 
апа (17) 
Hn /53 sce) ary а T. ^ 
e," = Nep Hirtt E sin Vere ; 





2 
that is, the amplitude of oscillation isV 50 + ^ forthecurrent, 


and Ve? +7722, for the e.m.f. Thus the generated e.m.f. 
can be larger than the impressed e.m.f., but is, as a rule, still of 
the same magnitude, except when z, is very large. 

In the expressions of the total current and potential difference 
at condenser, in equations (11), (e, — E cos 0,) is the difference 
between the potential difference at the condenser and the 
impressed e.m.f., at the instant of starting of the oscillation, or 
the voltage consumed by the line impedance, and this is small 
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if the current is not excessive. Thus, neglecting the terms with 
(e, — E cos 0,), equations (11) assume the form 


| E. n I 
1 = — —&n (0 == 0) + 206 Oe со ТЕ 0 
Te T 


and 
(18) 


r mE 


— L— 8 
e = E cos (0 — 0) + 5 У хх 7 sin \/ — 0; 


с 


that is, the oscillation of current is of the amplitude of full-load 
current, and the oscillation of condenser potential difference is 
of the amplitude У 2 2; | 

xx, is the ratio of inductance voltage to condenser current, in: 
fractions of full-load voltage and current. We have, therefore, 


ives, = ub. 


Thus in circuits of very high inductance L and relatively low 
capacity C, iV rz, may be much higher than the impressed 
e.m.f., and a serious rise of potential occur when opening the 
circuit under load, while in low inductance cables of high capacity 
ixx, is moderate; that is, the inductance, by tending to 
maintain the current, generates an e.m.f., producing a rise in 
potential, while capacity exerts a cushioning effect. . Low 
inductance and high capacity thus are of advantage when 
breaking full-load current in a circuit. 

68. (b) If a transmission line containing resistance, induc- 
tance, and capacity is short-circuited, and the short-circuit 
suddenly opened at time і = 0, we have, for t < 0, 





е, = 
. E 
and pes бов (8 — 0; — у), 
| (09) 
where а = Мт + 2 


and tan у = T 
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thus, at time ¢ = 0, 


E : 
i, = — сов (0, + y). (20) 
2 


Substituting these values of е, and % in equations (9) gives 


Е – 2 T oog г 
v^" = — cos (0, + у) е 2° | соз ya- — sin y/& 1 
2 f M T 2N zm, 2 





Е дана, У Је 
e," = — соз (6, + ye 2° Were, sin =, 
2 Ue 
or, neglecting terms of secondary magnitude, 


| E-x8 T 
11 = є ?*5 608 (@,+ y) cos /% g 


and (21) 
VEG. = so макар 
e," = I e “T eog (8, + y) sin 0; 


that is, 7” is of the magnitude of short-circuit current, and 
€," of higher magnitude than the impressed e.m.f., since г is 


small compared with Ужа 
The total values of current and condenser potential difference, 
from equation (11), are 


cos (0, + y) 


E. "ai 
Ма Me | 7 


T. cosh, . fr 
cos 4/29 4. 208.2 sin 20| 
x QU. xv 


and — (22) 
= zz Ө x 
e, = Е соз (0 — 0) — Ee ?* os 0, cos x 


0 
_ Ук, STORE убод, 
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or approximately, since all terms are negligible compared with 
aft! and p 


xc de ocu a. \ 
а = он (8, + y) cos Ea | 
and (23) 


EN zx, -5° А £ 
| – ?^* сов (0, + 7) sin 26. 





These values аге a maximum, if the circuit is opened at the 
moment 0, = — y, that is, at the maximum value of the short- 
circuit current, and are then 


. B-59 т. 
4 = e 22 сов\/-2@ 
2 т 
апа (24) 
VIT -=e T 
e, — eHe ?* siny = 0. 
т 


The amplitude of oscillation of the condenser potential dif- 
ference is | 








or, neglecting the line resistance, as rough approximation, 


Ж =Z, 
: Ж 
2 


that is, the potential difference at the condenser is increased 
above the impressed e.m.f. in the proportion of the square root 
of the ratio of condensive reactance to inductive reactance, or 
inversely proportional to the square root of inductance voltage 
times capacity current, as fraction of the impressed voltage and 
the full-load current. Thus, in this case, the rise of voltage is 
excessive. | 
The minimum intensity of the oscillation due to rupturing 
short-circuit occurs if the circuit is broken at the moment 
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0, = 90? — т, that.is, at the zero value of the short-circuit current. 
Then we have 


' E Е zz 
1 = — 608 (0 + у) + e 28 sin sin 4/~£0 

Xe (\ n Мух, a ve 
and (25) 


= E sn (0 + у) — Es 2z sin у cos 4/20; 








that is, the potential difference at the condenser is less than twice 
the impressed e.m.f.; therefore is moderate. Hence, a short- 
circuit can be opened safely only at or near the zero value of the 
short-circuit current. 
The phenomenon ceases to be oscillating, and becomes an 
ordinary logarithmic discharge, if v/r?— 4 zz, is real, or 
r > INET, 


Some examples may illustrate the phenomena discussed in the 
preceding paragraphs. 

69. Let, in a transmission line carrying 100 amperes at full 
load, under an impressed e.m.f. of 20,000 volts, the resistance 
drop = 8 per cent, the inductance voltage = 15 per cent of the 
impressed voltage, and the charging current =8 per cent of full- 
load current. Assuming 1 per cent resistance drop in the 
step-up transformers, and a reactance voltage of 25 per cent, 
the resistance drop between the constant potential generator 
terminals and the middle of the transmission line is then 5 per 
cent, or т = 10 ohms, and the inductance voltage is 10 per 
cent, or z — 20 ohms. The charging current of the line is 8 
amperes, thus the condensive reactance z, = 2500 ohms. 

Then, assuming a sine wave of 2o e.m.f., we have 


| = 20,000 ~ 2 = 28,280 volts; 
=— 11.3 sin (0 — 2 
е! = 28,280 cos (0 — 0); 
1" =— 11.3 =" [sin 0, cos 11.2 0 — 11.2 cos 0, sin 11.2 0), 
and е = — 28,280 7920 [cos 0, cos 11.2 0 + (0.0222 cos 0, 
4- 0.0288 sin 0,) sin 11.2 6] 
c —28,280 2720 cos 0, cos 11.2 0. 


vw. 
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Therefore the oscillations produced in starting the trans- 


mission 2M are 
= — 11.3 [sin (0 — 0,) + < "5 (sin 0, cos 11.2 0 
— 11.2 cos 0, sin 11.2 0)] 
and e, = 28,280 {cos (0 — бр) — c?" 5* [eos 0, cos 11.2 0 


+ (0.0222 cos 0, + 0.0283 sin 0,) sin 11.2 0]! 
= 28,280 [сов (0 — 0,) — «7959 cos 0, cos 11.2 0]. 


V, == 2500 ohms 
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Fig, 97. Starting of a transmission line. 
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Fig. 28. Starting of a transmission line. 


Hence the maximum values for 0, = 0, are 
1 = —11.8 (810 — 11.2 «79 sin 11.2 0) 
and е, = 28,280 [cos 0 — £795? (cos 11.2 0 2- 0.0222 sin 11.2 91 
= 28,280 (cos 0 — 772% cos 11.2 0), 
and the minimum values, for 6, = 90°, are 
i = 11.3 (cos 0 — 27350 cos 11.2 0) 
and е, = 28,280 (sin 0 — 0.0283 «7° sin 11,2 0) 
zx 28,280 sin 0 
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These values are plotted in Figs. 27 and 28, with the current, 1, 
in dotted and the potential difference, e,, in drawn line. The 
stationary values are plotted also, in thin lines, ? and е’, respec- 
tively. 

(a) Opening the circuit under full load, we have 

7 = — 11.3 sin (0 — 0,) + 57756 cos 11,20 


and e, = 28,280 cos (0 — 0,) + 224 %,67° ’ sin 11.2 0. 
























































Degrees 


Fig. 20. Opening a loaded transmission line. 


These values are maximum for 0, = 0 and non-inductive 
circuit, or 7, = 141.4, and are 


i =—11.3sin 0 + 1414 795 соз 11.2 0 
and e, = 28,280 cos 0 + 31,600 «7 "59 sin 11.20. 


These values are plotted, in Fig. 29, in the same manner as 
Figs. 27 and 28. 

(6) Rupturing the line uncer short-circuit, we have 

z = 224 
and % = 1265 cos (0, + у); 
and therefore 
i =— 113sin (0 — 0,) + 1265 7° [cos (0, + 7) 
cos 11.20 + 0.1 cos 0, sin 11.2 6] 


~ 


DE een Ke ~ 


HIGH POTENTIAL SYSTEMS 119 


and е, = 28,280 icos (0 — 0,) — e7". [cos 0, cos 11.2 0 
— 10 cos (0, + у) sin 11.2 8]}. 


These values are a maximum for б, = ~ у = — 63°, thus 
= — 11.8 sin (0 + 639) + 1265 «“ "59 (cos 11.2 0 
+ 0.044 sin 11.2 0) 
and е, = 28,280 cos (0 + 63°)— 282,800 &^**5? (0.044 cos 11.2 0 
— sin 11.2 4); 


that is, the potential difference rises about tenfold, to 282,800 
volts. These values are plotted in Fig. 30. 
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Fig. 80. Opening a short-circuited transmission line. - 


70. On an experimental 10,000-volt, 40-cycle line, when a 
destructive e.m.f. was produced by a short-circuiting arc, the 
author observed a drop in generator e.m.f. to about 5000 volts, 
due to the limited .machine capacity. The resistance of the 
system was very low, about r = 1 ohm, while the inductive 
reactance may be estimated as x = 10 ohms, and the condensive 
reactance as 2, = 20,000 ohms. Therefore tan y = 10, or 
approximately, 7 = 90°. 

Herefrom it follows that 


1 = 707 ="? cos 44,7 0 


and 
e, = 316,000 °"? sin 44.7 0; 
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that is, the oscillation has a frequency of about 1800 cycles per 
second and a maximum e.m.f. of nearly one-third million volts, 
which fully accounts for its disruptive effects. 

71. As conclusion, it follows herefrom: 

1. A most important source of destructive high voltage 
phenomena in high potential circuits containing inductance and 
capacity are the. electric oscillations produced by a change of 
circuit conditions, as starting, opening circuit, etc. 

2. These phenomena are essentially independent of the fre- 
quency and the wave shape of the impressed e.m.f., but de- 
pend upon the conditions under which the circuit is changed, 
as the manner of change and the point of the impressed e.m.f. 
and current wave at which the change occurs. 

3. The electric oscillations occurring in connecting a trans- 
mission line'to the generator are not of dangerous potential, but 
the oscillations produced by opening the transmission circuit 
under load may reach destructive voltages, and the oscillations 
caused by interrupting a short-circuit are liable to reach voltages 
far beyond the strength of any insulation. Thus special pre- 
cautions should be taken in opening a high potential circuit 
under load. But the most dangerous phenomenon is a low 
resistance short-circuit in open space. 

4. The voltages produced by the oscillations in open-circuiting 
a transmission line under load or under short-circuit are mod- 
erate if the opening of the circuit occurs at a certain point of 
the e.m.f. wave. This point approximately coincides with the 
moment of zero current. 


CHAPTER IX. 


DIVIDED CIRCUIT. 


72. A circuit consisting of two branches or multiple circuits 
1 and 2 may be supplied, over a line or circuit 3, with an impressed 
e.m.f., ё. 

Let, in such a circuit, shown diagrammatically in Fig 31, 
ту L, C, and r, L, C, = resistance, inductance, and capacity, 
respectively, of “the. two branch circuits 1 and 2; Ty Lo Gm 





Еіс, 81. Divided circuit. 


resistance, inductance, and capacity of the undivided part of the 
circuit, 3. Furthermore let e = potential difference at terminals 
of branch circuits 1 and 2, 1, and $, respectively = currents in 
‘branch circuits 1 and 2, and 13 = current in undivided part of 
circuit, 3. 


Then $, = 0, + 2, (1) 
and e.m.f. at the terminals of circuit 1 is 
e = тй, + г. +2 + i dt, (2) 
of circuit 2 is 
: di 
e — т + L, e б, 5, dt, (3) 
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p 


and of circuit 3 is 


ques d Xt 
e, = e + та +L, a + = | 1,4. (4) 


0 


Instead of the inductances, L, and capacities, С, it is usually 
preferable, even in direct-current circuits, to introduce the 


1 
reactances, x = 2zfL = inductive reactance, r, = 70 = con- 
amt 4 


densive reactance, referred to a standard frequency, such as 
f = 60 cycles per second. Instead of the time £, then, an angle 


0 = да. (5) 


is introduced, and then we have 


di т did) di 


di ша ^d 


and ; ] -— (6) 
— 25 —40 = ай, 
1 Ја fr, fa” Tja 
dt 
since 
1 = 2f. 


Hereby resistance, inductance, and capacity are expressed in 
the same units, ohms. 

Time is expressed by an angle 0 so that 360 degrees correspond 
to yy of a second, and the time effects thus are directly com- 
parable with the phenomena on a 60-cycle circuit. 

A better conception of the size or magnitude of inductance 
and capacity is secured. Since inductance and capacity are 
mostly observed and of importance in alternating-eurrent cir- 
cuits, a reactor having an inductive reactance of z ohms and 
? amperes conveys to the engineer a more definite meaning as 
regards size: it has a volt-ampere capacity of x, that is, the 
approximate size of a transformer of half this capacity, or of a 


-у 


ye 


V . . 
“> "Watt transformer. A reactor having an inductance of L 


henrys and 7 amperes, however, conveys very little meaning to 
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the engineer who is mainly familiar with the effect of inductance 
in alternating-current circuits. 

Substituting therefore (5) and (6) in equations (2), (3), (4), 
gives the e.m.f. in circuit 1 as 


di, . 
e = TUA + XQ i = + 2, fi 40; (7) 
in circuit 2 as 
di 
в = т, + m Gt + a, f dr; (8) 
in cireuit 3 as 
di, 
б=е + Та + I ta [i do; (9) 
hence, the potential differences at the condenser terminals are 
а di 
0,7 Zp, fi ад = e — ri — 2, i, (10) 
di 
„= za findo =e тд, — 2,3, (11) 
| S di, 
and = 2, fi, ад =e, — e — Tl, — PE (12) 


Differentiating equations (7), (8), and (9), to eliminate the 
integral, gives as differential equations of the divided circuit: 








Pi di, . de - 
Ү up] why ad 
di di de 
; 2 2 А 4 
T. аб? + Т, 40 23 с (2 do (1 ) 
at, di, de, de 
Eu e m 1 
and Ty Y У +" 7,59 + йу = 3» ^ dé (15) 


Subtracting (14) from (13) gives 


aa, di dA, di, )- 
| Za · (16 
s d ni t Bats) (s оош ae X9) 
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Multiplying (15) by 2 2, and adding thereto pe and (14), gives, 
by substituting (1), 4, = 1, + i. 








r ЈЕ xA Cro ee жЕ 


di, 
(2 Ta Hi 

















ё, 
(2 x, йу “at + (27, DE a F Le FU (17) 


These two differential Ке (16) and (17) are integrated 
by the functions 
ed (fd NE Jp iae 
and (18) 
= UN 4- "P UA 


where 7,’ and 1, are the permanent values of current, and 
1," = Де ~ andi,” = Ае“ are the transient current terms. 
Substituting (18) in (16) and E gives 


Pi E. sit) (s Pid ) 
(s d? "а de t^egy + 0 | 
+ А 7 (Px, – ат, + 25) — Аде ^" (да, —ат, +2,)=0 (9). 
and 

d^, 
(2х„-Ет,‚) 


йй 
Pis rey, 
ue * Qn tr) + @ taet tty s ur, Pr) 


— a (2r, +7)+ (22, + 2,)) + Ae? @ (2 х, + oz.) 
— а (27), Hr) + (27, + 2,,)} = px 
73. For 0 = c, the exponential terms eliminate, and there 


remain the differential equations of the permanent terms 
?, and 2,’, thus 


d*i/ di’ 2. 7 
(x, +r a (s t n E + ng) =0 (21) 


у • 


di,’ 
Ln, ME 





+ (22, + 2.) + (22, + 1) 


(20) 


de "hg do 
and 
(2 x, sar + (27, Р e + (22 + 2,75 +(2%,+ 2,) 
dé? 40 Co Ci 2 


dis o leo 
art Ont 5 + Caut m) i = 20 





(22) 


1 DIVIDED CIRCUIT 125 


The solution of these equations (21) and (22) is the usual 
equation of electrical engineering, giving 7,’ and 1,’ as sine waves 
if the e.m.f., ву is a sine wave; giving 7,’ and %/ as constant 
quantities if ё, 18 constant ame E and either Te, от х, or both 
vanish, and giving 2,’ and 7,’ = 0 if either Es or both т, and 


Lo, differ from zero. 
‘Subtracting (21) and (22) from (19) and (20) leaves as dif- 
ferential equations of the transient terms 7,” and t”, 


e^ (A, (dz, — ar, + т) — A, (ат, — ar, + z,)) =0 (28) 


and 
e^ (А [0 (22, + 2) – а (21, + 7) + (82, m] + A, 
[a (22, +) — а (рт, + r) + (82, #2200 =0. 04) 


Introducing а new constant B, these equations give, from (23), 


А, = B (dz, — ar, + za) 
and (25) 
A, = В (az, — ar, + 2,); 
then substituting (25) in (24) gives 
(ах, — ar, + x) [d (2z, + 2) - а (2r, + 7) + 24, + 501 
+ (ах, — ar, + zla (2 x, xj — а (27, +7) + (25, 
a Xe) ] = 0, (26) 
while B remains indeterminate as integration constant. 

Quartic equation (26) gives four values of a, which may be all 
real, or two real and two conjugate imaginary, or two pairs of 
conjugate imaginary roots. 

Rearranged, equation (26) gives 
, at (nr + л, + 2,2) — a ino tr o г.) 
dong dem) qa STI OPES E tr dos, ro) 
Ton (Eat Ba) F m, (по 2)]— а reb T) x (ry т) 
+ ж, (7, + 70) + Gun, + Lale mum) 0. (27) 


Let a,, а„ ду а, be the four roots of this quartic equation (27); 
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then 
Y У — 010 И — (tst 
1, =, +B, (a), a, + x.) e = + B, (a), — ag, 2) E 
2 | ад 24, x — 0,8 [oq 
+ Bs (ал — Gr, х.) + B, (огл, ar, + m) e"? (28) 


and 
Р n 5 — að . — пад 
t= te +B, (арх, — ar, + 2,) e7 ^ -E B, (az, ор, + 2.) € 
— алб р, — (40 
t B, (agz,— от, + Za) e+ B, (az, — atat z,)e (29) 


where the integration constants В,, B, В, and В, are deter- 
mined by the terminal conditions: the currents and condenser 
potentials at zero time, 0 = 0. : 

The quartic equation (27) usually has to be solved by approxi- 
mation. 

T4. Special Cases: Continuous-current divided circuit, with 
resistance and inductance but no capacity, e,= constant. 





Fig. 32. Divided continuous-current circuit without capacity. 


In such a circuit, shown diagrammatically in Fig. 32, equations 
(7), (8), and (9) are greatly simplified by the absence of the 
integral, and we have 


А di 
б=т, + 2,55! (30) 
e =T, + 2, a (31) 
à 40 
and - €, =e + та + T (32) 


(30) and (31) combined give 


di di 
See у ; 
TA, Ty, t x, 


0 Щу = 0. (33) 


EL 


Due | 
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Substituting (1), 4, = 7, + ¢,, in (82), multiplying it by 2 and 
adding thereto (30) and (31), gives 
E ; di 
3% = (Art т), Cntr) + Qut т) ©“ 


di 40 (34) 
tak x) 


Equations (33) and (84) are integrated by 
i = i + Ag | 
and » (85) 
$, =1/ + Ај“. 
Substituting (85) in (88) and (34) gives 
(rii, — ryt’) + eM {A (т, az) — A,r, — ах)! = 0 
ancl | 
дбо= (2r, Hr) 1 + Arye 4r) tf +e (A [27 + 7) | 
– (82, + )] + 4,107, + r)— а (22, + 29] ] 


These equations resolve into the equations of permanent 
state, thus 


ry r4, = 0 

and 2r+7)t, 07 tr) 9/ = 2 ер 

7 7, 
Непсе, = 65 

(86) 

у ri 
and 1 = 60-27 
where peur qty a Cy (37) 


and the transient equations having the coefficients 
A, r, — az) — A, (7, — ах, = 0 
and 
A [Ēri + r) – 6 (22, + 29] + A,[Q n, + 7) 
~ à (22, + x] = 0. i 
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ы 


Herefrom it follows that 
А, =B(r,- ат.) 


and (38) 
A, = В (т, — az,), 


and 
а? (240, 1 007, tet) = alr, (x, + qe (Za + £) 
+ т, (% + 2,)\ + (rar, Ета + rr =, (39) 
B = indefinite. (40) 


Substituting the abbreviations, 


ту, + 000 + х= 0, 
re that Tile = P 

and (41) 
To Qu aa) +7, + Hq) + ту (2) + Ly) = 2. (r spat) 


+ 2,(% + т) + ty (+ г) = ®, 
gives (39) 








аа? — а +r = 0, (42) 
hence two roots, 
g — È 
E Oe 
and (43) 
52 + q 
Ha x 
where Ф = м trr. (44) 


The two roots of equation (42), a, and a, are always real, since 
inq 


st > 47, 20 


as seen by substituting (41) therein. 
The final integral equations thus are 


. T, _8-@, MET 
ime tay) Be бусад) Ва I7 
and (45) 


g-g 


r = sor? AE 
i 76,3 + га Bie се + (r,— a.m) Ве К. 
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B, and B, are determined by the terminal conditions, as the 
currents т, and 7, at the start, 0 = 0. 
Let, at zero time, or 0 = 0, 


and | (46) 


NM 
1, = 1,; 


then, substituting in (45), we have 


© 


Я r 
4 = е a (7, ЕЗ 4,25) В, + (r, I йт) В, 


апа (47) 
r 


1,0 = е aF (r, — az) B, + (r, — a,2,) B,; 


© 


and herefrom calculate B, and B,. 

75. For instance, in a continuous-current circuit, let the 
impressed e.m.f.,e, = 120 volts; the resistance of the undivided 
part of the circuit, r, = 20 ohms; the reactance, x, = 20 ohms; 
the resistance of one of the branches, т, = 20 ohms; the reactance, 
2, = 40 ohms, and the resistance of the other branch, r, = 
5 ohms, the reactance, x, = 200 ohms. 

Thus one of the branches is of low resistance and high react- 
ance, the other of high resistance and moderate reactance. 

The permanent values of the currents, (^ = 600), are 


i, = 1 amp. | 


and | 
1,/ = 4 amp. 


(a) Assuming now the resistance 7, suddenly decreased from 
т, = 20 ohms tor, = 15 ohms, we have the permanent values 


of current as 


i! = 1.265 amp. 
and 


1, = 5.06 amp. 


The previous values of currents, and thus the values of currents 
at the moment of start, 0 =.0, are 


1,0 = 1 атр. 
and 


1,0 = 4 amp. 
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therefrom follow the equations of currents, by substitution in 
the preceding, 


i, = 1.265 + 0.455 « "89 — 0,720 470599 
ancl 
i, = 5.06 — 1,088 °? — 0,022 e 15905. 


(b) Assuming now the resistance r, suddenly raised again 
from r, — 15 ohms to r, — 20 ohms, "leaving СТЕ “else 
the same, we have 


i? = 1.265 amp. 
and | 


$9 = 5.06 amp. ; 


and then 


i, = 1 — 0.528 £ "T? 4. 0.798 2% 
and | 


AER Та Уаш | 


(с) Assuming now the resistance r, suddenly raised from 
т, = 20 ohms to r, = 25 ohms, gives 


i, = 0.828 — 0.374 27986 4 0,546 с“ ли 
and | 


On = 3.312 + 0.649 67 99 * L 0.039 £7 6. 


(d) Assuming now the resistance r, lowered again from r, = 
25 ohms to r, = 20 ohms, gives 


i, = 1 + 0.342 716 —. 0514 енә 
and | 
i, = 4 — 0.660 = "79 — 0.028 “649, | 


76. In Fig. 33 are shown the variations of currents 2, and 2, 
resultant from a sudden variation of the resistance r, from 20 
to 15, back to 20, to 25, and back again to 20 ohms. As seen, 
the readjustment of current 7,, that is, the current in the induc- 
tive branch of the circuit, to its permanent condition, is very 
slow and gradual. Current 9, however, not only changes very 
rapidly with a change of 7, but overreaches greatly; that is, a 
decrease of r, causes 2, to increase rapidly to a temporary value 
far in excess of the permanent increase, and then gradually 1, 
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falls back to its normal, and inversely with an increase of r,. 
Hence, any change of the main current is greatly exaggerated 
in the temporary component of current ї,; a permanent change 
of about 20 per cent in the total current results in a practically 
instantaneous change of the branch current 2,, by about 50 per 
cent in the present instance. 

Thus, where any effect should be produced by a change of 
eurrent, or of voltage, as à control of the circuit effected thereby, 
the action is made far more sensitive and quicker by shunting 
the operating circuit 7,, of as low inductance as possible, across 























0=0 20 40 0 2 4 о 2 40 0 20 4 


Fig. 88. Current in divided continuous-current circuit resulting from sudden 
variations in resistance. 


a high inductance of as low resistance as possible. The sudden 
and temporary excess of the change of current t, takes care of 
the increased friction of rest in setting the operating mechanism 
in motion, and gives a quicker reaction than a mechanism 
operated directly by the main current. 

This arrangement has been proposed for the operation of arc 
lamps of high are voltage from constant potential circuits. 
The operating magnet, being in the circuit 2,, more or less 
anticipates the change of arc resistance by temporarily over- 
reaching. 

77. The temporary increase of the voltage, e, across the 
branch circuit, 4,, corresponding to the temporary excess current 
of this circuit, may, however, result in harmful effects, as de- 
struction of measuring instruments by the temporary excess 


voltage. 
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‘Let, for instance, in a circuit of impressed continuous e.m.f., 
€, = 600 volts, as an electric railway circuit, the resistance of 
the circuit equal 25 ohms, the inductive reactance 44 ohms. 
This gives a permanent current of 7 = 24 amperes. 

Let now a small part of the circuit, of resistance r, = 1 ohm, 
but including most of the reactance x, = 40 ohms — as a motor 
series field winding — be shunted by a voltmeter, and r, = 1000 
ohms = resistance, х, = 40 ohms = reactance of the volt- 
meter circuit. | 

In permanent condition the voltmeter reads x 600 = 24 
volts, but any change of circuit condition, as a sudden decrease 
or increase of supply voltage e,, results in the appearance of a 
temporary term which may greatly increase the voltage impressed 
upon the voltmeter. 

In this divided circuit, the constants are: undivided part of 
the circuit, r, = 24 ohms; x, = 4 ohms; first branch, voltmeter 
(practically non-inductive), т, = 1000 ohms, 2, = 40 ohms; 
second branch, motor field, highly inductive, r, = 1 ohm, 2, = 
40 ohms. 

(а) Assuming now the impressed e.m.f., e,, suddenly dropped 
from e, = 600 volts to e, = 540 volts, that is, by 10 per cent, 
gives the equations 


б, = 0.0210 — 0.0806 «-*5*^ + 0.0830 72118 
and | 
$, = 21.0 + 2407 99 — 0.007 «72218. 


(b) Assuming now the voltage, e, suddenly raised again from 
„ = 540 volts to e, = 600 volts, gives the equations 


0.024 + 0.0806 «°° — 0.0830 a 


ђ 


M 
and 


\ 


i, = 24 — 2,407 WOE + 0.007 #7979, | 


The voltage, e, across the voltmeter, or on circuit 1, is 


li | 
e = rd, үза = 100047 T7979 6.2 7n, 


| r 
where ле e : 


re. 


^ 
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Hence, in case (a), drop of impressed voltage, е, by 10 per cent, 
= 21.6 — 77.9 9 0929... 6,9 479949. 5 


— 


^ 


and in (b), rise of impressed voltage, Й 
e = 24.0 + 77.97 "829 _ 6,2 472949. 
This voltage, е, in the two cases, is plotted in Fig. 34. As 


seen, cluring the transition of the voltmeter reading from 21. 6 
to 24.0 volts, the voltage momentarily rises to 95.7 volts, or 


«ишрак нак RN DA 
Дарв E | 
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Fig. 34. Voltage across inductive apparatus in series with circuit of high 
resistance, 


four times its permanent value, and during the decrease of 
permanent voltage from 24.0 to 21. 6 volts the voltmeter momen- 
tarily reverses, going to 50.1 volts in reverse direction. 

In a high voltage direct-current circuit, a voltmeter shunted 
across a low resistance, if this resistance is highly inductive, is in 
danger of destruction by any sudden change of voltage or current 
in the circuit, even if the permanent value of the voltage is well 
within the safe range of the voltmeter. 


CAPACITY SHUNTING A PART OF A CONTINUOUS-CURRENT 
CIRCUIT. 


78. A circuit of resistance т, and inductive reactance 2, is 
shunted by the conclensive reactance x,, and supplied over the 
resistance r, and the inductive reactance х, by a continuous 
impressed e.m.f., ер, as shown diagrammatically in Fig. 35. 
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In the undivided circuit, 


di, dt, | 
сате ту iti) + (5 + 29) (48) 


In the inductive branch, 


di, | (49) 


е=7 + 2, i 


In the condenser branch, 


Tq f i, 40, (50) 





Fig. 35. Suppression of pulsations in direct-current circuits by series induc- 
tance and shunted capacity. 


| Eliminating e gives, from (48) and 0 à 


di, 
= (т, tT) 5, + (2, + ы x Tota у =й? (51) 


and from (49) and (50), 


dt 
x, fit 40 = 72, Tes (52) 


Differentiating (52), to eliminate the integral, 


| di, d^, 
чн Tug 


PESTE 7 (53) 


DIVIDED CIRCUIT 135 


Substituting (53) in (51), and rearranging, 
. 1l di 
6m VETUS T- 2 (ry, + ду + 2,24) 7 
d^ by f 
+ (r 021 РЕ Т р =i + Toy у (54) 
a differential equation of third order. 
This resolves into the permanent term 


б = (ry t 7) 94, 





TEE е 
hence, | ї\ ears (55) 
and a transient term 
$^ == Де“; (56) 
that is, 
Sd! As? €, ав 
ћу = 1, + ит ~ т + Аг (57) 


Equation (57) substituted in (54) gives as equation of a, 

m, (ry +7) — a (тај + Loy + mm) Ба? (тш, т) — ovS, = 0, 

or 

2 а( т) наа 2) REED 9 qs 
о А Boh, P д Doty 


while A remains indefinite as integration constant. 

Equation (58) has three roots, а,, а,, and а, which either are 
all three real, when the phenomenon is logarithmic, or, one 
real and two imaginary, when the phenomenon is oscillating. 

The integral cia for the current in branch 1 is 


1. == 


* ш e Т, 
the current іп branch 2 is by (53) 


à - (r di, — di, 
t 7 478) 





+ А аи + Аг -%0 Д gor : (59) 


i= MZ (r, "e 0,524) Ашт" — a, (r, — 6,5) Amt 


(r, — ал) Au m | (60) 
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and the potential difference at the condenser is 


ё = І, Ја = 75, + ‚©з 
= if T 9) Ae e а) | а 
T, T T, 
+ (r = 4,7.) Ат“, | (61) 


In the case of an oscillatory change, equations (59), (60), and 
(61) appear in complex imaginary form, and therefore have to 
be reduced to trigonometric functions. 

The three integration constants, A,, А,, and A,, are deter- 
mined by the three terminal conditions, at 0 = 0, 2, = 1,9, 
1, = 1,0,6 = 6', 

79. As numerical example may be considered a circuit having 
the constants, e, = 110 volts; т, = 1 ohm; z, = 10 ohms; 
т, = 10 ohms; x, = 100 ohms, and x, = 10 ohms. 

In other words, a continuous e.m.f. of 110 volts supplies, 
over a line of r, = 1 ohm resistance, a circuit of r, = 10 ohms 
resistance. An inductive reactance z, = 10 ohms is inserted 
into the line, and an inductive reactance z, = 100 ohms in the 
load circuit, and the latter shunted by a condensive reactance of 
х, = 10 ohms. 

Then, substituting in equation (58), 

@—Q02¢+4+11la- 0.11 = 0. 

This cubic equation gives by approximation one root, а, = 0.1, 

and, divicled by (а — 0.1), leaves the quadratic equation 
à —0.1a- ll-90, 





which gives the complex imaginary roots а,.= 0.05 — 1.047 1 
and a, = 0.05 + 1.047 7; then from the equation of current, 
by substituting trigonometric functions for the exponential 
functions with imaginary exponent, we get the equation for the 
load current as 


3, = tf + A0? + 6095? (B. cos 1.047 6 + B, sin 1.047 0), 
the condenser potential as | 


e= 1023, + < "99 (5 B, + 104.7 Bj) cos 1.047 0 — (104.7 В, 
— 5 В,) sin 1.047 01, 
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and the condenser current as 
Т, = 10.9 € *5* (В, cos 1.047 0 + В, sin 1.047 0}. 

Аф еу = 110 volts impressed, the permanent currentis 7, = 10 
amp., the permanent condenser potential is e’ = 100 volts, and 
the permanent condenser current is 7,/ = 0. 

Assuming now the voltage, e,, suddenly dropped by 10 per 
cent, from e, = 110 volts to e, = 99 volts, gives the permanent 
current as 2,/=9 amp. At the moment of drop of voltage, 
0 = 0, we have, however, 7, = i? = 10 amp.; e = е = 100 
volts, and t, = 0; hence, substituting these numerical values 
into the above equations of ®,, e, %,, gives the three integration 
constants: 


A, = 1; B, = 0, and B, = 0.0955; 
therefore the load current is 
i, = 9 + 7919 4 0.0955 79% sin 1.047 0, 
the condenser current is 
Т, = 1.05 =°"? sin 1.047 0, 
and the condenser, or load, voltage is 
e = 90 + 279% (10 cos 1.047 0 + 0.48 sin 1.047 0). 
Without the conclenser, the equation of current would be 
1 = 9+ e048, 


In this combination of circuits with shunted condensive 
reactance x,, at the moment of the voltage drop, or 0 = 0, the 
rate of change of the load current is, approximately, 


= [— 0.1679 + 0.0955 х 1.047 "9 cos 1.047 0], = 0, 
while without the condenser it would be 
di ` -018 _ __ 
TE — 0.1 \ = ~ 0.1. 


80. By shunting the circuit with capacity, the current in the 
circuit does not instantly begin to change with a change or 
fluctuation of impressed oc.m.f. 
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In Fig. 36 is plotted, with 0 as abscissas, the change of the 
current, 4,, in per cent, resulting from an instantaneous change 
of impressed e.m.f., е, of 10 per cent, with condenser in shunt 
to the load circuit, and without condenser. 

As seen, аф 0 = 172° = 3.0 radians, both currents, 7, with the 
condenser and 2 without condenser, have dropped by the same 
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Fig. 86. Suppression of pulsations in direct-current circuits by series induc- . 
tance and shunted capacity. Effect of 10 per cent drop of voltage. 


amount, 2.6 per cent. But at 0 = 57.8? = 1.0 radian, 7; has 
dropped only $ per cent., and 2 nearly 1 per cent, and at @ = 24°, 
5. has not yet dropped at all, while 2 has dropped by 0.38 per cent. 

That is, without condenser, all pulsations of the impressed 
e.m.f., e,, appear in the load circuit as pulsations of the current, 
7, of a magnitude reduced the more the shorter the duration of 
the pulsation. After 0 = 60°, ог += 0.00275 seconds, the 
pulsation of the current has reached 10 per cent of the pulsation 
of impressed e.m.f. 

With a condenser in shunt to the load circuit, the pulsation 
of current in the load circuit is still zero after 0 = 249, or after 
0.001 seconds, and reaches 1.25 per cent of the pulsation of 
impressed e.m.f., е, after 0 = 60°, or t = 0.00275 seconds. 

A pulsation of the impressed e.m.f., в, of a frequency higher 
than 250 cycles, practically cannot penetrate to the load circuit, 
that is, does not appear at all in the load current 7, regardless 
of how much a pulsation of the impressed e.m.f., e, it is, and a 


DIVIDED CIRCUIT 189 


pulsation of impressed e.m.f., ер of a frequency of 120 cycles re- 
appears in the load current č, reduced to 1 per cent of its value. 

In cases where from a source of e.m.f., e,, which contains a 
slight high frequency pulsation — as the pulsation corresponding 
to the commutator segments of a commutating machine — a 
current is desired showing no pulsation whatever, as for instance 
for the operation of a telephone exchange, a very high inductive 
reactance in series with the circuit, and a condensive reactance 
in shunt therewith, entirely eliminates all high frequency pulsa- 
tions from the current, passing only harmless low frequency 
pulsations at a greatly reduced amplitude. 

81. As a further example is shown in Fig. 37 the pulsation 
of а non-inductive circuit, т, = 0, of the resistance т, = 4 ohms, 
shunted by a condensive reactance 2, = 10 ohms, and supplied 
over a line of resistance r, = 1 ohm and inductive reactance 
x, = 10 ohms, by an impressed e.m.f., e, = 110 volts. 

Due to 2, = 0 equation (58) reduces to 

a — в( + 79) 4 (1 +2) = 0); 
To 


un 0 1 
or, substituting numerical values, 
a? — 2.ба + 1.25 = 0 
and a, — 0.637, a, = 1.963; 
that is, both roots are real, or the phenomenon is logarithinic. 
We now have 

(m = Тү + Аја 09 + AU, 

i, = — 0.255 Аг 07 — 0.785 Да 
and е = тї = A + А eet Agi”). 

The load current is 

a = 22 amp. 

A reduction of the impressed e.m.f., ву by 10 per cent, or from 
110 to 99 volts, gives the integration constants A, = 3.26 and 
A, = — 1.06; hence, 

i, = 19.8 + 8.26 "7° — 1.06 grates 
Dy SN 0 83 (27 0878 + pote 
2 è é c E 


and е = 41. 


140 TRANSIENT PHENOMENA 


Without a condenser, the equation of current would be 


= 19.8 + 2.2 9 


In Fig. 37 is shown, with @ as abscissas, the drop of current 
1, and т, in per cent. 

Although here the change is logarithmic, while in the former 
paragr E it was trigonometric, the result is the same—a very 
great reduction, by t the condenser, of the drop of current imme- 
diately after the change of e.m.f. However, in the present case 
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Fig. 87. Suppression of pulsations in non-inductive direct-current circuits by 
series inductance and shunted capacity. Effect of 10 per cent drop of 
voltage. 


the change of the circuit is far more rapid than in the preceding 
case, due to the far lower inductive reactance of the present case. 
For instance, after 0 = 0.1, the drop of current, with condenser, 
is 0.045 per cent, without condenser, 0.5 per cent. At 0 = 0.2, 
the drop of current is 0.23 and 0.95 per cent respectively. For 
longer times or larger values of 0, the difference produced by the 
condenser becomes less and less. 

This effect of a condenser across a direct-current circuit, ‘of 
suppressing high frequency pulsations from reaching the circuit, 
requires a very large capacity. 


CHAPTER X. 


MUTUAL INDUCTANCE. 


82. In the preceding chapters, circuits have been considered 
containing resistance, self-inductance, and capacity, but no 
mutual inductance; that is, the phenomena which take place 
in the circuit have been assumed as depending upon the impressed 
e.m.f. and the constants of the circuit, but not upon the 
phenomena taking place in any other circuit. 

Of the magnetic flux produced by the current in a circuit 
and interlinked with this circuit, a part may be interlinked with 
а second circuit also, and so by its change generate an e.m.f. in 
the second circuit, and part of the magnetic flux produced by 





Fig. 88. Mutual inductance between circuits. 


the current in a second circuit and interlinked with the second 
circuit may be interlinked also with the first circuit, and a 
change of current in the second circuit, that is, a change of 
magnetic flux produced by the current in the second circuit, 
then generates an e.m.f. in the first circuit. 

Diagrammatically the mutual inductance between two circuits 
can be sketched as shown by M in Fig. 38, by two coaxial coils, 
while the self-inductance is shown by a single coil L, and the 
resistance by a zigzag line. 

141 
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The presence of mutual inductance, with a second circuit, 
introduces into the equation of the circuit a term depending 
upon the current in the second circuit. 

If +, = the current in the circuit and r, = the resistance of 
the circuit, then 7,5, = the e.m.f. consumed by the resistance 
of the circuit. If L, = the inductance of the circuit, that is, 
total number of interlinkages between the circuit and the number 
of lines of magnetic force produced by unit current in the circuit, 
we have 

= = e.m.f. consumed by the inductance, 
where, t = time. 

If instead of time ¢ an angle 0 = 2 zft is introduced, where f 
is some standard frequency, as 60 cycles, 

2 = e.m.f. consumed by the inductance, 
where т, = 22fL, = inductive reactance. 

If now М = mutual inductance between the circuit and 
another circuit, that is, number of interlinkages of the circuit 
with the magnetic flux produced by unit current in the second 
circuit, and т, = the current in the second circuit, then 


|| 


di, Р А 
М n. e.m.f. consumed by mutual inductance in the first 
circuit, 
li,- ; у 
M 3 e.m.f. consumed by mutual inductance in the second 


| 


circuit. 


Introducing tm = 2 zfM = mutual reactance between the 
two circuits, we have 


t, е А 
За 27 = e.m.f. consumed by mutual inductance in the. first 
circuit, 
а, . 
Im = e.m.f. consumed by mutual inductance in the second 


circuit. 


и оу nig ES, 
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If now e, = the e.m.f. impressed upon the first circuit and 
€, = the e.m.f. impressed upon the second circuit, the equations 
of the circuits are 


: di, di : | 

дуета + Bae + Ша ч + а fia (1) 

апа 
di, di 

e, = тї, + 2,7 3 4. Zn => + Hp, fiw, (2) 

where т, = the resistance, х, = 22fL, = the inductive re- 
1 i 
actance, and т, = ———- = the condensive reactance of the 
| 21710, 
first circuit; r, = the resistance, 2, = 2 xfL, = the inductive 
1 
reactance, z, = c———- = the condensive reactance of the 
а 2mfC, 


second circuit, and £m = 22fM = mutual inductive reactance 


, between the two circuits. 


83. In these equations, х, and x, are the total inductive 
reactance, L, and L, the total inductance of the circuit, that is, 
the number of magnetic interlinkages of the circuit with the 
total flux produced by unit current in the circuit, the self- 
inductive flux as well as the mutual inductive flux, and not 
merely the self-inductive reactance and inductance respectively. 

In induction apparatus, such as transformers and induction 
machines, it is usually preferable to separate the total reactancez, 
into the self-inductive reactance x, referring to the magnetic 
flux interlinked with the inducing circuit only, but with no 
other circuit, and the mutual inductive reactance, £m, usually 
represented as a susceptance, which refers to the mutual induc- 
tive component of the total inductance; in which case 
2 = 2, + Xm. This is not done in the present case. 

Furthermore it is assumed that the circuits are inductively - 
related to each other symmetrically, or reduced thereto; that 
is, where the mutual inductance is due to coils enclosed in the 
first circuit, interlinked magnetically with coils enclosed in the 
second circuit, as the primary and the secondary coils of a 
transformer, or a shunt and a series field winding of a generator, 
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the two coils are assumed as of the same number of turns, or 
reduced thereto. 
Ne No. turns second circuit 


= = me the currents in the 
d: n No. turns first circuit ”’ rrents in 





second circuit are multiplied, the e.m.fs. divided by a, the resis- 
tances and reactances divided by a’, to reduce the second circuit 
to the first circuit, in the manner customary in dealing with 
transformers and especially induction machines.* 

If the ratio of the number of turns is introduced in the equa- 


tions, that is, in the first equation — £m substituted for xm, in the 
Ny 


second equation — £m for tm, and the equations then are 
n 


3 





| di n, di, f 
e = т, + "ug T HELPS + Z,, f 1, 40 (3) 
1 
and 
| di, n, di | 
€, — ri, + X (gp у Dt te DEO oo 


Since the solution and further investigation of these equations 
(3), (4)are the same as in the case of equations (1) and (2), except 
that n, and n, appear as factors, it is preferable to eliminate п, 
and n, by reducing one circuit to the other by the ratio of turns 

Th, 
a= = ‚ and then use the simpler equations (1), (2). 
1 


(A) CIRCUITS CONTAINING RESISTANCE, INDUCTANCE, AND 
MUTUAL INDUCTANCE BUT NO CAPACITY. 


84. In such a circuit, shown diagrammatically in Fig. 38, we have 





Е di, di, 
€, = T (i, Шш: (5) 
ae di di 
and e, = т, + 7] + Em 3j . (6) 
Differentiating (6) gives 
de, _ di, , @ї, d, 
Ш" #з age ttg 0) 


* See the chapters on induction machines, ete., in “ Theory and Calcula- 
tion of Alternating Current Phenomena.” 
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from (5) follows 


do - Em (8) 


and; differentiated, 
di, 1 (de, di, їз, 








dP па 04) Cd) ар (9) 
Substituting (8) and (9) in (7) gives 
de, 16 ; di 
pep vy —— 3 — Em dü m T Tati + (Ros + ТЛ) E 
n Фї 
-+ (2,2, a Lm iP (10) 
and analogously, 
©, а di, 
qp e di — In d = Tl ale + (түл, ae TX.) 25 
d* | 
TO ege (11) 


Equations (10) and (11) are the two differential equations of 
| Second. order, of currents ?, and 7. 

If e^, 1 and е/, ?, are the permanent values of impressed 
e.m.fs. and of currents in the two circuits, and e,", 9," and 
é,’’, 1,’ are their transient terms, we have, 

€, =6/ + 67", RU d 

€, = 6j + 6,7, by = 1 + WU. 
Since the permanent terms must fulfill the differential equations 
(10) and (11), 


у de,’ де = om 
TÆ + Ta d = ет = Түү brum, + ту) "dé 
NE 
+ (2,2, — tm") 5 (12) 
and 
de.’ de, d 
түе, + 2, — ima = 71731, + (rue, + ТШ) ud) 
du 
+ (5,1, — Xm") 57 (13) 
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subtracting equations (12) and (13) from (10) and (11) gives 
the differential equations of the transient terms, 





de," de," ; di," 
гё, + 2, T Е: ma = түү” + (пр, + т) T 
d ^H ; 
+ (1,2, — Lm’) ҮТ? (m 
and 
» de” — de,” " | ПИ 
705 + darem РГ TE run, + т) "do 
00, dU 
+ (2,®, — Хи) p (15) 


These differential equations of the transient terms are the 
same as the general differential equations (10) and (11) and 
the differential equations of the permanent terms (12) and (13). 

85. If, asis usually the case, the impressed e.m.fs. contain no 
transient term, that is, the transient terms of current do not 
react upon the sources of supply of the impressed e.m.fs. and 
affect them, we have 


e" =0 and е, = 0; 
hence, the differential equations of the transient terms are 
du 
аб? 
and are the same for both currents 7,” and +, that is, the 


transient terms of currents differ only by their integration 
constants, or the terminal conditions. 


Equation (16) is integrated by the function 
Lane (17) 
Substituting (17) in (16) gives 
Ае“ (rir, — а (түл, + rm) + @ (2,2, — х2) |} = 0; 


hence, 


. Ў di 2 
О = т, + (yt, + 7,5) 3j + (2,2, — Lm”) (16) 


A = indefinite, as integration constant, and 


Tt, + 7,2 TT 
аё — 2 2 : i 12 ; 0. (18) 
Lv, — Lm 210, — Xm 
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The exponent а is given by a quadratic equation (18). This 
quadratic equation (18) always has two real roots, and in this 
respect differs from the quadratic equation appearing in a circuit 
containing capacity, which latter may have two imaginary roots 
and so give rise to an oscillation. 

Mutual induction in the absence of capacity thus always 
gives a logarithmic transient term; thus, 

_ (үт, + тш) ВУ (а, — us) FET Tn’ (19) 
р 2 CE. — Em) | 

As seen, the term under the radical in (19) is always positive, 
that is, the two roots a, and a, always real and always positive, 
since the square root is smaller than the term outside of it. 

Herefrom then follows the integral equation of one of the 
currents, for instance tù as 

P+ AT + AT, (20) 


and eliminating from the two equations (5) and (6) the term 





s... 

do gives 

1, = a те + (Xm, — Фа) = 
mods 17271 172 7 a 


leaving the two integration constants A, and A, to be deter- 
mined by the terminal conditions, as 0 = 0, 
—40 and 4, =1,°. 


86. If the impressed e.m.fs. e, and e, are constant, we have 


а Emly — 5,6, | +: (21) 


йе, de, 
X =0 and a =(); 
hence, the equations of the permanent terms (12) and (13) give 
TENE: Tu m 
ae zx and 1, E (22) 
thus: i - A eTa Acc 
and (23) 


iQ 2 p Ase Аа, 
7 
where, A,’ and А, follow from A, and А, by equation (21). : 
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If the mutual inductance between the two circuits is perfect, 
that is, 


du = ds (24) 


| boy: iy ЖШ = Шу, 
equation (18) becomes, by multiplication with ——————, 

712, + Р, 
TT, 


а =-——-3___. (25) 
гр, + Tk, 


that is, only one transient term exists. 

As example may be considered a circuit having the following 
constants: e, = 100 volts; e, = 0; r, = 5 ohms; 7, = 5 ohms; 
х, = 100 ohms; 2, = 100 ohms, and £m = 80 ohms. This 
gives 


7 = ae 
i/ = 20 amp. and 2,’ = 0, 
апа 


а? — 0.278 а + 0.00695 = 0; 
the roots are а, = 0.0278 and a, = 0.251 


and 
т = 20 4 Age ene + 7 LN 


By equation (21), 
; : di 
1 =— 25 + 1.25 +, + 9-9) 


hence, 
OF = A g 0002788 __ A g 00918 
1 2 У 
For 0 = 0 let 70 = 18 amp., ог the current 10 per cent below 
the normal, and 12 = 0; then substituted, gives: 
18 = 20 + А, + А, and 0=А,— A, 
ћепсе, | А, = А, = – 1; 


and we have 


1, M 20 zz Са $ CU 


айй i, = (е— 0:0278 8 g 0:251 А 
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87. An interesting application of the preceding is the inves- 
tigation of the building up of ап overcompounded direct-current 
generator, with sudden changes of load, or the building up, or 
down, of à compound wound direct-current booster. 

While it would be desirable that a generator or booster, under 
sudden changes of load, should instantly adjust its voltage to the 
change so as to avoid a temporary fluctuation of voltage, actually 
an appreciable time must elapse. 

А. 600-kw. 8-роје direct-current generator overcompounds 
from 500 volts at no load to 600 volts at terminals at full load 
of 1000 amperes. The circuit constants are: resistance of 
armature winding, r, = 0.01 ohm; resistance of series field 
winding, r, = 0.008 ohm; number of turns per pole in shunt 
field winding, n,= 1000, and magnetic flux per pole at 500 
volts, Ф = 10 megalines. At 600 volts full load terminal voltage 
(or voltage from brush to brush) the generated e.m.f. is e + ir, 
= 610 volts. 


From the saturation curve or magnetic characteristics of the 


machine, we have: 


At no load and 500 volts: 
5000 ampere-turns, 10 megalines and 5 amp. in shunt field 


circuit. 


At no load and 600 volts: 
7000 ampere-turns and 12 megalines. 


At no load and 610 volts: 
7200 ampere-turns and 12.2 megalines. 


At full load and 600 volts: 
8500 ampere-turns, 12.2 megalines and 6 amp. in shunt 


field. 


Hence the demagnetizing force of the armature, due to the 
shift of brushes, is 1300 ampere-turns per pole. 

At 600 volts and full load the shunt field winding takes 
6 amperes, and gives 6000 ampere-turns, so that the series field 
winding has to supply 2500 ampere-turns per pole, of which 
1300 are consumed by the armature reaction and 1200 magnetize. 

At 1000 amp. full load the series field winding thus has 2.5 
turns per pole, of which 1.3 neutralize the armature reaction 
and n, = 1.2 turns are effective magnetizing turus. 








| 


150 TRANSIENT PHENOMENA 


The ratio of effective turns in series field winding and in shunt 
field winding is a = = = 1.2 х 10^. This then is the reduc- 


1 
tion factor of the shunt circuit to the series circuit. 

It is convenient to reduce the phenomena taking place in the 
shunt field winding to the same number of turns as the series 
field winding, by the factors a and a? respectively. 

If then e — terminal voltage of the armature, or voltage 
impressed upon the main circuit consisting of series field winding 
and external circuit, the same voltage is impressed upon the 
shunt field winding and reduced to the main cireuit by factor 
a, gives e, = ae = 1.2 X 10736. 


Since at 500 volts impressed the shunt field current is 5 
amperes, the field rheostat must be set so as to give to the shunt 
? . 0 
field circuit the total resistance of r,^ = = = 100 ohms. 
Reduced to the main circuit by the square of the ratio of 
turns, this gives the resistance, 


т, = ar, = 144 x 107" ohms. 


An increase of ampere-turns from 5000 to 7000, corresponding 
to an increase of current in the shunt field winding by 2 amperes, 
increases the generated e.m.f. from 500 to 600 volts, and the 
magnetic flux from 10 to 12, or by 2 megalines per pole. In 
the induction range covered by the overcompounding from 500 
to 600 volts, 1 ampere increase in the shunt field increases the 
flux by 1 megaline per pole, and so, with n, = 1000 turns, gives 
10° magnetic interlinkages per pole, or 8 X 10? interlinkages 
with 8 poles, per ampere, hence 80 X 10° interlinkages per unit 
current or 10 amperes, that is, an inductance of 80 henrys. 
Reduced to the main circuit this gives an inductance of 1.2? x 
107° x 80 = 115.2 х 107? henrys. This is the inductance due 
to the magnetic flux in the field poles, which interlinks with 
shunt and series coil, or the mutual inductance, M = 115.2 x 
107° henrys. 

Assuming the total inductance L, of the shunt field winding 
as 10 per cent higher than the mutual inductance M, that is, 
assuming 10 per cent stray flux, we have 


L,= 11M = 126.7 X 107" henrys. 


Па SHER AEE OUTS THE ae зе +. 
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In the main circuit, full load is 1000 amp. at 600 volts. This 
gives the effective resistance of the main circuit as r = 0.6 ohin. 

The quantities referring to the main circuit may be denoted 
without index. | 

The total inductance of the main circuit depends upon the 
character of the load. Assuming an average railway motor load, 
the inductance may be estimated as about L = 2000 x 107" 
henrys. 

In the present problem the impressed e.m.fs. are not constant 
but depend upon the currents, that is, the sum % + t, where 
1, = shunt field current reduced to the main circuit by the 
ratio of turns. · 

The impressed e.m.f., e, is approximately proportional to the 
magnetic flux Ф, hence less than proportional to the current, in 
consequence of magnetic saturation. "Thus we have 


e = 500 volts for 5000 ampere-turns, 


= 

ord + % = == = 4170 amp. and 

е = 600 volts for 7200 ampere-turns, 
7200 


ort + = то 6000 атар. ; 


hence, 1880 amp. procluce a rise of voltage of 100, or 1 amp. 


100 1 
raises the voltage by 1830 183. 
At 6000 amp. the voltage 00 = 328 volts higher than at 


0 amp., that is, the voltage in the range of saturation between 
500 and 600 volts, when assuming the saturation curve in this 
range as straight line, is given by the equation 
t+ 7, 
18.3 

The impressed e.m.f. of the shunt field is the same, hence, 
reduced to the main circuit by the ratio of turns, a = 1.2 x 10°, 
is 


е = 272 + 





i4 d 
18.3 





e, = (272 + ) 1.2 x 107. 
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Assuming now as standard frequency, f = 60 cycles per sec., 
the constants of the two mutually inductive circuits shown 
ciagrammatically in Fig. 38 are: 











Main Circuit. Shunt Field Circuit. 

Current...........| Татр. à, amp. . 
t+ 4, 1+? 25 

Impressed e.m.f...| e= 272+ 18.3 volts | & = 272+ 1878 1.2X 10 volts 
Resistance........ r= 6ohms | r, = 0.144% 107? ohms 
Induetanee.......| L = 2000X 10-9 henrys | Г, = 126.7X 10~° henrys 
Reactance, 2zjL..| х = 755X107 ohms ' z, = 47.85 1073 ohms 
Mutual inductance M = 115.2 X 10-7? henrys. 
Mutual reactance. tm = 43.5 X 1075 ohms 





This gives the differential equations of the problem as 











1+1 | di di 
972 Econ 755 — ‚ 5 1 
(2+ 153 0.6 4 + 0 55 2 + 0.0435 775 (26) 
and 
5 love ц Et 2) — 014g L 47 di, ; d 27 
12 (272 + ay) = Oli, + 47.852 + 4352. | @7) 
88. Eliminating E from equations (26) and (27) gives 
di, 005 ; ja 
= 0.695 + — 0.0712 7, — 338. (28) 
Equation (23) substituted in (26) gives 
: di By 
1, = 13.07 di + 9.95 4 — 4950. (29) 
Equation (29) substituted in (28) gives 
di, й ; 
== 0.98 57 0.015 2 +15. (30) 
Equation (29) differentiated, and equated with (30), gives 
d'i di ; 
+ 0.828 — + 0.001157 — 1.15 = 0. (31) 


de? do 
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Equation (81) is integrated by 
i = i, H AT“, 
Substituting this in (31) gives 
As fa? — 0.828 а + 0.00115} + {0.00115 4, — 1.15} = 0, 
hence, i, = 1000, A is indefinite, as integration constant, and 
a? — 0.828 а + 0.00115 = 0; 
thus = 0.414 + 0.4126, 
and the roots are 
а, = 0.0014 and а, = 0.827. 
Therefore 
i = 1000 + А6799 + AO, (32) 
Substituting (82) in (29) gives 
i, = 5000 + 9.932 Aye 9 — 0.85 Aye "47, (33) 


Substituting in (32) and (33) the terminal conditions 0 = 0, 
І = 0, and 4, = 4170, gives 


А, + А, = — 1000 and 9.982 4, — 0.85 A, = — 880, 
that is, 
А, = — 156 and A, = — 8H. 
Therefore 
i = 1000 — 156 7? — B44 770 (34) 
and 
4, = 5000 — 1550 € озюне ао е 0076, (85) 


or the shunt field current 7, reduced back to the number of turns 
of the shunt field by the factor a = 1.2 X 10™ is 


i СНА С ЕВ g 000140 4- 0.86 pom. (36) 
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апа the terminal voltage of the machine is 





or, е = 600 — 93.2 « 79949 — 6.8 „— 0878, (87) 


As seen, of the two exponential terms one disappears very 
quickly, the other very slowly. 

Introducing now instead of the angle 0 = 2 zft the time, t, 
gives the main current as 


i = 1000 — 156: 99! — 844 #7889, 
the shunt field current as 

ту = 6 — 1.86 78! + 0.86 #7858, $ (38) 
and the terminal voltage as 

e = 600 — 93.2 7796 — 6.8e7, j 


89. Fig. 39 shows these three quantities, with the time, t, as 
abscissas. 


Seconds 


f=0,01 0.02 0.03 0.04 0.05 0.06 0.07 0.08 e 











i 500 
900 48 
800 46 
mm «А 
600 42 + 
40 5.8 ng [- 4 8 
eee ы || 
Pa 560 
200 54 TLA TA 5 40 
100 5.5 520 
1000 5. 500 
900 48 
80 46 
700 44 
600 4240 
40 а а 
ё =1 2 3 4 5 6 1 8 
Seconds 


Fig. 39. Building-up of over-compounded direct-current generator from 
500 volts no load to 600 volts load. 


The upper part of Fig. 39 shows the first part of the curve 
with 100 times the scale of abscissas as the lower part. As Seen, 
the transient phenomenon consists of two distinctly different 
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periods: first a very rapid change covering a part of the range 
of current or e.m.f., and then a very gradual adjustment to the 
final condition. 

So the main current rises from zero to 800 amp. in 0.01 see., 
but requires for the next 100 amp., or to rise to a total of 900 
amp., about a second, reaching 95 per cent of full value in 2.25 
sec. During this time the shunt field current first falls very 
rapidly, from 5 5 amp. at start to 4.2 amp. in 0.01 sec., and then, 
after a minimum of 4.16 amp., at = 0.015, gradually and very 
slowly rises, reaching 5 amp., or its starting point, again after 
somewhat more than a second. After 2.5 sec. the shunt field 
current has completed half of its change, and after 5.5 sec. 90 
per cent of its change. 

The terminal voltage first rises quickly by a few volts, and 
then rises slowly, completing 50 per cent of its change in 1.2 
sec., 90 per cent in 4.5 sec., and 95 per cent in 5.5 sec. 

Physically, this means that the terminal voltage of the machine 
rises very slowly, requiring several seconds to approach station- 
ary conditions. First, the main current rises very rapidly, at а 
rate depending upon the inductance of the external circuit, to 
the value corresponding to the resistance of the external circuit 
and the initial or no load terminal voltage, and during this 
period of about 0.01 sec. the magnetizing action of the main 
current is neutralized by a rapid drop of the shunt field current. 
Then gradually the terminal voltage of the machine builds up, 
and the shunt field current recovers to its initial value in 1.15 
sec., and then rises, together with the main current, in corre- 
spondence with the rising terminal voltage of the machine. 

It is interesting to note, however, that a very appreciable 
time elapses before approximately constant conditions are 
reached. 

90. In the preceding example, as well as in the discussion of 
the building up of shunt or series generators in Chapter II, the 
e.m.fs. and thus currents produced in the iron of the magnetic 
field by the change of the field magnetization have not been 
considered. The results therefore directly apply to a machine 
with laminated field, but oniy approximately to one with solid 
iron poles. 

In machines with solid iron in the magnetic circuit, currents 
produced in the iron act as a second electric circuit in inductive 
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relation to the field exciting circuit, and the transition period 
thus is slower. 

As example may be considerecl the excitation of a series 
booster with solid and with laminated poles; that is, a machine 
with series field winding, inserted in the main circuit of a feeder, 
for the purpose of introducing into the circuit a voltage propor- 
tional to the load, and thus to compensate for the increasing 
drop of voltage with increase of load. 

Due to the production of eddy currents 1n the solid iron of the 
field magnetic circuit, the magnetic flux density is not uniform 
throughout the whole field section during a change of the mag- 
netic field, since the outer shell of the field iron is magnetized by 
the field coil only, while the central part of the iron is acted upon 
by the impressed m.m.f. of the feld coil and the m.m.f. of the 
eddy currents in the outer part of the iron, and the change of 
magnetic flux density in the interior thus lags behind that of 
the outside of the iron. As result hereof the eddy currents in 
the different layers of the structure differ in intensity and in 
phase. 

A complete investigation of the distribution of magnetism in 
this case leads to a transient, phenom- 
enon in space, and is discussed in 
Section ПІ. For the present purpose, 
where the total m.m.f. of the eddy 
currents is small compared with that / 
of the main field, we can approxi- 
mate the effect of eddy currents in 
the iron by a closed circuit second- 
ary conductor, that is, can assume 
uniform intensity and phase of | - 
secondary currents in an outer layer Tis- 40. Section of a mag- 
of the iron, that is, consider the outer AR ha 
layer of the iron, up to a certain depth, as a closed circuit 
secondary. 

Let Fig. 40 represent a section of the magnetic circuit of the 
machine, and assume uniform flux density. If ® = the total 
magnetic flux, = the radius of the field section, then at a 
distance Г from the center, the magnetic flux enclosed by a 


circle with radius 1 is (2) ®, and the e.m.f. generated in the 


r 
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| 2 
zone at distance | from the center is proportional to (7 ®, that 


; Гү ; 
18,6 = а (7) Ф. The current density of the eddy currents in 


this zone, which has the length 2 zl, is therefore proportional to 


-—- 2 ; 
oris? = p? This current density acts as а m.m.f. upon 


2 пі’ 3 


о 


the space enclosed by it, that is, upon (2) of the total field 


section, and the magnetic reaction of the secondary current at 


. 2 
distance 1 from the center therefore is proportional to 7 (©) , ог 


r 


; р : 
is F -7 Ф, and therefore the total magnetic reaction of the 


f itg 
= G == — Ф, 
0 б 4 


eddy currents is 
At the outer periphery of the field iron, the generated e.m.f. 


b . 
is e, =a, the current density therefore 1, = ib and the 


? 


; C 
magnetic reaction F, = Т Ф, and therefore 
r 
l 
! M 
E 4 74: 


that is, the magnetic reaction of the eddy currents, assuming 
uniform flux density in the field poles, is the same as that of the 


eae Е l 
currents produced in a closed circuit of a thickness "E or one- 


fourth the depth of the pole iron, of the material of the field pole 
and surrounding the field pole, that is, fully induced and fully 
magnetizing. 

The eddy currents in the solid material of the field poles thus 


r 


can be represented by a closed secondary circuit of depth X 


surrounding the field poles. 
The magnitude of the depth of the field copper on the spools 
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is probably about one-fourth the depth of the field poles. Assum- 
ing then the width of the band of iron which represents the 
eddy current circuit as about twice the width of the field coils 
— since eddy currents are produced also in the yoke of the 
machine, ete. — and the conductivity of the iron as about 0.1 
that of the field copper, the effective resistance of the eddy 
current circuit, reduced to the field circuit, approximates five 
times that of the field circuit. 

Hence, if r, = resistance of main field winding, т, = 57, = 
resistance of the secondary short circuit which represents the 
eddy currents. 

Since the eddy currents extend beyond the spacé covered by 
the field coils, and considerably down into the iron, the self- 
inductance of the eddy current circuit is considerably greater 
than its mutual inductance with the main field circuit, and thus 
may be assumed as twice the latter. 

91. As example, consider a 200-kw. series booster covering 
the range of voltage from 0 to 200, that is, giving a full load 
value of 1000 amperes at 200 volts. Making the assumptions 
set forth in the preceding paragraph, the following constants 
are taken: the armature resistance — 0.008 ohms and the 
series field winding resistance = 0.004 ohm; hence, the short 
circuit — or eddy current resistance — r, = 0.02 ohm. Further- 
‘more let М = 900 x 107° henry = mutual inductance between 
main field and short-circuited secondary; hence, £m = 0.34 ohm 
= mutual reactance, and therefore, assuming a leakage flux of 
the secondary equal to the main flux, L, = 1800 x 10-° henry 
and 2, = 0.68 ohm. 

The booster is inserted into a constant БЕДИ circuit of 550 
volts, so as.to raise the voltage from 550 volts no load to 750 
volts at 1000 amperes. 

The total resistance of the circuit at full load, including main 
circuit and booster, therefore is r = 0.75 ohm. 

The inductance of the external circuit may be assumed as 
L = 4500 х 107° henrys; hence, the reactance at f = 60 cycles 
per sec. ls 2 = 1.7 ohms. The impressed e.m.f. of the circuit is 
e = 550 + е, e& being the e.m.f. generated in the booster. 
Since at no load, for  — 0, e' = 0, and at full load, for т = 1000, . 
&' = 200, assuming a straight line magnetic characteristic or 
saturation curve, that is, assuming the effect of magnetic satura- 
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tion as negligible within the working range of the booster, we 
have 
= 550 + 0.2 (t + %,). 


This gives the following constants: 









Main Circuit. Eddy Current Circuit. 















Ошггепф.............. iam ?, amp. 








Impressed e.m.f...... 6: 530--0. 2 (1+4) volts. 0 volts. 
Resistance........... r=0.75 ohm. = 0.02 ohm. 
Inductance.......... L=4500X 1079? henrys. L= 1800 Х 107% henrys. 
Reactance...........| $1.7 ohms. 2,=0.68 ohm. 

Mutual inductance... M= 900 х 107 henrys. 







Mutual reactance... Xm = 0.34 ohm. 





This gives the differential equations of the problem as 


550 — 0.557 + 0.24, — 17 - 0.34 са ag (39) 
and 
di di, 
0.024, + 0.3477 + 06877 = (40) 
Adding 2 times (39) to (40) gives 
di 
1100 — 1.16 + 0.427, — 3.06 F = 0, (41) 
or i, 7.28 + 2.62 t — 2620, (42) 
herefrom: 0.021, = 0.1456 T + 0.0524 4 — 52.4, (43) 
di, d* di 
as 4 
and 0.68 — 2 49577 + 1.78 35 (44) 
‘substituting the last two equations into (40), 
d di 
Аз ы = 6 = 
di -- 0.458 di + 0.0106 7 — 10.6 = 0. (45) 
If i = i + Ағ“, (46) 
then 


Де“ (a? — 0.458 а + 0.0106) + 0.0106 7, — 10.6 = 0. 
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As transient and permanent terms must each equal zero, 
= 1000 and а2— 0.458 a + 0.0106 = 0, 
wherefrom a = 0.229 + 0.205; 
the roots are а, = 0.024 and a, = 0.434; 


then we have 
t= 1000 -+ Age et Ма (47) 


and 
EDADA E вае (48) 


With terminal conditions 0 = 0,7 = 0, and т, = 0, 
А, = — 188 and A, = — 817. 
Ifo = 2; zfi = 377.5, we have 


i = 1000 — 188 e- 9! 817 г“, | 
A = — 450 0:072 Ра ши (49) 
and e = T50 Тот — 737i, 








_ 550 
0.08 0,03 0.04 0.05 0.06 „07 9.08 0.09 0.10 
Seconds 


Fig. 41. Building up of feeder voltage by series booster. 


In the absence of a secondary circuit, or with laminated field 
poles, equation (39) would assume the form 7, = 0, or 


di 


550 + 0.24 = 0758 + 172: (50) 
di 

hence, d^ 0.323 (1000 — 4) 

and . t= 1000 (1 — 27°89). 


or i = 1000 (1 — г | 


апа e = 750 — 200 2, (51) 
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that is, the e.m.f., e, approaches final conditions at a more rapid 


rate. 
Fig. 41 shows the curves of the e.m.f., e, for the two conditions, 
namely, solid field poles, (49), and laminated field poles, (51). 


(B) MUTUAL INDUCTANCE IN CIRCUITS CONTAINING SELF- 
INDUCTANCE AND CAPACITY. 


92. The general eqations of such a pair of circuits, (1) and 
(2), differentiated to eliminate the integral give 


de, ; T at, d^, 


40 = qu + ТЕЛ" T, d? pue САРТ (52) 
апа 

де , di, di, at 

48 7h + 7з ду + Ba ду + Om ду) (63) 


and the potential differences at the condensers, from (1) and (2), 
are 


n : di da 
€, = x, f ад = е, — Т, — ot pe 2252 (54) 


and 


e, = Lp, fi 40 = e, — т, — 2,9 = „©з. (55) 
If now the impressed e.m.fs., e, and e,, contain no transient 
term, that is, if the transient values of currents 1, and 1, exert 
no appreciable reaction on the source of e.m.f., and if 7,’ and 1,’ 
are the permanent terms of current, then, substituting 7,’ and 
i, in equations (52) and (53), and subtracting the result of this 
substitution from (52) and (53), gives the equations of the 
transient terms of the currents т, and t, thus: 


di, Fig tin 
and 
di, dh, a, 
0 = Leahy + Т» 240. = + 2 2 de? + Em TE ( (57) 


de, 
If the impressed e.m.fs., e, and e, are constant, de Mund des = 2 
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equal zero, and equations (52) and (53) assume the form (56) 
and (57); that is, equations (56) and (57) are the differential 
equations of the transient terms, for the general case of any 
e.m.fs., e, and e, which have no transient terms, and are the 
general differential equations of the case of constant impressed 
e.m.fs., e, and e,. 


From (56) it follows that 
Wy oni r uh. 
map а р gg 


Differentiating equation (57) twice, and substituting therein 
(58), gives 


(58) 


(2,2, — DE POD ae ET s (Xm dq Lati + пу i 


+ (2,7, + 2, ne 28 T.U, = 0. | (59) 


This is a differential equation of fourth order, symmetrical in 
T T£ and r,z,z,, which therefore applies to both currents, 
т and t, 

The expressions of the two currents 2, and 2, therefore differ 
only by their integration constants, as determined by the ter- 
minal conditions. 

Equation (59) is integrated by 

$ = A: (60) 


and substituting (60) in (59) gives for the determination of the 
exponent a the quartic equation 
(у, 0,0) а — (ra Erw + (x, x, + xum + т )а 
— (2,7, Lest) @ + бабе = 0, 





or 
P 7,2, + Tu а + 1.2, + Хеда + Tl MP 
2 
dd cx Lily — Lm 
LT Daf E T 
— Bala Te ЖО as (61) 


The solution of this quartic equation gives four values of a, 
and thus gives 
i = Ај w+ А “79 Ag + Ag ™. (62) 


У 
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_ The roots, a, may be real, or two real and two imaginary, or 
all imaginary, and the solution of the equation by approxima- 
tion therefore is difficult. 

In the most important case, where the resistance, 7, is small 
compared with the reactances z and z, — and which is the only 
case where the transient terms are prominent in intensity and 
duration, and therefore of interest — as in the transformer and 
the induction coil or Ruhmkorff coil, the equation (61) can be 
solved by a simple approximation. | 

In this case, the roots, a, are two pairs of conjugate imaginary 
numbers, and the phenomenon oscillatory. 

The real components of the roots, a, must be positive, since 
the exponential 27% must decrease with increasing б. 

The four roots thus can be written: 


Q, = а, — 18 


a, = а, + 18; (63) 
A, = A, — 18 
а; = а, as 18 


where а and д аге positive numbers. - 

In the equation (61), the coefficients of а? and а are small, 
since they contain the resistances as factor, and this equation 
thus can be approximated by 





ai + eye uar. eit en ;70; (64) 
2, — X Lyla — Lin 
henee, 
2 оз ` 
аё = — 1 Lote из Te E (85 + Za) = 4 Tees = | : (65) 
2 ( х — Та у Wu — Lm { 





that is, а? is negative, having two roots, 
5 | ~ em 2 
b —— p? and b, = — 8,. 
This gives the four imaginary roots of a as first approximation: 


а= + | 


+ }8,. (66) 
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Па, а, а, a, are the four roots of equation (61), this equation 
can be written 
F (a) == (а— a) (a s а,) (а э a.) (a mE a4) si 0; 
or, substituting (63), 
F (a) = | (a = a) + 22) { (а TE a, + 8j] = 0, (67) 
and comparing (67) with (61) gives as coefficients of a? and of a, 
2 (a, + œ) = па T Pes 
тж == ль 
and (68) 
2 (лав + а) = P ай, 
d depo 
and since 8," and 8, are given by (65) and (66) as roots of equa- 
tion (64), a, а,, Bu Êa and hereby the four roots a,, а„ а, a, of 
equation (61) are approximated by (64), (65), (66), (68). 

The integration constants А,, A, A, A, now follow from the 
terminal conditions. 

93. As an example may be considered the operation of an 
induetorium, or Ruhmkorff coil, by make and break of a direct- 
current battery circuit, with a condenser shunting the break, in 
the usual manner. 

Let e, = 10 volts = impressed emf.; т,=04 ohm = 
resistance of primary circuit, giving a current, at closed circuit 
and in stationary condition, of i= 25 amp.; r,= 0.2 ohm = 
resistance of secondary circuit, reduced to the primary by the 
square of the ratio of primary + secondary turns; х, = 10 ohms 
= primary inductive reactance; 2, = 10 ohms = secondary 
inductive reactance, reduced to primary; x, = 8 ohms = mutual 
inductive reactance; х, = 4000 ohms = primary condensive 
reactance of the condenser shunting the break of the interrupter 
in the battery circuit, and =, = 6000 ohms = secondary 
condensive reactance, due to the capacity of the terminals and 
the high tension winding. 

Substituting these values, we have 


е, = 10 volts ћу = 25 amp. 
= 4000 ohms 


т, = Ооп z, = Юон z, 
т, = 0.2ohm х=, = lO0ohms =, = 6000 ohms 


(69) 


Lm = 8 ohms. 


ves. 
= 
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These values in equation (61) give 
f (а) = а— 0.107 а + 2780 а — 89 а + 667,000 = 0, (70) 


and in equation (64) they give 
Ff, (а) = а* + 2780 a? + 667,000 =0 


and a? = — (1890 + 1125) 

= —2515, 
or = — 265; 
hence, f, = 50.15 
and Ё, = 16.28. 
From (68) it follows that 

a, + a, = 0.0838 
and 205 а; + 2515 a, = 44.5; 
hence, су = 0.078, 

a, = 0.010. 


Introducing for the exponentials with imaginary exponents the 
trigonometric functions give 
d, == 679089) А, cos 50.15 0 + A, sin 50.15 0} 
+ 2—90 B. cos 16.28 0 + В, sin 16.28 0| 
i, = 27 999? (C. cos 50.15 0 + C, sin 50.15 0} ue 
+ e= outi D. cos 16.28 0 + D, sin 16.28 0], 


where the constants C and D depend upon A and B by equations 
(56), (57), or (58), thus: 
Substituting (71) into (58), 


хк a 2 
d") | 4000 EA 048 + 10 Ëh 


87 d de 


= 0 (58) 
gives an identity, from which, by equating the cocfficients of 
2798 cos 50 and «7^ sin 50 to zero, result four equation, in the 
coefficients 
4, B, C, D, 
A, B, C, Ds, 








166 TRANSIENT PHENOMENA 


from which follows, with sufficient approximation, 


A, =e 0.95 61 
А, = — 0.98 С, 
72 
B, = + 1.57 D,; 
hence, 
i — 0.96 “0089 C, cos 50.15 0 + C, sin 50.15 01 (78) 


+ 1.57 «7999?! D, cos 16.28 0 + D, sin 16.28 0| 
and substituting (71) and (73) in the equations of the condenser 
potential, (54) and (55), gives 
ё = 10 + 79 879? (C. сов 50.15 0 — С, sin 50.150] 

— 8850 D, cos 16.28 0 — D, sin 16.28 01 
(74) 
e, = 118 e^ 9°91 C, cos 50.15 0 — C, sin 50.15 0] 
+ 367 «“ 00001), cos 16.28 0 — D, sin 16.28 01 


94. Substituting now the terminal conditions of the circuit: 

At the moment where the interrupter opens the primary 

circuit the current in this circuit is ?, = ^ – 25 amp. The 
r 


1 
condenser in the primary circuit, which is shunted across the 


break, was short-circuited before the break, hence of zero poten- 
tial difference. The secondary circuit was dead. This then 
gives the conditions 0 = 0; 1, = 25, t = 0, e’ = 0, and e/ = 0. 
Substituting these values in equations (71), (73), (74) gives 
25 = — 0.95 С, + 1.58 D, 
0 = Cr+ D 
0 = 10 + 79 C, — 385 D, 
0 = 118С, + 367 Р, 


hence 
C, = — 10 
С, = — 0.05 0 
D, = + 10 
D, = + 0.016 2 0, 


eer 
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and 

ty = 9.6 27900 cos 50.15 0 + 15.7 2-9 соз 16.28 0 

= —10 «7999? cos 50.15 0 + 10 e^ 99 cog 16.28 0 

ё! = 10 + 790 e=? sin 50.15 0 + 3850 «900 вір 16.28 0 
e, = 1180 «7999? sin 50.15 0 — 3670 є- 9 sin 16.28 0 


(75) 


Approximately therefore we have 
ty = 9,6 27 9 cog 50.15 0 + 15.7 г“ 9? cos 16.28 0 
„= — 10 {702 cos 50.15 0 = «7*9? cos 16.280 | 
e” = 3850 c^??? sin 16.28 0 
e = — 3670 е7 9908 sin 16.28 0. 


The two frequencies of oscillation are 3009 and 977 cycles 
per sec., hence rather low. 

The secondary terminal voltage has a maximum of nearly 
4000, reduced to the primary, or 400 times as large as eorrc- 
sponds to the ratio of turns. 

In this particular instance, the frequency 3009 is nearly 
suppressed, and the main oscillation is of the frequency 977. 


CHAPTER XI. 


GENERAL SYSTEM OF CIRCUITS, 


(A) CIRCUITS CONTAINING RESISTANCE AND INDUCTANCE 
ONLY. 


95. Let, upon a general system or network of circuits con- 
nected with each other directly or inductively, and containing 
resistance and inductance, but no capacity, a system of e.m.fs., 
e, be impressed. These e.m.fs. may be of any frequency or 
wave shape, or may be continuous or anything else, but are 
supposed to be given by their equations. They may be free of 
transient terms, or may contain transient terms depending upon 
the currents in the system. In the latter case, the dependency 
of the e.m.f. upon the currents must obviously be given. 

Then, in each branch circuit, 

di q 
e- ri- LẸ- Ss MSS = ; (1) 
where е = total impressed e.m.f.; т = resistance; L = induc- 
tance, of the circuit or branch of circuit traversed by current т, 
and M, = mutual inductance of this circuit with any circuit in 
inductive relation thereto and traversed by current +. 

The currents in the different branch circuits of the system 

depend upon each other by Kirchhoff's law, 


yi=0 (2) 
at every branching point of the system. 

By equation (2) many of the currents ¢an be eliminated by 
expressing them in terms of the other currents, but a certain 
number of independent currents are left. 

Let » = the number of independent currents, denoting these 
currents by ?,, where « = 1, 2,...п. (3) 

Usually, from physical considerations, the number of inde- 


pendent currents of the system, n, can immediately be given. 
168 


{ 


x 
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For these n currents ?,, n independent differential equations 
of form (1) ean be written down, between the impressed e.m.fs. 
€, or their combinations, and currents which are expressed by 
the n independent currents te They are given by applying 
equation (1) to & closed circuit or ring in the system. 

These equations are of the form 


"n 


hos Y bti- Ў, сай = 


(4) 


where jm y goi 


where the n? coefficients 5,2 are of the dimension of resistance (5) 
and the v? coefficients с, of the dimension of inductance. 
These n simultaneous differential equations of n variables 1, 
are integrated by the equations 
m 
i-4/4 $4 ArT, (6) 
1 
where 7,’ is the stationary value of current +,, reached fort = o. 
Substituting (6) in (4) gives 
З aa? E а UU i QN . к — Оі < 0 
& – 2 b. Ш>: Ce nee b, M Are tM C, 


Dy: aA ret NS 0. (7) 
1 
For # = o, this equation becomes 
icc oii у nee ud. (8) 
q А к к : к dt 


These n equations (8) determine the stationary components 


of the n currents, t. 
Subtracting (8) from (7) gives, for the transient components 


of currents t, 
m 
if! = Di ARTS, (9) 
1 


the n equations 


m 


3 S А кет ot — > а Ут аА“ =0. (10 
> ub no 2 C > а, € ( ) 
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Reversing the order of summation in (10) gives 


n 


ec дефа aan = 0. (11) 


1 


The equations (11) must be identities, that is, the coefficients 
of e ^^? must individually disappear. Each equation (11) thus 
gives m equations between the constants a, A, b, c, for 4 = 1, 
2,... m, and since л equations (11) exist, we get altogether mn 
equations of the form 


n 


> A} (Da SES a,0,7) TE 0, 
Е (12) 
where 


q =1,2,3,...n and i=1,2,3,...m. 


In addition hereto, the n terminal conditions, or values of 
current 7," fort = 0: 2, give by substitution in (9) n further 
equations, 


id= Se Af. (18) 


1 


There thus exist (mm + n) equations for the determination 
of the mn constants А“ and the m constants a; or altogether 
(mn + т) constants. That is, | 


т = т (14) 
n 
and ће, = +; + >: AF eTa (15) 
: m 
where У“ Af фа — ai) = 0; (16) 
1 
25 Af = 6; (17) 
1 а 
q=1,2,. , 
к=] уљу, (18) 
and Р РТ 


#4 
РЕ 
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Each of the n sets of n linear homogeneous equations in 


Af (16) which contains the same index 1 gives by elimination 


of A7 the same determinant: 


ИЯ 2__ 2 рз 3 n n 
5.01, 52-а, 0-а ...0%—06, 


Се 2 2 3 3 no n 
b — at, b,2—ac,’, b ae ...b,"—a,¢, 


[b — ac] = bt —a,c,, ђр—аса, 02-а... b — ac” |=0. (19) 


Da — ас b? — ас b—ac?...b"—ac? 

Thus the n values of а; are the n roots of the equation of nth 
degree (19), and determined by solving this equation. 

Substituting these n values of a, in the equations (16) gives 

n? linear homogeneous equations in Аг, of which n (n — 1) are 
ш equations, and these n (в. — 1) independent equa- 
tions together with the n equations (17) give the n? linear 
equations required for the determination of the т? con- 
stants А“. 

The problem of determining the equations of the phenomena 
in starting, or in any other way changing the circuit conditions, 
in a general system containing only resistance and inductance, 
with n independent currents and such impressed e.m.fs., e, 
that the equations of stationary condition, 


te = Se (0), 


can be solved, still depends upon the solution of an equation of 
nth degree, in the exponents a; of the exponential functions 
which represent the transient term. 

96. As an example of the application of this method may 
be considered the following case, sketched diagrammatically in 
Fig. 42: 

An alternator of e.m.f. E cos (0 — 0,) feeds over resistance 
т, the primary of a transformer of mutual reactance zm. The 
secondary of this transformer feeds over resistances т, and 7; 
the primary of a second transformer of mutual reactance Tmo, 
and the secondary of this second transformer is closed by resist- 
ance r, Across the circuit between the two transformers and 
the two resistances T, and та, is connected a continuous-current 
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e.m.f., ве, as a battery, in series with an inductive reactance 2. 
The transformers obviously must be such as not to be saturated 
magnetically by the component of continuous current which 
traverses them, must for instance be open core transformers. 


їз 54 





A ЈА 


Fig. 42. Alternating-current circuit containing mutual and self-inductive 
reactance, resistance and continuous e.m.f. 


Let 5, ta, Т, ta t, = currents in the different circuits; then, at 
the dividing point P, by equation (2) we have 
Ta + 1, үк, ty = 0; 
hence, % = 1, — d, (20) 


leaving four independent currents t, %,, у Tg 
This gives four equations (4): 


E cos (0 — 0) — ryt, — € = 0, 

: di, di, di, 

Eq ri — tm Ge (FE — 20) = 0, | 
di, (di, di, (21) 
зд (8—0) o 
апа 
| 11 
Тїз — Tmo i 0. 


If now 7,’, 5,7, Га, 1 are the permanent terms of current, by 
substituting these into (21) and subtraction, the equations of 
the transient terms rearranged are: 
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q: к= 1 2 3 4 
1 ТҮЙ + A | =0, | 
2 agg Er baa – 228 == (), 
3 —2 ЕТЕ + 90, NE 
4 Em Te am Un =(), | 
These equations integrated by 
LU = De Agere (23) 
1 


give for the determination of the exponents а; the determinant 
(19): 


т, — aly, 0 0 
— ах, T, — ах аз 0 
n 2 | == 0; (24) 
0 ax т — ат а у 
0 0 — AW, T, 


or, resolved, . 


/ = Cy Emy + OU (Cnty + Emit) — @ (rg, + Жтт) 


— arr, (Т, + 73) + rrr, = 0. (25) 
Assuming now the numerical values, 

r= 1 Lm = 10 

r,= 1 Emo = 10 

r= 1 2 = 100 (26) 
r, = 10 

equation (25) gives 
f= a + Па — 0110 — 024 + 0.001 = 0. (975. 


The sixteen coefficients, 
Af, +=12,84 k= 1,2,3, 4, 


are now determined by the 16 independent linear equations (12) 
and (18). 
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(B) CIRCUITS CONTAINING RESISTANCE, SELF-IN DUCTANCE, 
MUTUAL INDUCTANCE AND CAPACITY. 
97. The general method of dealing with such a system is the 
same as in (A). 
Kirehhoff's equation (1) is of the form 


di dis 1 p. 
ет 5° №0 | 40-0, (28) 


Eliminating now all the currents which can be expressed 
in terms of other currents, by means of equation (2), leaves 
n independent currents: 


k =], 2... M 


Substituting these currents 7, in equations (28) gives n inde- 
pendent equations of the form 


n 


— р. — M € Ts : [5 di = 0. (29 
% > >, Е zr - Jx ? ) 
Resolving these equations for | i, dt gives 


e = = fie dt = Ye + Уы + 5:9 (80) 


as the equations of the potential differences at the condensers. 
Differentiating (29) gives 





bj, "—— — E 
—o— Sie 027, — У к ба—= — У к 0,9 —=0 (31) 
dt > 2 di ^4 de >? 

where q=1,2,... n 


By the same reasoning as before, the solution of these equa- 
tions (81) can be split into two components, a permanent term, 


= f (8, (32) 


and a transient term, which disappears for t = œ, and is given 
by the n simultaneous differential equations of second order, 
thus : 


a ( E di, d) 
Y TE uo ren (33) 


1 





it 


s 


у 
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These equations are integrated by 


m 


be = Dy АС, (34) 
1 
Substituting (84) in (83) gives 
X. Браном foe abat atol, (85) 
г 4 y, 

where 0 = 1, 2,...п, 
Та (86) 

and 1 = 1, 2,...т. 


Reversing in these т equations the order of summation, 


У; ea >" A; ја S a,b! T aret | = 0, (37) 
1 1 
and this gives, as identity, the mn equations for the determina- 


tion of the constants: 


2, Af ҮТ — ара + ac? | e 
1 (38) 
where 

0 = 1,2,...п and +=1,2,...т. 

In addition to these mn equations (38), two sets of terminal 
conditions exist, depending respectively on the instantaneous 
current and the instantaneous condenser potential at the moment 
of start. 

The current is 


ie = tl + Di А“ | (39) 
1 


and the condenser potential of the circuit q is 


n 


т di, 


e = Y. s: fs. di = e, - 5, = s i (40) 


hence, for t = 0, 
UN xd te + > As, (41) 
1 
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where к=1]1,9,...%, 
| n n di? 
and &9 =e — У «b 4 — коб, 42) 
q а > K K > к dt ( 
where, q=1,2... n; 


or, substituting (39) in (40), and then putting і = 0, 


= di,’ 
б? sje -Sk f bai -—¢f — 1 
А > di $d, 


Se Ss AsO — а). (3) 
1 


1 





=0 


As seen, in (41) and (13), the first term is the instantaneous 
value of the permanent current 2’, and condenser potential е. 

These two sets of n equations each, given by the terminal 
conditions of the current, 7’, = 1,9 (12), and condenser potential, 
e, = e, (43), together with the mn equations (38), give a total 
of (mn + 2 n) equations for the determination of the mn con- 
stants 4,* and the m constants a; that is, а total of (mn + m) 
constants. 

From 

Я тп + 2 = тп + т 

it follows that 


n = Әһ. (44) 


We have, then, 2 л constants, a; giving the coefficients in the 
exponents of the 27 exponential transient terms, and 2 т? 
coefficients, А“, and for their determination 2n? equations, 


n 


Je As (9, Da ao?! T аге) i 0, (45) 
1 
n equations, 
кө у (46) 
1 


and n equations, 
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n 


where kp = [е — M gd | a a ; (48) 
1 t=a 


or the difference between the condenser potential required by 
the permanent term and the actual condenser potential at time 
і = 0, where 


q = 1, 2,3,...n, 
K = 1, 2,3,... n, | (49) 
and НЕЕ Г 


Eliminating А,“ from the equations (45) gives for each of the 
2 n sets of n equations which have the same a; the determinant: 


|19, БЕ афа as 2204 = 


1 2,1 2 ? 2,2 у 
gè — ab, "а; ĉis 01 –ађу traje, 165 g," — аб - afe, 
1 1 2,4 2 2 253 24! 
02-03 аге, gà ab? -rafc?, ... ду —абу afe, 
| A1 1 24,1 2 2 272 2 m 
9з – ар, Taj Cs › Ys — ада +a; су, S EAE gs" — абу + ages" = (), (50) 
1 1 2,1 2 2 253 п n Za 
Mm —ab, +a; Cy , In — ар +0; Су ) + с • In —ajb, +0; Cy, 


The 2 values of а; thus are the roots of an equation of 2 nth 
order. 

Substituting these values of a; in equations (45), (46), (47), 
leaves 2n (n — 1) independent equations (45) and 2 inde- 
pendent equations (46) and (47), or a total of 2 ^ linear equa- 
tions, for the determination of the 2 n? constants A7, which now 
can easily be solved. 

The roots of equation (50) may either be real or may be com- 
plex imaginary, and in the latter case each pair of conjugate 
roots gives by elimination of the imaginary form an electric 
oscillation. 

That is, the solution of the problem of » independent circuits 
leads to n transient terms, each of which may be either an 
oscillation or a pair of exponential functions. 

98. The preceding discussion gives the general method of the 
determination of the transient phenomena occurring in any 
system or net work of circuits containing resistances, self-induc- 
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tances and mutual inductances and capacities, and impressed and 
counter e.m.fs. of any frequency or wave shape, alternating or con- 
tinuous. 

It presupposes, however, 

(1) That the solution of the system for the permanent terms 
of currents and e.m.fs. is given. 

(2) That, if the impressed e.m.fs. contain transient terms 
depending upon the currents in the system, these transient 
terms of impressed or counter e.m.fs. are given as linear functions 
of the currents or of their differential coefficients, that is, the 
rate of change of the currents. 

(3) That resistance, inductance, and capacity are constant 
quantities, and for instance magnetic saturation does not appear. 

The determination of the transient terms requires the solution 
of an equation of 2 nth degree, which is lowered by one degree 
for every independent circuit which contains no capacity. 

Thus, for instance, a divided circuit having capacity in either 
branch leads to a quartic equation. A transmission line loaded 
with inductive or non-inductive load, when representing the 
capacity of the line by a condenser shunted across its middle, 
leads to a cubic equation. 


CHAPTER XII. 


MAGNETIC SATURATION AND HYSTERESIS IN ALTERNAT- 
ING-CURRENT CIRCUITS. 


99. If an alternating e.m.f. is impressed upon a circuit con- 
taining resistance and inductance, the current and thereby the 
magnetic flux produced by the current assume their final or 
permanent values immediately only in case the circuit is closed 
at that point of the e.m.f. wave at which the permanent current 
is zero. Closing the circuit at any other point of the e.m.f. wave 
produces a transient term of current and of magnetic flux. So 
for instance, if the circuit is closed when the current 7 should 
have its negative maximum value —J,, and therefore the 
magnetic flux and the magnetic flux density also be at their 
negative maximum value — Ф, and — ®,—that is, in an 
inductive circuit, near the zero value of the decreasing e.m.f. 
wave — during the first half wave of e.m.f. the magnetic flux, 
which generates the counter e.m.f., should vary from — Ф, to 
+ Ф, or by 2 Фе; hence, starting with 0, to generate the same 
counter e.m.f., it must rise to + 2 ®,, that is, twice its permanent 
value, and so the current 7 also rises, at constant inductance L, 
from zero to twice its maximum permanent value, 21. Since 
the e.m.f. consumed by the resistance during the variation from 
О to 27, is greater than during the normal variation from — J, 
to + I, less e.m.f. is to be generated by the change of magnetic 
flux, that is, the magnetic flux does not quite rise to 2 P, but 
remains below this value the more, the higher the resistance of 
the circuit. During the next half wave the e.m.f. has reversed, 
but the current is still mostly in the previous direction, and the 
generated e.m.f. thus must give the resistance drop, that is, the 
total variation of magnetic flux must be greater than 2 Ф, 
the more, the higher the resistance. That is, starting at a value 
somewhat below 2 Ф,, it decreases below zero, and reaches a 
negative value. During the third half wave the magnetic flux, 
starting not at zero as in the first half wave, but at a negative 
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value, thus reaches a lower positive maximum, and thus grad- 
ually, at a rate depending upon the resistance of the circuit, the 
waves of magnetic flux Ф, and thereby current +, approach their 
final permanent or symmetrical cycles. 

100. In the preceding, the assumption has been made that 
the magnetic flux, Ф, or the flux density, ®, is proportional to 
the current, or in other words, that the inductance, L, is con- 
stant. If the magnetic circuit interlinked with the electric 
circuit contains iron, and especially if it is an iron-clad or closed 
magnetic circuit, as that of a transformer, the current is not 
proportional to the magnetic flux or magnetic flux density, but 
increases for high values of flux density more than proportional, 
that is, the flux density in the iron reaches a finite limiting value. 
In the case illustrated above, the current corresponding to 
double the normal maximum magnetic flux, Ф, or flux density, 
®,, may be many times greater than twice the normal maximum 
current, Г. For instance, if the maximum permanent current 
is J, = 4.5 amperes, the maximum permanent flux density, 
G, = 10,000, and the circuit closed, as above, at that point of 
the e.m.f. wave where the flux density should have its negative 
maximum, — G, = — 10,000, but the actual flux density is 0, 
during the first half wave of e.m.f., the flux density, when 
neglecting the resistance of the electric circuit, should rise from 
0 to 28, = 20,000, and at this high value of saturation the 
corresponding current maximum would be, by the magnetic 
eycle, Fig. 43, 200 amperes, that is, not twice but 44.5 times 
the normal value. With such excessive values of current, the 
e.m.f. consumed by resistance would be in general considerable, 
and the e.m.f. consumed by inductance, and therefore the 
variation of magnetic flux density, considerably decreased, that 
is, the maximum magnetic flux density would not rise to 20,000, 
but remain considerably below this value. The maximum 
current, however, would be still very much greater than twice 
the normal maximum. That is, in an iron-clad circuit, in start- 
ing, the transient term of current may rise to values relatively 
very much higher than in air magnetic circuits. While in the 
latter it is limited to twice the normal value, in the iron-clad cir- 
cuit, if the magnetic flux density reaches into the range of mag- 
netic saturation, very much higher values of transient current are 
found. Due to the far greater effect of the resistance with such 
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excessive values of current, the transient term of current during 
the first half waves decreases at a more rapid rate; due to the 
lack of proportionality between current and magnetic flux 
density, the transient term does not follow the exponential law 
any more. | 

101. In an iron-clad magnetic circuit, the current is not only 
not proportional to the magnetic flux density, but the same 
magnetic flux density can be produced by different currents, or 
with the same current the flux density can have very different 
values, depending on the point of the hysteresis cycle. Therefore 
the magnetic flux density for zero current may equal zero, or, on 
the decreasing branch of the hysteresis cycle, Fig. 48, may be 
+ 7600, or, on the increasing branch, — 7600. Thus, when 
closing the electric circuit energizing an iron-clad magnetic 
circuit, as a transformer, at the moment of zero current, the 
magnetic flux density may not be zero, but may still have a high 
value, as remanent magnetism. For instance, closing the 
circuit at the point of the e.m.f. wave where the permanent 
wave of magnetic flux density would have its negative maximum 
value, — ®, = — 10,000, the actual density at this moment may 
ре ®. = + 7600, the remanent magnetism of the cycle. During 
the first half wave of impressed e.m.f. the variation of flux 
density by 2 G,, as required to generate the counter e.m.f., when 
neglecting the resistance, would bring the positive maximum of 
flux density up to 8, + 2 8, = 27,600, requiring 1880 amperes 
maximum current, or 420 times the normal current. Obviously, 
no such rise could occur, since the resistance of the circuit would 
consume a considerable part of the e.m.f., and so lower the flux 
density by reducing the e.m.f. consumed by inductance. 

It is obvious, however, that excessive values of transient 
current may occur in transformers and other iron-clad magnetic 
circuits. 

102. When disconnecting a transformer, its current becomes 
zero, that is, the magnetic flux density is left at the value of the 
remanent magnetism + @,, and during the period of rest more 
or less clecreases spontaneously towards zero. Hence, in con- 
necting a transformer into circuit its flux density may be any- 
where between + @, and —@, The maximum magnetic flux 
density during the first half cycle of impressed e.m.f. therefore is 
produced if the circuit is closed at the moment where the per- 


182 TRANSIENT PHENOMENA 


manent value of the flux density should ђе a maximum, + Фе 
and the actual density in this moment is the remanent magnetism 
in opposite direction, F @,., and the maximum value of 
density which could occur then is + (8, + 26). If therefore 
the maximum magnetic flux density Ф, in the transformer is 
such that G, + 2 @, 15 still below saturation, the transient term 
of current cannot reach abnormal values. At @ = 16,000, the 
flux density is about at the bend of the saturation curve, and 
the current still moderate. Estimating в, = 0.75 @, as approx- 
imate value, ®,. + 2 @, = 16,000 thus gives @ = 5800, or 
37,500 lines of magnetic flux per square inch. 

Such low maximum density is uneconomical. However, for 
B, = 0, which probably more nearly represents the starting 
conditions of a transformer, which has been disconnected for 
some time, the limit is B, = 8,000 or 51,600 lines per square 
inch, and at least, at 60 cycles, in well designed transformers, 
the maximum densities do not very much exceed this value. 
With a large starting current, not only the resistance of the cur- 
rent consumes voltage, but the self-inductive or leakage flux of 
the transformer, which is essentially an air flux, and as such not 
limited by saturation, also consumes voltage. Furthermore, 
the terminal voltage usually, more or less, drops by the impedance 
between transformer and generating system, and as a result, at 
least in 60 cycle circuits, this phenomenon is not serious. 

103. Since the relation between the current, 7, and the mag- 
netic flux density, 8, is empirically given by the magnetic cycle 
of the material,and cannot be expressed with sufficient accuracy 
by a mathematical equation, the problem of determining the 
transient starting current of a transformer is investigated by 
constructing the curves of current and magnetic flux density. 

Let the normal magnetic cycle of a transformer be represented 
by the dotted curve in Figs. 43 and 44; the characteristic points 
are: the maximum values, + ®, = + 10,000; the remanent 
values, + &, = + 7600, and the maximum exciting current, 
im = + 4.5 amp. 

At very high values of flux density an appreciable part of the 
total magnetic flux Ф may be carried through space, outside of 
the iron, depending on the construction of the transformer. 
The most convenient way of dealing with such a case is to 
resolve the magnetic flux density, @, in the iron into the “metallic 
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Magnetic cycle of a transformer starting with low stray field. 
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Fig. 44. Magnetic cycle of a transformer starting with high stray field. 
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flux density," @’ = & — #, which reaches a finite limiting 
value, and the density in space, 3€. The total magnetic flux 
then consists of the flux carried by the molecules of the iron, 
Ф' = A'G', where A’ is the section of the iron circuit, and the 
space flux, Ф” = A"3e, where A" is the total section interlinked 
with the electric circuit, including iron as well as other space. 


$— Ф + o" = A'R + А”. 
If then A” = kA’, that is, the total space inside of the coil is 
k times the space filled by the iron, we have 
Ф = A’ (8 + kac), 
or the total magnetic flux even in a ease where considerable 
stray field exists, that is, magnetic flux can pass also outside of 
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Fig. 45. Starting current of a transformer. Low stray field. 


the iron, can be calculated by considering only the iron section 
as carrying magnetic flux, but using as curve of magnetic flux 
density not the usual curve, 
G = @ + 2, 
but a curve derived therefrom, 
@ = 6 + kx, 
where E = ratio of total section to iron section. 
This, for instance, is the usual method of calculating the 


m.m.f. consumed in the armature teeth of commutating machines 
at very high saturations. 
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In investigating the transient transformer starting current, 
the magnetic density curve thus is corrected for the stray field. 

Figs. 43 and 45 correspond to k = 3, or a total effective air 
section equal to three times the iron section, that is, В = ФУ + 
-3 F 

Figs. 44 and 46 correspond to Ё = 25, or a section of stray 
field equal to 25 times the iron section, that is, @ = @’ + 25 20. 
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Fig. 46. Starting current of a transformer. High stray Веја. 


104. At very high values of curreat the resistance consumes 
a considerable voltage, and thus reduces the e.m.f. generated 
by the magnetic flux, and thereby the maximum magnetic flux 
and transient current. The resistance, which comes into con- 
sideration here, is the total resistance of the transformer primary 
circuit plus leads and supply lines, back to the point. where the 
voltage is kept constant, as generator, busbars, or supply main. 

Assuming then at full load of îm = 50 amperes effective in the 
transformer, a resistance drop of 8 per cent, or the voltage con- 
sumed by the resistance, as e, = 0.08 of the impressed e.m.f. 

Let now the remanent magnetic flux density be @„ = + 7600, 
and the circuit be closed at the moment 0 = 0, where the flux 
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density should be В = —G, = — 10,000; then the impressed 
e.m.f. is given by 
| e= – Валд = Е < (cos 0), a) 
Tt is, however, 
d& у 
e=A кл + C2, (2) 


where A and C are constants; that is, the impressed e.m.f., e, is 

consumed by the self-inductance, or the e.m.f. generated by the 
5 А фа э : в 

changing magnetic density, which is proportional to and by 


the voltage consumed by the resistance, which is proportional 
to the current т. 
Combining (1) and (2) gives 





ав d cos 0 
A ДӨ +% = a (3) 
Е ET 
However, at full load, we have Uam effective impressed 


e.m.f. and îm = 50 amperes = effective current; hence 
Ci, = 50 С = e.m.f. consumed by resistance, 


and since this equals e, = 0.08 of impressed e.m.f., 








ё 
Cim => Lay 
V2 
0.08 E 
or 50C — ===) 
М9 
Ce. er 0. 08 
on (3) follows 
E Ci 
Q- = a 
d 71 d cos 0 А dà (5) 
and 


Wł 


T -£ | а; 
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hence, forz = 0, or negligible resistance drop, that is, permanent 
condition, 








E 
®, = т = 10,000. (6) 
Multiplying (4) and (6) gives 

С eBo 1 
А Жый т) 

and substituting (6) and (7) in (5) gives 

dQ = Gad cos 0 — 1 LLL 

= 10,000 d cos 0 — 11.87 dé. (8) 


Changing now from differential to difference, that is, replac- 
ing, as approximation, d by A, gives 

€,Bo 
ам 2 | 
= 10,000 А cos 0 — 11.8 248. (9) 


AG = BoA cos 0 — 1 де 





Assuming now 
ДӨ = 10° = 0.175 (10) 


gives for the increment of magnetic flux density during 10° 
change of angle the value 


AG = 10,000 A cos 0 — 24 (11) 
апа B = @/' + AB 
= G' + 10,000 A cos 0 — 27. (12) 


From equation (12) the instantaneous values of magnetic 
flux density ®, and therefrom, by the magnetic cycles, Figs. 43 
and 44, respectively, the values of current т are calculated, by 
starting, for 0 = 0, with the remanent density ®/ = 8, = 7600, 
adding thereto the change of cosine, 10,000 A cos 0, which gives 
a value ®, = Фу + 10,000 A соѕ 0, taking the corresponding 
value of 4 from the hysteresis cycle, Figs. 43 and 44, subtracting 
2 4 from G,, and then correcting т for the value corresponding to 
G = в, — 24. ' 

The quantity 27 is appreciable only during the range ‘of the 
curve where 7 is very large. 
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105. The following table is given to illustrate the beginning 
of the calculation of the curve for low stray field. 


STARTING CURRENT OF A TRANSFORMER. 
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10 A eos 8 
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The first column gives angle 9, 

The second column gives cos б, 

The third column gives AG, = 10 A cos 0, in kilolines per 
sq. cm., 

The fourth column gives ®, = @ + AG,, 

The fifth column gives 7, 

The sixth column gives D, = 24 X 107°, and 

The seventh column gives ® = ®, — D, 
? in the fifth column being chosen, by trial so as to corre- 
spond, on the hysteresis cycles, not to @,, but to в = ®,— D, 

These values are recorded as magnetic cycles on Figs. 43 and 
44, and as waves of flux density, current, etc., in Figs. 45 and 46. 

The maximum values of successive half waves are: 


A. Low Stray Field. B. High Stray Field. 
k= 3 k= 25 


Permanent| +10.0 





As seen, the maximum value of current during the first cycle, 
510, is more than one hundred times the final value 4.5, апа more 


than 7 times the maximum value of the full-load current, 50 2 
= 70.7 amperes, and the transient current falls below full-load 
current only in the fourth cycle. That is, the excessive value of 
transient current in an ironclad circuit lasts for a considerable 
number of cycles. 

In the presence of iron in the magnetic field of electric circuits, 
transient terms of current may thus occur which are very large 
compared with the transient terms in ironless reactors, which do 
not follow the exponential curve, can usually not be calculated 
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by general equations,. but require numerical investigation by 
the use of the magnetic cycles of the iron. 

These transient terms lead to excessive current values only if 
the normal magnetic flux density exceeds half the saturation 
value of the iron, and so are most noticeable in 25-cycle circuits. 


Fig. 47. Starting current of a 25-cycle transformer. 


As illustration is shown, in Fig. 47, an oscillogram of the 
starting current of a 25-cycle transformer having a resistance 
in the supply circuit somewhat smaller than in the above 
instance, thus causing a still longer duration of the transient 
term of excessive current. | 

These starting transients of the ironclad inductance at high 
density are unsymmetrical waves, that is, successive half waves 
have different shapes, and when resolved into a trigonometric 
series, would give even harmonics as well as the odd harmonics. 

Thus the first wave of Fig. 45 can, when neglecting the tran- 
sient factor, be represented by the series: 


i= + 108.3 — 183.8 cos (0 + 28.09) 
+ 1124 cos 2 (0 + 29.8°) — 53.1 cos 3 (0 + 38.8?) 
+ 27.2 cos 4 (0 + 39.1?) — 18.4 cos 5 (0 + 88.19) 
+ 13.6 cos 6 (0 + 33.4?) — 8.1 cos 7 (0 + 32,79) 
or, substituting: 0 = 8 + 150°, gives: 
e= Hsin (8 + 150°) 
t = 108.3 + 183.8 cos (8 — 2.0°) + 112.4 cos 2 (B — 0.29) 
+ 53.1 cos 3 (8 + 3.3?) + 27.2 cos 4 (8 + 9.19) 
+ 18.4 cos 5 (8 + 8.1?) + 18.6 cos 6 (8 + 3.49) 
+ 8.1 eos 7 (8 + 2,79). 
106. An approximate estimate of the initial value of the start- 
ing current of the transformer, at least of its magnitude under 
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conditions where it is very large, can be made by separately con- 
sidering the iron flux, that is the flux Bo carried by the iron proper, 
which reaches a finite saturation value of about S = 21,000 lines 
рег cm.?, and the air flux or space flux, which is proportional to 
the current. Also neglecting the remanent magnetism—which 
usually is small—that is, assuming the initial magnetic cycle 


performed between zero and a maximum of flux density. 


Let 
i = maximum value of current 
Ф = total maximum magnetic flux 


^ = number of turns of transformer circuit 


Zi = тү + Ја = impedance of transformer circuit, where 


4; = reactance of leakage flux 


Zo = т + Јаз = impedance of circuit between trans- 


former and source of constant voltage éo. 
ву = effective value of this constant voltage. . 


The voltage consumed by a variation of current between 0 


and 7, corresponding to an effective value of 





boi 


1 
"3 

then is: 

in the supply lines: 


li 


E, = 7 (rg + jx) 
4 Е 
728 (ra + 7%) 


in the transformer impedance: 
Ey = 7 (т, + ја) 


|| 


4 ОР 
So TUS (ri + Ја) 


by the magnetic flux Ф, at frequency f: 


| Ф 
# = jos 





thus the total supply voltage: 
E vo == Е + E Ml + $: 


= (rı + "US + i] + 2555 + 


тјпФ 


10-8 
М2 


| 
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and, absolute: 


ae alr Ф т) ++ [ley fom) і Е 2z/mel0-5]] — (1) 


If now: 
sı = magnetic iron section, in em.?, 


the magnetic flux in the iron proper is: 
Ф; 818 = 21,0008 


|| 


if 
= section, in em.?, 


T 
| 


length, in cm., 


om 
> 
| 


of the total magnetic circuit,-including iron and air space, the 
magnetic space flux is 


ф = 0.4 nee 


ls 
hence, the total magnetic flux: 
Ф = Ф; + Ф, 
= 518 + 0.4 mni 7 (2) 


Substituting (2) into (1) gives: 
1 yati = ae 
eo? = 8 i (т + та) 27° + | (а: + Ta + 0.8 mints 10 У) 2 + 


2 nfnsS | | (8) 


From equation (3) follows the value of 2, the maximum initial 
or starting current. of the transformer or reactor. 


107. An approximate calculation, giving an idea of the shape 
of the transient of the ironclad magnetic circuit, can be made by 
neglecting the difference between the rising and decreasing mag- 
netic characteristic, and using the approximation of the magnetic 
characteristic given by Fréhlich’s formula: 


3C 
| a+ c (1) 
which is usually represented in the form given by Kennelly: 
Је 
pire = + oh; (2) 


that 15, the reluctivity is a linear function of the field intensity. 
It gives a fair approximation for higher magnetic densities. 
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This formula is based on the fairly rational assumption that 
the permeability of the iron is proportional to its remaining mag- 
netizability. That is, the magnetic-flux density @*consists of a 
component 3C, the field intensity, which is the flux density in 
Space, and a component 6' = @ — 30, which is the additional 
flux density carried by the iron. @’ is frequently called the 
“metallic-flux density." With increasing 30, & reaches a finite, 
limiting value, which in iron is about 

Ba = 20,000 lines per em?. 

At any density G', the remaining magnetizability then is 
В. — G', and, assuming the (metallic) permeability as propor- 
tional hereto, gives 


и = с(Ве — 8), 
and, substituting 
@/ 
р = пе 
gives 
‚ _ Bo 
a 1 + све" 
or, substituting 
1 1 


Ba! в 

gives equation (1). 

1 
3 


: ; 1 ; 
For 5¢ = 0 in equation (D, = MEI 5c = >, 8 = >; that js, 


Pd TN: 5 
in equation (1), 1 = initial permeability, = saturation value 


of magnetic density. 

If the magnetic circuit contains an air gap, the reluctance of 
the iron part is given by equation (2), that of the air part is 
constant, and the total reluctance thus is 

p = В + о, 
where В = а plus the reluctance of the air gap. Equation (1), 
therefore, remains applicable, except that the value of a is in- 
creased. 2 

In addition to the metallic flux given by equation (1), a greater 
or smaller part of the flux always passes through the air or through. 
space in general, and then has constant permeance, that is, is 
given by 

G = cK. 





194 TRANSIENT PHENOMENA 


In general, the flux in an ironclad magnetic circuit can, there- 
fore, be represented as function of the current by an expression 
of the form ~ 


t= fy + ct, (3) 


where ET = ф/ is that part of the flux which passes through 


the iron and whatever air space may be in series with the iron, 
and ci is the part of the flux passing through nonmagnetic 
material. 

Denoting now 

Ту = na 1078, 

Ls = ђе A (4) 
where n = number of turns of the electric circuit, which is inter- 
linked with the magnetic circuit, Le is the inductance of the air 
part of the magnetic circuit, Lı the (virtual) initial inductance, 
that is, inductance at very small currents, of the iron part of the 


magnetic circuit, and; the saturation value of the flux in the 
| : | Фф’ : 
iron. That is, for? = 0,2 = Гл; and fori = о, Ф! = F 

If r = resistance, the duration of the component of the tran- 
sient resulting from the air flux would be 


Le nc 10-8 
2 


Mal T (8) 


and the duration of the transient which would result from the 
initial inductance of the iron flux would be 


Ly ms ла 1078 


к= T T (6) 


108. The differential equation of the transient, is: induced 
voltage plus resistance drop equal zero; that is, 





p d$ 
—8 = 
nT 1078 + ri = 0. 
Substituting (3) and E 206 
na 107 2 
G+ Ep Gt мо + 0, 


and, substituting (5) and (6), 


{apa nig +i; 
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hence, separating the variables, 





Tdi Тай 
i + by? +—— + di = 0. (7) 
The first term is integrated by resolving into partial fractions: 
1 1 b b 


т — туул зз ey 


i(l-cb i 1c UF? 


and the integration of differential equation (7) then gives 
T; log pp + Telogi pep tit C=O. (8) 


If, then, for the time і = fo the current is 7 = 7, these values 
substituted in (8) give the integration constant C: 


Т, log DUE + Ty log io + 25-. +i+C=0, (9) 


and, subtracting (8) from (9), Byes 


to(1 + bi) 1 1. 
id Db bn m r£ 
(10) 
This equation is so complex in 2 that it is not possible to cal- 
culate from the different values of t the corresponding values of 5; 
but inversely, for different values of 2 the corresponding values 
of ¢ can be calculated, and the corresponding values of ? and t, 
derived in this manner, can be plotted as a curve, which gives 
the single-energy transient of the ironclad magnetic circuit. 
Such is done in Fig, 48, for the values of the constants: 


#— to = Ту log 7A 


"= .8, 

а = 4 X 105, 
c= 4 Ж 104, 
b= 6, 

n = 300. 

This gives 

Т, = 4, 
Т, = 4 


Assuming їо = 10 amperes for fo = 0, gives from (10) the equa- 
tion: 


= 2.92 — ышкы ыз ; i | 
Т = 2.92 — { 9.21 log" c + 0.921 log iss 
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Herein, the logarithms have been reduced to the base 10 by 
division with 10010 = 0.4343. 

For comparison is shown, in dotted line, in Fig. 48, the tran- 
sient of a circuit containing no iron, and of such constants as to 
give about the same duration: 


= 1.085 log!* — 0.507. 


As seen, in the ironclad transient the current curve is very 
much steeper in the range of high currents, where magnetic sat- 
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uration is reached, but the current is lower in the range of 
medium magnetic densities. 

Thus, in ironclad transients very high-current values of short 
duration may occur, and such transients, as those of the starting 
current of alternating-current transformers, may therefore be of 
serious importance by their excessive current values. 


CHAPTER ХШ. 


TRANSIENT TERM OF THE ROTATING FIELD. 


109. The resultant of n, equal m.m.fs. equally displaced 
from each other in space angle and in time-phase is constant in 
intensity, and revolves at constant synchronous velocity. When 
acting upon a magnetic circuit of constant reluctance in all 
directions, such a polyphase system of m.m.fs. produces a 
revolving magnetic flux, or a rotating field. (“Theory and 
Calculation of Alternating Current Phenomena.’’) That is, if n, 
equal magnetizing coils are arranged under equal space angles of 


60 | E 
20 electrical degrees, and connected to а symmetrical n, phase 
р 


electrical degrees, and connected to a symmetrical n, phase 
system, that is, to n, equal e.m.fs. displaced in time-phase by 


36 TEN 
20 degrees, the resultant m.m.f. of these m, coils is a constant 
р 


and uniformly revolving m.m.f., of intensity F, = vi F, where F 


is the maximum value (hence = the effective value) of the 


m.m.f. of each coil. 

In starting, that is, when connecting such a system of mag- 
netizing coils to a polyphase system of e.m.fs., a transient term 
appears, as the resultant magnetic flux first has to rise to its 
constant value. This transient term of the rotating field is the 
resultant of the transient terms of the currents and therefore 
the m.m.fs. of the individual coils. 

If, then, 5 = 21 = maximum value of m.m.f. of each coil, 
where n = number of turns, and J = maximum value of cur- 
vent, and т = space-phase angle of the coil, the instantaneous 
value of the m.m.f. of the coil, under permanent conditions, is 


f' = 8 сов (0 — т), (1) 
197 
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and if the time @ is counted from the moment of closing the 
circuit, the transient term is, by Chapter IV, 
: e 
f" = — Fe = cost, (2) 
where | Z =r — јх 


The complete value of m.m.f. of one coil is 


fi =f +f" = 9 {cos (8 — т) — е = созт}. (3) 
In an n,-phase system, successive e.m.fs. and therefore currents 


5 1 i 2% 
are displaced from each other by — of a period, or an angle —., 
n 
p 
and the m.m.f. of coil, 2, thus is 


27 | -= | Олт 

i= ) dos (8 =z- a )-: E? cos (c+ if. (4) 
The resultant of n, such m.m.fs. acting together in the same 

direction would be 


ка 8 2x 
D tf eT ун cos (0 — = - > i) 
1 1 


D 





B 21. 
— Fe > cos (+ +221) = 0; (5) 


р 


that is, the sum of the instantaneous values of ће permanent 
terms as well as the transient terms of all the phases of a sym- 
metrical polyphase system equals zero. 

In the polyphase field, however, these m.m.fs. (4) do not act 
in the same direction, but in directions displaced from each 


27 
other by a space angle equal to the time angle of their phase 
n | 
displacement. 


The component of the m.mf., fi, acting in the direction 
(fo — т), thus is 
fi! = fı cos (4 —T-— 27i), (6) 


Ap 
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and the sum of the components of all the n, m.m.fs., in the 
direction (0, — т), that is, the component of the resultant m.m.f. 
of the polyphase field, in the direction (0, — т), is 


‘Transformed, this gives 


- ( 7 ám N _ | 
f- 2D cos (4 +  – 2: – ==) + Ys Bos (0р 
1 p 1 


r, UP r, 1р 


see Yi cos ду –е 5 Sy cos (0, = 2:- EE 21, 
I 1 n, 7) 


UE m | 
and as the sums containing — 4 equal zero, we have 
n 
р 


у= BE } cos (0 = 0) = «У oos 0t, (8) 
and for 0 = со, that is as permanent term, this gives 


fy =F ооз (0 — 0); (9) 


n : 
hence, a maximum, and equal to a F, that is, constant, for 


0, = 0, that is, uniform synchronous rotation. That is, the 
resultant of a polyphase system of m.m.fs., in permanent con- 
dition, rotates at constant intensity and constant synchronous 
velocity. 

Before permanent conditionis reached, however, the resultant 
m.m.f. in the direction 0, = 0, that is, in the direction of the 
synchronously rotating vector, in which in permanent condition 
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the m.m.f. is maximum and constant, is given during the transient 
period, from equation (8), by 


fy= 28 Hes оос 04 (10) 
that 15, it is not constant but periodically varying. : 


As example is shown, in Fig. 49, the resultant m.m.f. f, in the 
direction of the synchronously revolving vector, 0, = 0, for the 
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Fig. 49. Transient term of polyphase magnetomotive force. 


constants n, = 3, or a three-phase system; F = 667, and 
Z =r — јх = 0.82 — 41; hence, 


fy = 1000 (1 — 47} cos 0), 


with @ as abscissas, showing the gradual oscillatory approach to 
constancy. 

110. The direction, б„ = 0, is, however, not the direction in 
which the resultant m.m.f. in equation (8) is a maximum, but 
the maximum is given by 


df 
db, z 0, (11) 
this gives sin (9 — 0) +e = sind, = 0, (12) 
совб — e z’ | 
һепсе, Иа у шы | 
е cot б, am ; (13) 


that is, the resultant maximum m.m.f. of the polyphase system 
does not revolve synchronously, in the starting condition, but 
revolves with a varying velocity, alternately running ahead and 
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dropping behind the position of uniform synchronous rotation, 
by equation (13), and only for 0 = со, equation (12) becomes 
cot 0, = cot 0, or 0, = 0, that is, uniform synchronous rotation. 

The speed of rotation of the maximum m.m.f. is given from 
equation (12) by differentiation as 


dQ 
40, ад 
dé, 
where Q = sin (0 — 0,) + e 2^ sin ps 


ИЖ е dm 
cos (0 — 0,) ics * gin 0, 
hence, Sz ыан аш SRE (14) 
cos (0 — 0) — е = cos 0, 


or approximately, 


‚Ке, sin 0, 
2 
8 = T; | (15) 
1— = cosd, 


For 0 = ©, equation (14) becomes S = 1, or uniform syn- 
chronous rotation, but during the starting period the speed 
alternates between below and above synchronism. 

From (13) follows 


соз@ — e = 
cos 0, = Я 
апа (16) 
sin 0 
sin 6, = 2 1 
where 


а = М (cos 0— e "at +зш°0 = 1—2 * cos te =" 


(17) 
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. The maximum value of the resultant m.m.f., at time-phase б, 
and thus of direction 6) as given by equation (13) or (16), (17), 
is derived by substituting (16), (17) into (8), as: 


EN 
ја = FFA 
== – 220 
= 29 1—2, = cosO+e =, (18) 


hence is not constant, but pulsates periodically, with gradually 
decreasing amplitude of pulsation, around the mean value =F : 


For 0 = 0, or at the moment of start, itis, by (13), 


T 


–58 
cosh — e = 0 
cot 0p = EEUU EE == б 


hence, differentiating numerator and denominator, 


cot 0, = 





| 2 
and | tan 0, = =: 


that i is, the position of maximum resultant m.m.f. starts from 
angle 0, ahead of the permanent position, where 0, is the time- 
phase angle of the electric magnetizing circuit. The initial 
value of the resultant m.m.f., for 0 = 0,18 fm = 0, that is, the 
revolving m.m.f. starts from zero. 

Substituting (16) in (15) gives the speed as function of time 


1—e =" (cos 6 — sin 0) 
Е ЕЕЕ ИК у (19) 


T 


– 278 = 58 
1+е = — 2. = cosé | 
for 0 = 0 this gives the starting speed of the rotating field | 


So = С, or, indefinite ; 
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hence, after differentiating numerator and denominator twice, 
this value becomes definite. 


1 
So == 9 } | (20) 


that is, the rotating field starts at half speed. 
As illustration are shown, in Fig. 50, the maximum value of 
the resultant polyphase m.m.f., fn, and its displacement in 
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Fig. 50. Start of rotating field. 


position from that of uniform synchronous rotation, 0,— 0, for 
the same constants as before, namely: n, = 8; # = 667, and 
Z = r — jr = 0.32 — 47; hence, 


Fm = 1000 VI — 2:79 99 совб + е", 


with the time-phase angle 0 as abscissas, for the first three cycles. 

111. As seen, the resultant maximum m.m.f. of the poly- 
phase system, under the assumed condition, starting at zero 
in the moment of closing the three-phase circuit, rises rapidly 
— within 60 time-degrees — to its normal value, overreaches 
and exceeds it by 78 per cent, then drops down again below 
normal, by 60 per cent, rises 47 per cent above normal, drops 
87 per cent below normal, rises 28 per cent above normal, and 
thus by a series of oscillations approaches the normal value. 
The maximum value of the resultant m.m.f. starts in position 


ERAN 
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85 time-degrees ahead, in the direction of rotation, but has in 
half a period dropped back to the normal position, that is, the 
position of uniform synchronous rotation, then drops still fur- 
ther back to the maximum of 40 deg., runs ahead to 34 deg., 
drops 23 deg. behind, etc. 

It is interesting to note that the transient term of the rotat- 
ing field, as given by equations (10), (13), (18), does not contain 
the phase angle, that is, does not depend upon the point of the 
wave, 0 = т, at which the circuit is closed, while in all preced- 
ing investigations the transient term depended upon the point 
of the wave at which the circuit was closed, and that this tran- 
sient term is oscillatory. In the preceding chapter, in circuits 
containing only resistance and inductance, the transient term 
has always been gradual or logarithmic, and oscillatory phenom- 
ena occurred only in the presence of capacity in addition to in- 
ductance. In the rotating field, or the polyphase m.m.f., we 
thus have a case where an oscillatory transient term occurs in 
a circuit containing only resistance and inductance but not 
capacity, and where this transient term is independent of the 
point of the wave at which the circuits were closed, that is, is 
always the same, regardless of the moment of start of the phe- 
nomenon. 

The transient term of the polyphase m.m.f. thus is independ- 
ent of the moment of start, and oscillatory in character, with 
an amplitude of oscillation depending only on the reactance 


factor, =, of the circuit. 


CHAPTER XIV. 


SHORT-CIRCUIT CURRENTS OF ALTERNATORS. 


112. The short-circuit current of an alternator is limited by 
armature reaction and armature self-inductance; that is, the 
current in the armature represents a m.m.f. which with lagging 
current, as at short circuit, is demagnetizing or opposing the 
impressed m.m.f. of field excitation, and by combining therewith 
to a resultant m.m.f. reduces the magnetic flux from that corre- 
sponding to the field excitation to that corresponding to the 
resultant of field excitation and armature reaction, and thus 
reduces the generated e.m.f. from the nominal generated e.m.f., 
ву to the virtual generated e.m.f., е,. The armature current 
also produces а local magnetic flux in the armature iron and pole- 
faces which does not interlink with the field coils, but is a true 
self-inductive flux, and therefore is represented by a reactance z,. 
Combined with the effective resistance, r, of the armature 
winding, this gives the selfinductive impedance Z, = т, — 12, 
or 2, = Vr? + 22. Vectorially subtracted from the virtual 
generated e.m.f., e, the voltage consumed by the armature 
current in the self-inductive impedance Z, then gives the ter- 
minal voltage, e. 

At short circuit, the virtual generated e.m.f., 6,, is consumed 
by the armature self-inductive impedance, z, As the effective 
armature resistance, r, is very small compared with its self- 
inductive reactance, x, it can be neglected compared thereto, 
and the short-circuit current of the alternator, in permanent 
condition, thus is 

. & 
got. 
2; 

As shown in Chapter XXII, “Theory and Calculation of 
Alternating Current Phenomena,” the armature reaction can be 
represented by an equivalent, or effective reactance, x,, and the 
self-inductive reactance, z, and the effective reactance of 

205 
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armature reaction, z,, combine to form the synchronous react- 
ance, z, = x, + zr, and the short-circuit current of the alterna- 
tor, in permanent condition, therefore can be expressed by 


t= —, 


where e, = nominal generated e.m.f. 

113. The effective reactance of armature reaction, z,, differs, 
however, essentially from the true self-inductive reactance, z,, 
in that т, is instantaneous in its action, while the effective 
reactance of armature reaction, z,, requires an appreciable time 
to develop: x, represents the change of the magnetic field flux 
produced by the armature m.m.f. The field flux, however, can- 
not change instantaneously, as it interlinks with the field exciting 
coil, and any change of the field flux generates an e.m.f. in the 
field coils, changing the field current so as to retard the change 
of the field flux. Hence, at the first moment after a change of 
armature current, the current change meets only the reactance, 
тү, but not the reactance r, Thus, when suddenly short-cir- 
cuiting an alternator from open circuit, in the moment before 
the short circuit, the field flux is that corresponding to the 
impressed m.m.f. of field excitation and the voltage in the arma- 
ture, ie., the nominal generated e.m.f., e, (corrected for mag- 
netic saturation). At the moment of short circuit, a counter 
m.m.f., that of the armature reaction of the short-circuit 
current, is opposed to the impressed m.m.f. of the field excitation, 
and the magnetic flux, therefore, begins to decrease at such a 
rate that the e.m.f. generated in the field coils by the decrease 
of field flux increases the field current and therewith the m.m.f. 
so that when combined with the armature reaction it gives a 
resultant m.m.f. producing the instantaneous value of field flux. 
Immediately after short circuit, while the field flux still has full 
value, that is, before it has appreciably decreased, the field m.m.f. 
thus must have increased by a value equal to the counter m.m.f. 
of armature reaction. As the field is still practically unchanged, 
the generated e.m.f. is the nominal generated voltage, ер and 
the short-circuit current is 


, € 
1/0 = 2 j 
Xi 
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and from this value gradually dies down, with a decrease of the 
field flux and of the generated e.m.f., to 


Hence, approximately, when short-circuiting an alternator, 
in the first moment the short-circuit current is 


j^ = 7, 

Zi 
while the field current has increased пой its, normal value 2, to 
the value | 
Field excitation. + iets бй . 


s Field excitation 4 


gradually the armature current decreases to 
е 

ё у == ~ = 
2 


and the field current again to the normal value t, 
Therefore, the momentary short-circuit current of an alternator 
bears to the permanent short-circuit current the ratio 
09 om zd A PE 


that is, 


Armature self-inductance + Armature reaction 
Armature self-inductance 


In machines of high self-inductance and low armature reaction, 
as uni-tooth high frequency alternators, this increase of the 
momentary short-circuit current over the permanent short- 
circuit current is moderate, but may reach enormous values in 
machines of low self-inductance and high armature reaction, as 
large low frequency turbo alternators. 

- 114. Superimposed upon this transient term, resulting from 
the gradual adjustment of the field flux to a change of m.m.f., is 
the transient term of armature reaction. In a polyphase 
alternator, the resultant m.m.f. of the armature in permanent 
conditions is constant in intensity and revolves with regard to 
the armature at uniform synchronous speed, hence is stationary 
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with regard to the field. In the first moment, however, the 
resultant armature m.m.f. is changing in intensity and in velocity, 
approaching its constant value by a series of oscillations, as 
discussed in Chapter XIII. Hence, with regard to the field, the 
transient term of armature reaction is pulsating in intensity and 
oscillating in position, and therefore generates in the field coils 





Field Current 


Armature Current 


Fig. 51. Three-phase short-circuit current of a turbo-alternator. 


an e.m.f. and causes a corresponding pulsation in the field 
current and field terminal voltage, of the same frequency as 
the armature current, as shown by the oscillogram of such a 
three-phase short-circuit, in Fig. 51. This pulsation of field 
current is independent of the point in the wave, at which the 
short-circuit occurs, and dies out gradually, with the dying out 
of the transient term of the rotating m.m.f. 

In a single-phase alternator, the armature reaction is alter- 
nating with regard to the armature, hence pulsating, with double 
frequency, with regard to the field, varying between zero and its 
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maximum value, and therefore generates in the field coils a 
double frequency e.m.f., producing a pulsation of field current 
of double frequency. This double-frequency pulsation of the 
field current and voltage at single-phase short-circuit is pro- 
portional to the armature current, and does not disappear 
with the disappearance of the transient term, but persists also 
after the permanent condition of short-circuit has been reached, 






Armature 
current. 





"Field 
current 
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Fig. 52. Single-phase short-circuit current of a three-phase turbo-alternator. 


merely decreasing with the decrease of the armature current. 
It is shown in the oscillogram of a single-phase short-circuit on 
a three-phase alternator, Fig. 52. 

Superimposed on this double frequency pulsation is a single- 
frequency pulsation due to the transient term of the armature 
current, that is, the same as on polyphase short-circuit. With 
single-phase short-circuit, however, this normal frequency pul- 
sation of the field depends on the point of the wave at which 
the short-circuit occurs, and is zero, if the circuit is closed at 
the moment when the short-circuit current is zero, as in Fig. 51, 
and a maximum when the short-circuit starts at the maximum 
point of the current wave. As this normal frequency pulsation 
gradually disappears, it causes the successive waves of the 
double frequency pulsation to be unequal in size at the 
beginning of the transient term, and gradually become equal, 
as shown in the oscillogram, Fig. 53. 

The calculation of the transient term of the short-circuit 
current of alternators thus involves the transient term of the 


UTI 


MEM. 
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armature and the field current, as determined by the self- 
inductance of armature and of field circuit, and the mutual 
inductance between the armature circuits and the field circuit, 
and the impressed or generated voltage; therefore is rather 
complicated; but a simpler approximate calculation can be 


Armature 
current 





Field 
current 





52.5 amp. a 


| ___________"_"_______-____- | 


Fig. 53. Single-phase short-circuit current of a three-phase turbo-alternator. 


given by considering that the duration of the transient term is 
short compared with that of the armature reaction on the field. 

(A) Polyphase alternator. | | 

115. Let n, = number of phases; 0 = 2zft = time-phase 
angle; n,— number of field turns in series per pole; n, = number 
of armature turns in series per pole; Z o7 1— $t, self-inductive 
impedance of field circuit; Z, = r, — jx, = self-inductive impe- 
dance of armature circuit; р = permeance of field magnetic cir- 
cuit; а = 2 zfn, 10-5 = induction coefficient; of armature; E,— 


exciter voltage; I , = — = field exciting current, in permanent 
To | 


condition; i, = field exciting current at time 0; то = field 
exciting current immediately after short-circuit ; ® = armature 


Р | 2 ; : 
current at time 0, and k; = zx == = transformation ratio of field 
5: На | 
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to resultant armature. Counting the time angle 0 from the 
moment of short circuit, 0 = 0, and letting 0’ = time-phase 
angle of one of the generator circuits at the moment of short 
circuit, we have, 


F, = nj, = field excitation, in permanent or stationary con- 





dition, (1) 
P, = pF, pn, = magnetic flux corresponding thereto, 
and 
é = apF, = арто. (2) 
= nominal generated voltage, maximum value, at 0 = 0. 
Hence, | P= = + ч 1 (3) 


= momentary short-circuit current at time 0 = 0, and 


n nann n I 
FL =—nl = pO Nol у 
2 2d 


(4) 
= resultant armature reaction thereof. | 
Assume this armature reaction as opposite to the field excita- 
tion, 
Fy = йу, (5) 
as is the case at short circuit. | 
The resultant m.m.f. of the magnetic circuit at the moment 
of short-circuit is 
99 = Fo — 5. (6) 
At this moment, however, the field flux is still Фу and the result- 
ant m.m.f. is given by (1) as 


g? =F, = 2,10. (7) 
Substituting (4), (5), (7) in (6) gives 
Np APN Nol 
tly = пй — ae 
bu ы 
hence, io = ———— 1. (8) 
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Writing - т, = a, (9) 
we have je. (10) 


1 


that is, at the moment of short circuit the field exciting current 
rises from J, to 7,°, and then gradually dies down again to J, at 


_ 790 
20 


a rate depending on the field impedance Z,, that is, by £ , as 


discussed in preceding chapters. Hence, it can be represented 
by | 


pa pg ME (11) 


The resultant armature m.m.f., or armature reaction, is 
nyn I? 
79 — 3 
thus the magnetic flux which would be produced by it is 
ртт, 
UM AAS 3 


2 


and therefore the voltage generated by this flux is 


apnynl^, 
2 3 
hence, 
арп, 
Io == 79 


Voltage corresponding to the m.m.f. of armature current. 
Armature current í 


that is, z, is the equivalent or effective reactance of armature 
reaction. 

In equations (10) and (11) the external self-inductance of the 
field circuit, that is, the reactance of the field circuit outside of 
the machine field winding, has been neglected. This would 
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introduce a negative transient term in (11), thus giving equation 
(11) the approximate form 








_ Жз | те = upon ) (12) 


where x, = sclf-inductive reactance of the field circuit outside 
of alternator field coils. 

The more complete expression requires consideration when 
1, is very large, as when an external reactive coil is inserted in 
the field circuit. 

In reality, 2, is a mutual inductive reactance, and x, ean be 
represented approximately by a corresponding increase of 2,. 

116. If I = maximum value of armature current, we have 


NL 
c= EU can = armature m.m.f., 
20 VAM 
hence, F =ni — ——— (13) 


2 


resultant m.m.f., 


| 


and E = apf 
= e.m.f. maximum generated thereby, 
E | 
апа 1 = aa oP | (14) 


T, Ti : 
= armature current, maximum. 


Substituting (13) in (14) gives 


тарт 
gs асра 
pz = арту, 2 





and I= Раа c = ары. ; (15) 
ар 242; 
LINE ж 
ог, Бу (9), | 
25,. Ta 
1= 2-1, ан (16) 
Thy Ty To T, 
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where = = = kh, = transformation ratio of field turns to 
р thy 
resultant armature turns; hence, 
x 
I= kä +. 17 
ito Tm + 2, (17) 


Substituting (11) in (17) thus gives the mazvmum value of the 
armature current as 


то 





I=kl Ta анс m (18) 
Eo rot т, | 


the instantaneous value of the armature current as 


Bg 
Cid s 7 


XP 
i d т, (z, + 2) 


f cos (B — 0") — s "i cos Pt, (19) 
and by equation (10) of Chapter XIII, the armature reaction as 


— 10 6 
п.т, „ ©, m Tome c | – 2 
= I l-e ж 0 ; 
f z 1 Can € cos 1 (20) 








where т, + т, = z, is the synchronous reactance of the alter- 
nator. 

For 0 = со, or in permanent condition, equations (18), (19), 
(20) assume the usual form: 





| x 
[= kJ, 2 j 
; T, 
t= kda — cos (0 — 6’) (21) 
Lo 
and је =з kil, = í 
0 


117. As an example is calculated, the instantaneous value of 
the transient short-circuit current of a three-phase alternator, 
with the time angle 0 as abscissas, and for the constants: the 
field turns, n; = 100; the normal field current, Io = 200 amp.; 
the field impedance, Zo = rg — ја = 1.28 — 160 j ohms; the 
armature turns, 71 = 25, and the armature impedance, 2, = 
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T, — ја 0.4 — 5j ohms. For the phase angle, 0' = 0, the 
transformation ratio then is 


and we have 
I= 400 + 300080): 2. (18) 
400 (1 + 3799989) (cos — e789) (19) 
and f = 15,000 (1 + 37989) (1 — 278? eos 0), (20) 
(B) Single-phase alternator. | 


118. In a single-phase alternator, or in а ipsa alternator 
with one phase only short-circuited, the armature reaction is 


pulsating. 
The m.m.f. of the armature current, 


= I cos (0 — 0’), (29) 
of a single-phase alternator, is, with regard to the field, 
Л, = nl cos (0 — 0^) cos (0, — 0^); 
hence, for position angle 0, = time angle 0, or synehronous 
rotation, 


с>, 
| 


| 


4-4 [1 + сова (8 — 6}; | (28) 
that is, of double frequency, with the average value, 
F, = 2 1, (24) 


pulsating between 0 and twice the average value. 

The average value (24) is the ваше as the value of the poly-: 
phase machine, for "y —1. >. 

Using the same denotations as in (A), we have: 


(1) $, = nJ, | (25) 


(4) = Er CEST {1+c08 2 (90^) | = om 


111 + cos 26’}. 
(26) 
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Denoting the effective reactance of armature reaction thus: 


apn, 
2 


T, = 


| (27) 
and substituting (27) in (26) we obtain 
тү = = nol [1 + cos 2 (0 — #)} = nl, {1+cos 26}; (28) 
1 1 


hence, by (6), 


tly = ng - ал + cos 207) 
1 








and 
+2 ү 2 | 
о. 1 2 2 9 e j 9 
% ы I ш = 2 245 (29) 
and the field current, 
+ 2 : 
1, = EE ea 1, E + T 


v zu cos 2 (0— a) (30) 


119. If J = maximum value of armature current, 


F, = ZI {1 + сов2 (0 — 0) (31) 
= armature m.m.f.; 
hence, 
F = nt = F, | (32) 
== Tesultant m.m.f, 
Since, however, 
Ф. = PF, 
€ = аф = apf, 
1-2. 9» 


x cuc (33) 
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and, by (27), 


ар = — Фу 
1 
we have, by (88) 
Tiga 
E Í 5 2. (84) 


T bor ee 


Ei а 
г, 1, c, 5, 





= cos 2 (0 — 2 
— AT {1 + cos2 (0 — 0]; 
лы cos 2 ( Ms 


or, substituting, 


? — transformation ratio, (35) 





% 

Е, == 2 NAE 

TA 
and rearranging, gives 

195 
£ z +H rg ” 
= k 2 1 (36) 
T T T3 Ti 


as the maximum value of the armature current. 

This is the same expression as found in (18) for the poly- 
phase machine, except that now the reactances have different 
values. 

Herefrom it follows that the instantaneous value of the armature 
current is 


To 


—— 8 
1 x (x + ge as ) – 2.9 
=k 2 1 2 — ff) — Ti / D 
i TP E ај TREND, f cos @-0)-<« cos 0 | (37) 


and, by (81), the armature reaction is 


— пе 
Ta (x, qe ue 


9, = = М 2(0— 0) {- 
к= ы )1 + сов (0 e) (88) 
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For 0 = œ, or permanent condition, equations (30), (36), (37), 
and (38) give 





а ( T) о { 
== К 3 0 — ty Й 
To A PH ко, ( ^ 


1 2 











x 
I= kl +, 
ДЕ (39) 
z 
pem I 2 ЕА = 0^), 
2 = k Dx eos ( ) 
пб, x 
and g, -,. E =. (1 + сов2 (0 — 0) }. 
= 1 '2 


As seen, the field current 7, is pulsating even in permanent 
condition, the more so the higher the armature reaction z, 
compared with the armature self-inductive reactance z. 

120. Choosing the same example as in Fig. 53, paragraph 
117, but assuming only one phase short-circuited, that is, a single- 
phase short circuit between two terminals, we have the effective 
armature series turns, n, = 25 V/3 = 48.8; the armature impe- 
dance, Z, = т, — јх, = 0.8 — 107; @ = 0; the transformation 
ratio, Ё, = 4.62, and the effective reactance of armature reaction 


2, = = x, =15; herefrom, 


I = 555 (1 + 15: 9959) (36) 
@ = 555 (1 + 1.5 67°) (cos 0 — 27 8%), (37) 
aaa f = 12,000 (1 + 1,5 <7) (1 4. cos 20); (39) 


and the field current is 
t, = 200 (1 + 1,52 7989) (1 + 0.6 cos 2 0). (30) 


In this case, in the open-circuited phase of the machine, a 
high third harmonic voltage is generated by the double frequency 
pulsation of the field, and to some extent also appears in the 
short-circuit current. 


121. It must be considered, however, that the effective self- 
inductive reactance of the armature under momentary short- 
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circuit conditions is not the same as the self-inductive reactance 
under permanent short circuit conditions, and is not constant, 
but varying, is а transient reactance. 

The armature magnetic circuit is in inductive relation with 
the field magnetic circuit. Under permanent conditions, the 
resultant m.m.f. of the armature currents with regard to the 
field is constant, and the mutual inductance between field and 
armature circuits thus exerts no inductive effect. In the moment 
of short circuit, however—and to a lesser extent in the moment 
of any change of armature condition—the resultant armature 
та то ЈЕ. is pulsating in intensity and direction with regard to the 
field, as seen in the preceding chapter, and appears as a transient 
term of the armature self-inductance. 

The relations between armature magnetic circuit, field mag- 
netic circuit and mutual magnetic circuit in alternators are simi- 
lar as the relations in the alternating current transformer, be- 
tween primary leakage. flux, secondary leakage flux and mutual 
magnetic flux, except that in the transformer the inductive action 
of the mutual magnetic flux is permanent, while in the alternator 
it exists only in the moment of change of armature condition, 
and gradually disappears, thus must be represented by a tran- 
sient effective reactance. See the chapters on “‘Reactance of 
Apparatus" in “Theory and Calculation of Electric Circuits.” 

For a more complete study, such as required for the predeter- 
mination of short circuit currents by the numerical calculation 
of the constants from the design of the machine, the reader must 
be referred to the literature. * 


SECTION II 
PERIODIC TRANSIENTS 





~ 


ми 


T4 
Зе 


PERIODIC TRANSIENTS 





CHAPTER I. 


INTRODUCTION, 


1. Whenever in an electric circuit a sudden change of the 
circuit conditions is produced, a transient term appears in the 
circuit, that is, at the moment when the change begins, 
the circuit quantities, as current, voltage, magnetic flux, etc., cor- 
respond to the circuit conditions existing before the change, but 
do not, in general, correspond to the circuit conditions brought 
about by the change, and therefore must pass from the values 
corresponding to the previous condition to the values corre- 
sponding to the changed condition. This transient term may be 
a gradual approach to the final condition, or an approach by a 
series of oscillations of gradual decreasing intensities. 

Gradually — after indefinite time theoretically, after relatively 
short time practically —the transient term disappears, and 
permanent conditions of current, of voltage, of magnetism, etc., 
‘are established. The numerical values of current, of voltage, etc., 
in thé permanent state réached after the change of circuit con- 
ditions, in general, are different from the values of current, 
voltage, etc., existing in the permanent state before the change, 
since they correspond to a changed condition of the circuit. 
They may, however, be the same, or such as can be considered 
the same, if the change which gives rise to the transient term 
can be considered as not changing the permanent circuit con- 
ditions. For instance, if the connection of one part of a circuit, 
with regard to the other part of the circuit, is reversed, a transient 
term is produced by this reversal, but the final or permanent 
condition after the reversal is the same as before, except that 
the current, voltage, etc., in the part of the circuit which has been 
reversed, are now in opposite direction. In this latter case, 
the same change can be produced again and again after equal 
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intervals of time ¢,, and thus the transient term made to recur 
periodically. The electric quantities 1, e, etc., of the circuit, 
from time # = 0 to t = ¢,, have the same values as from time 
t = t tot = 2¢,,fromt = 2i, tot = 31, ete., andit is sufficient 
to investigate one cycle, from = 0 tot = ty 

In this case, the starting values of the electrical quantities 
during each period are the end values of the preceding period, 
or, in other words, the terminal values at the moment of start 
of the transient term, t = 0,7 = 1, and e = e,, are the same as 
the values at the end of the period t = і, t = 7 and e = е; 
that is, т = + У, e, = + е, еће.; where, the plus sign applies 
for the unchanged, and the minus sign for the reversed part of the 
cireuit. 

2. With such periodically recurrent changes of circuit con- 
ditions, the period of recurrence ¢, may be so long, that the 
transient term produced by a change has died out, the permanent 
conditions reached, before the next change takes place. Or, 
at the moment where a change of circuit conditions starts a 
transient term, the transient term due to the preceding change 
has not yet disappeared, that is, the time, £,, of a period is shorter 
than the duration of the transient term. 

In the first ease, the terminal or starting values, that is, the 
values at the moment when the change begins, are the same as 
the permanent values, and periodic recurrence has no effect on 
the character of the transient term, but the phenomenon is cal- 
culated as discussed in Section I, as single transient term, 
which gradually dies out. . 

If, however, at the moment of change, the transient term of 
the preceding change has not yet vanished, then the starting or 
terminal values of the electric quantities, as ?, and e, also contain 
& transient term, namely, that existing at the end of the preced- 
ing period. The same term then exists also at the end of the 
period, or ati = і. Hence in this case, the terminal conditions 
are given, not as fixed numerical values, but as an equation 
between the electric quantities at time і = 0 and at time # = 1;; 
or, at the beginning and at the end of the period, and the inte- 
gration constants, thus, are calculated from this equation. 

3. In general, the permanent values of electric quantities 
after a change are not the same as before, and therefore at least 
two changes are required before the initial condition of the 
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circuit is restored, and the cycle can be repeated. Periodically 
recurring transient phenomena, thus usually consist of two or 
more successive changes, at the end of which the original eon- 
dition of the circuit is reproduced, and therefore. the series of 
changes can be repeated. For instance, increasing the resistance 
of a circuit brings about a change. Decreasing this resistance 
again to its original value brings about a second change, which 
restores the condition existing before the first change, and thus 
completes the cycle. In this case, then, the starting values of 
the electric quantities during the first part of the period equal 
the end values during the second part of the period, and the 
starting values of the second part of the period equal the end 
values of the first part of the period. That is, if a resistor is 
inserted at time? = 0, short circuited at time # = £,, and inserted 
again at time і = {„ and e and 7 are voltage and current respec- 
tively during the first, e, and ?, during the second part of the 
period, we have 


/€/ i-o ER Pee] osi ОЕ = /*/ t=) 
/ i i-o = Клек ај = Jy ig. 


If during the times ¢, and t — /, the transient terms have 
already vanished, and permanent conditions established, so that 
the transient terms of each part of the period depend only upon 
the permanent values during the other part of the period, the 
length of time £, and ¢, has no effect on the transient term, that 
is, each change of cireuit conditions takes place and is caleulated 
independently of the other change, or the periodie recurrence. 
A number of such cases have been discussed in Section I, as 
for instance, the effect of cutting a resistor in and out of a 
divided inductive circuit, paragraph 75, Fig. 33. In this case, 
four successive changes are made before the cycle recurs: a 
resistor is eut in, in two steps, and cut out again in two 
steps, but at each change, sufficient time elapses to reach 
praetieally permanent condition. 

In general, and especially in those cases of periodic transient 
phenomena, which are of engineering importance, successive 
changes occur before the permanent condition is reached, or 
even approximated after the preceding change, so that frequently 


and 
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the values of the electric quantities are very different throughout 
the whole cycle from the permanent values which they would 
gradually assume; that is, the transient term preponderates 
in the values of current, voltage, etc., and the permanent term 
occasionally is very small compared with the transient term. 

4. Periodic transient phenomena are of engineering impor- 
tance mainly in three cases: (1) in the control of electric circuits; 
(2) in the production of high frequency currents, and (8) in the 
rectification of alternating currents. 

1. In controlling electric circuits, etc., by some operating 
mechanism, as a potential magnet increasing and decreasing the 
resistance of the circuit, or a cluteh shifting brushes, etc., the 
main objections are due to the excess of the friction of rest over 
the friction while moving. This results in a lack of sensitiveness, 
and an overreaching of the controlling device. To overcome 
the friction of rest, the deviation of the circuit from normal 
must become greater than necessary to maintain the motion of 
the operating mechanism, and when once started, the mechanism 
overreaches. This objection is ehminated by never allowing 
the operating mechanism to come to rest, but arranging it in 
unstable equilibrium, as a “floating system,” so that the con- 
dition of the circuit is never normal, but continuously and 
periodically varies between the two extremes, and the resultant 
effect is the average of the transient terms, which rapidly and 
periodically succeed each other. By changing the relative 
duration of the successive transient terms, any resultant inter- 
mediary between the two extremes can thus be produced. On 
this principle, for instance, operated the controlling solenoid of 
the Thomson-Houston are machine, and also numerous auto- 
matic potential regulators. 

2. Production of high frequency oscillating currents by period- 
ically recurring condenser discharges has been discussed under 
“oscillating current generator,” in Section I, paragraph 44. 

High frequency alternating currents are produced by an аге, 
when made unstable by shunting it with & condenser, as dis- 
cussed before. 

The Ruhmkorff coil ог inductorium also represents an appli- 
cation of periodically recurring transient phenomena, as also 
does Prof. E. Thomson's dynamostatic machine. 

3. By reversing the connections between a source of alter- 
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nating voltage and the receiver circuit, synchronously with the 
alternations of the voltage, the current in the receiver circuit is 
made unidirectional (though more or less pulsating) and there- 
fore rectified. 

In rectifying alternating voltages, either both half waves of 
voltage can be taken from the same source, as the same trans- 
former coil, and by synchronous reversal of connections sent in 
the same direction into the receiver circuit, or two sources of 
voltage, as the two secondary coils of a transformer, may be 
used, and the one half wave taken from the one source, and sent 
into the receiver circuit, the other half wave taken from the 
other source, and sent into the receiver circuit in the same 
direction as the first half wave. The latter arrangement has 
the disadvantage of using the alternating current supply source 
less economically, but has the advantage that no reversal, but 
only an opening and closing of eonnections, is required, and is 
therefore the method commonly applied in stationary rectify- 
ing apparatus. 

5. In rectifying alternating voltages, the change of connec- 
tions between the alternating supply and the unidirectional 
receiving circuit can be carried out as outlined below: 

(a) By a synchronously moving commutator or contact 
maker, in mechanical rectification. Such mechanical rectifiers 
may again be divided, by the character of the alternating supply 
voltage, into single phase and polyphase, and by the character 
of the electric circuit, into constant potential and constant cur- 
rent rectifiers. Mechanical rectification by a commutator 
driven by a separate synchronous motor has not yet found any 
extensive industrial application. Rectification by a commutator 
driven by the generator of the alternating voltage has found 
very extended and important industrial use in the excitation of 
the field, or a part of the field (the series field) of alternators and 
synchronous motors, and especially in the constant-current arc 
machine. The Brush arc machine is a quarter-phase alternator 
connected to a rectifying commutator on the armature shaft, 
and the Thomson-Houston are machine is a star-connected 
three-phase alternator connected to a rectifying commutator on 
the armature shaft. The reason for using rectification in these 
machines, which are intended to produce constant direct current 
‘at very high voltage, is that the ordinary commutator of the 
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continuous-current machine cannot safely commutate, even at 
limited current, more than 30 to 50 volts per commutator 
segment, while the rectifying commutator of the constant- 
current arc machine can control from 2000 to 3000 volts per 
segment, and therefore rectification is superior to commutation 
for very high voltages at limited current, as explained by the 
character of this phenomenon, discussed in Chapter III. 

(b) The synchronous change of circuit connection required 
by the rectification of alternating e.m.fs. can be brought about 
without any mechanical motion in so-called “are rectifiers,” 
by the characteristic properties of the electric arc, to be a good 
conductor in one, an insulator in the opposite direction. By 
thus inserting an arc in the path of the alternating circuit, 
current can exist and thus a circuit be established for that half 
wave of alternating voltage, which sends the current in the 
same direction as the current in the are, while for the reversed 
half wave of voltage the arc acts as open circuit. As seen, the 
are cannot reverse, but only open and close the circuit, and so 
ean rectify only one half wave, that is, two separate sources of 
alternating voltage, or two rectifiers with the same source of 
voltage, are required to rectify both half waves of alternating 
voltage. 

(c) Some electrolytic cells, as those containing aluminum as 
one terminal, offer a low resistance to the passage of current in 
one direction, but à very high resistance, or practically interrupt 
the current, in opposite direction, due to the formation of a non- 
conducting film on the aluminum, when itis the positive terminal. 
Such electrolytic cells can therefore be used for rectification in 
a similar manner as arcs. 

The three main classes of rectifiers thus are: (а) mechanical 
rectifiers; (b) arc rectifiers; (c) electrolytic rectifiers. 

Still other methods of rectification, as by the unidirectional 
character of vacuum discharges, of the conduction in some 
crystals, etc., are not yet of industrial importance. 


at 


CHAPTER II. 


CIRCUIT CONTROL BY PERIODIC TRANSIENT PHENOMENA. 


6. Asan example of a system of periodic transient phenomena, 
used for the control of electric circuits, may be considered an 
automatic potential regulator operating in the field circuit of 
the exciter of an alternating current system. 

Let, 7, = 40 ohms = resistance and Г = 400 henrys = 
inductance of the exciter field circuit. 

A resistor, having a resistance, r, = 24 ohms, is inserted in 
series to ту Lin the exciter field, and a potential magnet, con- 
trolled by the alternating current system, is arranged so as to 
short circuit resistance, r,, if the alternating potential is below, 
to throw resistance r, into circuit again, if the potential is 
above normal. 

With a single resistance step, r,, in the one position of the 
regulator, with т, short circuited, and only r, as exciter field 
winding resistance, the alternating potential would be above 
normal, that is, the regulator cannot remain in this position, 
but as soon after short circuiting resistance r, as the potential 
has risen sufficiently, the regulator must change its position 
and cut resistance r, into the circuit, increasing the exciter field 
circuit resistance to r, + r,. This resistance now is too high, 
would lower the alternating potential too much, and the regula- 
tor thus cuts resistance r, out again. That is, the regulator 
continuously oscillates between the two positions, corresponding 
to the exciter field circuit resistances r, and (7, + r,) respec- 
tively, at a period depending on the momentum of the moving 
mass, the force of the magnets, etc., that is, approximately 
constant. The time of contact in each of the two positions, 
however, varies: when requiring a high field excitation, the 
regulator remains a longer time in position r, hence a shorter 
time in position (r, + rj), before the rising potential throws it 
over into the next position; while at light load, requiring low 
field excitation, the duration of the period of high resistance, 
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(r, + r,), is greater, and that of the period of low resistance, тү, 
less. 

7. Let, ¢, = the duration of the short circuit of resistance r,; 
i, = the time during which resistance т, is in circuit, and t, = 
ЖА 

During each period f£, the resistance of the exciter feld, 
therefore, is r, for the time 5, and (ry + r,) for the time ¢,. 

Furthermore, let, i, = the current during time ¢,, and %, = 
the current during time é,. 

During each of the two periods, let the time be counted 
anew from zero, that is, the transient current 2, exists during the 
time 0 < £ < t, through the resistance r, the transient 
current, 7,, during the time 0 < і < t, through the resistance 
(+r) 

This gives the terminal conditions: 


"Lor cm m ff its 
and (1) 
Vilas SU P hia 


that is, the starting point of the current, 1,, is the end value of 
the current, %,, and inversely. 

If now, e = voltage impressed upon the exciter field circuit, 
the differential equations are: 





di 
в=т +L A 
and (2) 
в = (r +7) i LAS 
ог, 
di, ae 
Er -7 dt, 
— 
Y. . 
do Tod di G3) 
Р eo L | 
by 


q 


4 


5 EN 
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‘Integrated, 
то 
е -=i 
tn = — F eE 5 
To 
and (4) 
| е REA, 
ћ, = + Є, 
dE s 


Substituting the terminal conditions (1) in equations (4), 
gives for the integration constants с, and с, the equations, 








© é -Bn 
—~+¢,=——+ee # 
f Ty tri 
and 
e + е E – Pe 
€, = — + CE : 
2 1 3 
Т» VE To 
herefrom, 
То 1-73 
— A la 
Ele L | 
б, = — | -Pp ЭТ, 
1 
те у Тр bes 8 | 
and (5) 
HO 
FEE — € 2^ | 
с, = + 





| actu i 
т, б у troll- e 2 Р 


Substituting (5) in (4), 
TQ 3-74 
. e STR L e] – 
Qe 1-= — etn) E 
(nr) 1 –е И | 
and (6) 


7o | 

гр 

А е еу L ~ Tat 

% = реј i | 











= LCD 
Eo +T rli ee 


If, e = 250 volts; t, = 0.2 sec., or 5 complete cycles per sec.; 
і, = 0.15, and t, = 0.05 sec.; then 


1, = 6.25 {1 2019827077 | 
and (7) 
$, = 3.91 {1 + 0.391 c7 98: |: 
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8. The mean value of current in the circuit is 


E Y o E 
i= perl) CENE |. (8) 


1 





This integrated gives, 








T TE e 
el 5 Er tr. (9) 
Ира a 

and, if 

TEM e 

5 >, 
and (10) 

5 i ‚ _ е 
ЖГ? 


ате the two extreme values of permanent current, corresponding 
respectively to the resistances r, and (r, + r,), we have 

ы c A m 

ф = MR Lr qM (11) 

Eo de Cus ugs T 
that 18, the current, ?, varies between 7,’ and т, as linear function 
of the durations of contact, ¢, and 5. 
The maximum variation of current during the periodic change 

is given by the ratio of maximum current and minimum current; 
or, 








= ф (12) 


and is 
r, (L — 67978) +", (1 — ет) 


TQ e A79 тен cet) (13) 


and | (14) 
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Substituting 
| 2 r 
ler erd ee dh a (15) 


by using only term of first order; 


l =e =g, | 
gives | (16) 


4 = 1; 


that is, the primary terms eliminate, and the difference between 
2, and 1, is due to terms of secondary order only, hence very 
small. 

Substituting 


t 2 
35 T 
1 — 2 naQ 


(17) 


that is, using also terms of second order, gives 


fro (8, £8.) +r} — 4 {ro (8, +8, + 7,82) | 
if (5, + 8,) + 7,8,] UE у | (s, m 8,) T Ter Ex 27,5,5,] ' 


q = 
(18) 
or, approximately, 
78,8 
= a eee А егы ЕНЕНЕ 19 
d To (84 + Sa) +148, : 2 
and, substituting (14), 
TA 
-—14-——: 20 
ETE m 
that is, the percentage variation of current is 
rt 
ee „кыыл ПО ы: 21 
Equation (21) is a maximum for 
i 
Ё = 0, = 2" (22) 
and, then, 1s 
un to 
ae а: (23) 
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or, in the above example, (r, = 24; L = 400; t, = 0.2); 
а – 1 = 0.003; 


that is, 0.3 per cent. 
The time f, of a cycle, which gives 1 per cent variation of 
current, 9 — 1 = 0.01, is 


AL | 
= (9 – 1), (24) 
1 
= $ sec. 


The pulsation of current, 0.3 per cent respectively 1 per cent, 
thus is very small compared with the pulsation of the resistance, 
r, = 24 ohms, which is 46 per cent of the average resistance 


CHAPTER III. 


MECHANICAL RECTIFICATION. 


9. If an alternating-eurrent circuit is connected, by means 
of a synchronously operated circuit breaker or rectifier, with a 
second circuit in such a manner, that the connection between 
the two circuits is reversed at or near the moment when the 
alternating voltage passes zero, then in the second circuit 
current and voltage are more or less unidirectional, although 
they may not be constant, but pulsating. 

If 7 = instantaneous value of alternating current, and 4, = 
instantaneous value of rectified current, then we have, before 
reversal, 2, = 1, and after reversal, 1, = — 1; that is, during 
the reversal of the circuit one of ‘the currents must reverse. 
Since, however, due о the self-inductance of the circuits, neither 
current can reverse instantly, the reversal occurs gradually, 
so that for a while during rectification the instantaneous value 
of the alternating and of the rectified current differ from each 
other. Thus means have to be provided either to shunt the 
difference between the two currents through a non-inductive 
bypath, or, the difference of the two currents exists as arc over 
the surface of the rectifying commutator.*. 

The general phenomenon of single-phase rectification thus 
is: The alternating and the rectified circuit are in series. Both 
circuits are closed upon themselves at the rectifier, by the 
resistances, r and r,, respectively. The terminals are reversed. 
The shunt-resistance circuits are opened, leaving the circuits 
in series in opposite direction. 

Special cases hereof are: 

1. Ifr =r, = 0, that is, during rectification both circuits are 
short circuited. Such short-circuit rectification is feasible only 
in limited-current circuits, as on are lighting machines, or circuits 
of high self-inductance, or in cases where the voltage of the recti- 

* If the circuit is reversed at the moment when the altcrnating current 
passes zero, due to self-inductance of the rectified circuit its current differs 


from zero, and an arg still appears at the rectifier- 
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fied circuit is only a small part of the total voltage, and thus the 
current not controlled thereby, as when rectifying for the supply 
of series fields of alternators. 

2. т =r, = ©, or open circuit rectification. This is feasible 
only if the rectified circuit contains practically no self-inductance, 
but a constant counter e.m.f., e, (charging storage batteries), 
so that in the moment when the alternating impressed e.m.f. 
falls to e, and the current disappears, the circuit is opened, and 
closed again in opposite direction when after reversal the alter- 
nating impressed e.m.f. has reached the value, e. 

In polyphase rectification, the rectified circuit may be fed 
successively by the successive phases of the system, that is 
shifted over from a phase of falling e.m.f. to a phase of rising 
e.m.f., by shunting the two phases with each other during the 
time the current changes from the one to the next phase. Thus 
the Thomson-Houston аге machine is a star-connected three- 
phase constant-current alternator with rectifying commutator. 
The Brush are machine is a quarter-phase machine with rectify- 
ing commutator. 

In rectification frequently the sine wave term of the current 
is entirely overshadowed by the transient exponential term, 
and thus the current in the rectified circuit is essentially of an 
exponential nature. 

As examples, three cases will be discussed: 

1. Single-phase constant-current rectification; that is, a 
rectifier is inserted in an alternating-current circuit, and the 
voltage consumed by the rectified circuit is small compared with 
the total circuit voltage; the current thus is not noticeably 
affected by the rectifier. In other words, a sine wave of current 
is sent over a rectifying commutator. 

2. Single-phase constant-potential rectification; that is, a 
constant-potential alternating e.m.f. is rectified, and the impe- 
dance between the alternating voltage and the rectifying com- 
mutator is small, so that the rectified circuit determines the 
current wave shape. 

3. Quarter-phase constant-current rectification as occurring 
in the Brush are machine. — 
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1. Single-phase constant-current rectification. 


10. A sine wave of current, 7, sin 0, derived from an e.m.f. 
very large compared with the voltage consumed in the recti- 


fied circuit, feeds, after rectification, 
a circuit of impedance Z = т — 12. 
This circuit is permanently shunted 
by a circuit of resistance r,. 

Rectification takes place over short- 
circuit from the moment z — 0, to 
т + 0,; that is, at x — 0, the rectified 
and the alternating circuit are closed 
upon themselves at the rectifier, and 
this short-circuit opened, after rever- 
sal, at m + 0,, as shown by the dia- 
grammatic representation of a two- 
pole model of such a rectifier in Fig. 
54. In this case the space angles 
т + т, апал — rt, and the time angles 
т + 0, and z — 0, are identical. 

This represents the conditions ex- 
isting in compound-wound alter- 
nators, that is, alternators feeding 
through a rectifier. 





Fig. 54. Single-phase current 
rectifier commutator. 


a series field winding 


Let, during the period from 0, to z — 6, t = current in 
impedance Z, and 4, = current in resistance 7,, then: 


1+7, = 5110. (1) 
However, 
| di 
| 4T, => + 2-5 (2) 
and substituting (1) in (2) gives the differential equation: 
di. o 
$(r +r) + 2 —%уузїпб = 0, (3) 
which is integrated by the function: | 
i = Аг“ 4 B sin (0 — ò). (4) 


Substituting (4) in (8) and arranging, gives: 
A (r +r, — az) 7 ? + [B ([r + rJcosé + asin д) — ?,7,] sino 
—[(r +r) sind — 2 cos 0] В соѕ0 = 0, (5) 
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which equation must be an identity, thus: 


r+r,-ax=0, 
В ([r + т] cos д + x sin б) — MW = | 
and (т +7,)sné — 20050 = 0, 


and herefrom: 








r +7, 
а= ? 
2 
tan д =. 
о = 
r +T (6) 
r € 
and B = D ————ÀÁ—— = бола 
"Мт Fry + 22 г” 
where 
2=V(irtry+2; (7) 
hence: 
„ТЕ E 
ф= Аг ^ + 1, — sin (0 — д). (8) 


During the time of short-circuit, from л — 0, to z + 0,, if 
i' = current in impedance 2, we have 


Р dy 
vr Lx 40 = 0, (9) 
hence: 
xL 8 | 
Y = Ај" • (10) 


The condition of sparkless rectification is, that по sudden 
change of current occur anywhere in the system. In consequence 
hereof we must have: 


$ = 1 = 7, sin 0 at the moment 0 = л — 0, 


and, at the moment 0 = я + 6, | must have reached the same 
value as + and 7, sin 0 at the moment 0 = @,. 
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This gives the two double equations: 


Up а, = V. 6, = ty Sin (x — 0,) 
and (11) 


А a ea . 
%, = Un 40, = % 810 б,; 


or, substituting (8) and (9), 








— LET cd) Tt. —-t(m-5 .. 
Ae * + 12 віп (6 + 0,) = А = = 7, sin 0, (12) 
and 

rer у r 

ш a Је Ec dc A 
de Xu 5,7 sin (8 — 6) = Аб * = 1510 0, (13) 


These four equations (12) (18) determine four of the five 
quantities, A, A’, 0,, 0,, r,, leaving one indeterminate. 

Thus, one of these five quantities can be chosen. The deter- 
mination of the four remaining quantities, however, is rather 
difficult, due to the complex character of equations (12) (13), 
and is feasible only by approximation, in a numerical example. 

11. ExawPLE: Let an alternating current of effective value 
of 100 amp., that is, of maximum value 7, = 141.4, be rectified 
for the supply of a circuit of impedance Z = 0.2 — 27, shunted 
by а non-inductive circuit of resistance 7,. 

Let the series connection of the rectified and alternating 
circuits be established 30 time-degrees after the zero value of 


alternating current, that is, 6, = 30 deg. = chosen. 


Then, from equation (13), we have 


" 
zd + 04) 


A’: 
hence, substituting r, т, 0,, t, gives 
A’ = 102. 


= 10 810 0, 


From equation (12), 


A'e 


2 
-Lm- 0. . 
z = Ф, SIN 0,, 


and, substituting, 
sin 0, = 0.527 «1%; 
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approximately 

sin 6; = 0.527 and 6; = 32°; 
thus, more closely 

sin ĝa = 0.527 2° = 0.558, and 6; = 34°; 
thus, more closely 
sin 0, = 0.527" = 0.559, and 0, = 34° 
From equations (12) and (13) it follows: 





TET ecd T 
Шо з: a E Me 
Ае > + % > Эп (8 + 6,) = i Sin @,, 





Паз а SE 2:4 
Ae = t 4, 7 sin (à — 0) = i, Sin 6,; 


eliminating A gives 
a 6-9) аза: _ 25m0, — т, sin (6 + 0, 
E ee ы с 
zsin 0, + Tr, sin (0 — @,) 
оле 
2 


E 





substituting sin 6 = — cos 6 = 
2 


substituting for т, x, 0,, 0,, gives after some changes: 
р. 1.5 — 1.047, | 
Plate,» 
calculating by approximation, 


assuming т, = 0.5, 
0.603 = 0.612; 


assuming т, = 0.51, 
0.597 = 0.602; 


assuining r, = 0.52, 
0.591 = 0.592: 
hence, r, = 0.52, 


2.124, 
= 70°. 


I 


| 


and 2 


‚2 = (rr + 22, and 
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Substituting these values in (12) or (18) gives 
A = 114; 


hence, as final equations, we have 
= 112.79" + 34.6 sin (0 — 70°), 


Y = 102є7°%1°, 
2 = 141.4 sin 0, 
and 1 = 1 — 5; 


which gives the following results: 














Effec- | Arith- 
Quantity. | Instantaneous Values. tive ees 
Value ean 

Value 

09 = 130 150 170 90 1110 |130 [146 | 170 190 | 210 aie cua 
; = |70.8]70.5|72.6! 74. 9179.0!80.4179.0|......1......1...... 75,2 | 75.9 

# = 79.0] 75.8 73.2] 70.8 | , 
f; sin 0= |70.8|108 [133 |141. 41133 |108 |79.0) 24.71—24.71— 70.8 1100.0 |..... 
i= 0 /|37.5|60.4| 66.5/54.0/27.6) 0 а Рани не 0 38.2 | 27.3 
epe |(44.9) 





Curves of these quantities are plotted in Fig. 55, for % = 
100 sin б. 

The effective value of the rectified current is 75.2 amp., and 
this current is fairly constant, pulsating only between 70.5 and 
80.4 amp., or by 6.6 per cent from the mean; that is, due to the 
self-inductance, the fluctuations of current are practically 
suppressed, and taken up by the non-inductive shunt, and the 
arithmetic mean value of this current is therefore equal to its 
effective value. The effective value of the shunt current is 38.2 
amp., and this current is unidirectional also, but very fluctuating. 
Its arithmetic mean value is only 27.3 amp.; that is, in this 
circuit a continuous-current ammeter would record 27.3, an 
alternating ammeter 38.2 amperes. The effective -value of the 
total difference between alternating and rectified current (shunt 
plus short-circuit current) is 44.9 amp. 

The current divides between the inductive rectified circuit 
and its non-inductive shunt, not in proportion to their respective 
impedances, but more nearly, though not quite, in proportion 
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to the resistances; that is, in a rectified circuit, self-inductance 
does not greatly affect the intensity of the current, but only its 
character as regards fluctuations. 


ia i a урчу сха LL АП ЕЗИ БИ БЕ 
© ЕЕ AC kal SALIRE oT TT 
Н-548 


кай 
Ecc EI 
ЕАУ 












0 20 40 60 80 100 120 140 160 19 
Degrees => 


Fig. 55. Single-phase current rectification, 


2. Single-phase constant-potential rectification. 


12. Let the alternating e.m.f. e, sin 0 of the alternating cir- 
cuit of impedance Z, = т, — јх, be rectified by connecting it 
at the moment 0, with the direct-current receiver circuit of 
impedance Z =r — jx and continuous counter e.m.f. e, dis- 
connecting it therefrom at the moment z — 0, and closing 
during the time from z — 0, to я + 0, the altefnating circuit by 
the resistance r,, the direct-current circuit by the resistance r,, 
then connecting the circuits again in series in opposite direction, 
at т + @,, ete., as shown diagrammatically by Fig. 56, where 


1 
ЕТЕНЕ Ж 
1 
=a ыр Эш 
+ 


1. Then, during the time from 0, to z — 8, if 1, = current, 
the differential equation is 


esinte -e-i (г + 7) - ATE = 0, а) 


do 
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which is integrated by 
9, = А, + B^ ^? + C, sin (0 — 0,) (2) 





Fig. 56. Single-phase constant-potential rectifying commutator. 


Equation (2) substituted in (1) gives 
esin ð — e — (r + rj) [4, + Be ™ + C, sin (0 — 2,)] 
| (Baa) [Г Cpe + С, cos @ — 4,)] = 0; 


or, transposing, 
— [+e + (ror) AJ] + Be [a (2 +r) — (r t 79] 
+ sin 0 [е, — (т + то С, cos ô, — (ж + х, C, sin д,] 
+ С, сов 0 [(" + rj) sind, — (x + т) cos д,] = 0; 


herefrom it follows that 
e 4 (r 0r) А, = 0, 
a, (2 ++) — (rr) = 0, 
е, — (т + rj) С, cos 0, — (x + x) С, sind, = 0, 


and 
(r +7,) sin д, — (ж + 2,) cos 6, = 0; 
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hence 
зыбыз 
TET, 
r Миу 
а, = 
x TEE (8) 
^ 4 L+L, 
tan 6, = , 
т + т, 
е 
and £ 





1 == 


and, substituting in (2), 

















Cs di -p5 esin (8 — д) ) 
= — € ey 
Zu еы М + + а) 

tt, 
ppa ep 2 el (r +r,)sind — (® +) 080] 4) 

EET (ny FEE 
tan д, = 200 
+r 


0 


2. During the time from z — 0, to z + 6,, if i, = current in 
the direct circuit, t, = current in alternating circuit, we have 


Alternating-current circuit: 


pag, (8) 


éesnd—a(r, + 7) — 7 


which is integrated the same as in (1), by 


-nin 


= Ве ^ е esin (0 — д) 


У + ry + 22 





mtn, $ 
med ов (РРА sinl 2 cos 61 
= Ве * 4000 1 0 , 6 
8 (r + 7) Tx (6) 
tan д, = To 


Tod-T, 
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Direct-current circuit: 
di 


~e — 1, (T+ 1) - x = 0, (7) 
integrated by 
T d ro 
е 775% 
УУ + B, (8) 


At 0 = x — 0,, however, we must have 
(Я = be = ts 
and љађд = zx + 0, must be equal to 
i at = 0,, and opposite to 7, at 0 = x + 0,; 
LE =O) = 2,10 =z 0, = — [0 = n + бу]. 


(9) 


These terminal conditions represent four equations, which 
suffice for the determination of the three remaining integration 
constants, B,, B, B, and one further constant, as 0, or 0,, or 
т, or r, оге; that is, with the circuit conditions Z,, 2, Ti Ту бо е 
chosen, the moment @, depends on @, and inversely. 

13. Special case: 


4,=0, т,=0, e=0; (10) 
that is, the alternating e.m.f. e, sin б is connected to the circuit | 
of impedance Z = r — jx during time 0, to x — @,, and closed 
by resistance т,, while the rectified circuit is short-circuited, 


during time z — 0, to m + 6,. 
The equations are: 


1. Time 0, to z — 0,: 


. - e . 
1 = Ва ^ +- [r віп 0 — z cos 0]. 





t r+ 2? 
2. Time z — 6, toz + 0;: 
. – та (11) 
4, = By = | 
i _ 2 SiN 0. 


8 
Т, 
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The terminal conditions now assume the following forms 
At Ü-z— 0 


2 


i, = 1, = 1, 





r 
-2r 9 е, » . ~~ (т — бә) 7 

РИК 2) 0 rsin@, + z ceos 0,) = Be = 

B +a Lx 2 2 2 


бр . 
= sin 6,; 
T, 


at i = = + 6, and 0, respectively 





А 

-La e pos ~ = (T+ 8) 

Be * + yg (тзп 0, — 20080) = By a 
BI 


ё. 
= sin 0,. 
un 


These four equations suffice for the determination of the two 
iutegration constants B, and B,, and two of the three rectifica- 
tion constants, 6,, 6,, T, so that one of the latter may be chosen. 


Choosing 0,, the moment of beginning reversal, the equations 
,12) transposed and expanded give 


-l(&-e) sin 0, 
£ I — 











т " 2 
sin 0, 
тт 9 5 гт 
= п +2 DM 
cot й, + e7 cot 0, = ( -*) (= -1), 
7 7.2 x 
і (18) 
В, = €, SIR 9, + Ze), 
anid А 
В, = В, = Ч 





А 
: 207—6) 
SP (r sin 0, + 2 cos 0,)== ; 


which give 4,, ro Ba В,: 0, is calculated by approximation. 
Assuming, as an example, 


€, = 156 sin 0 (corresponding to 110 volts effective), 
10 — 30), 


- (14) 
= = 30°, 


М, 
эү 


+ 


, 
m 


4 


p 
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by equations (13) we have: 


log sin 0, = — 0.8765 — 0.1448 6,, 
and 0, = 21.79, 


т, = 7.68, 
В, = 2АА, (18) 
and В, = 12.8; 
thus 
6 
i, = 12.8e 8 + 1.56 (sin 8 — 3 cos 0), 
8 0 
i, — Ade 8, 00) 
and га = 20.5 sin 0, 


which gives: 


=з сл 


7.6 
7.4 
7.7 
8.0 
8.5 
9.1 
9.6 
0.0 


£O ~а OO с> о 








The mean value of the rectified current is derived herefrom 
as 8.92 amp., while without rectification the effective value of 


alternating current would be saat 3.48. 110 volts 
т? + 2? 
V2 





effective corresponds to - 110 = 99 volts mean, which in 


x 
r = 10 would give the current as 9.9 amp. 

Thus, in a rectified circuit, self-inductance has little effect 
besides smoothing out the fluctuations of current, which in this 
case varies between 7.47 and 10.27, with 8.92 as mean, while 
without self-inductance it would vary between 0 and 15.6, with 
9.9 as mean, and without rectification the current would be 
4.95 sin (0 — 71.6%). 
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As geen, in this case the exponential or transient term of 
current largely preponderates over the permanent or sinusoidal 
term. 
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Fig. 57. Single-phase e.m.f. rectification, 


In Fig. 57 is shown the rectified current in drawn line, the 
value it would have without self-inductance, and the value the 
alternating current would have, in dotted lines. 


3. Quarter-phase constant-current rectification. 


14. In the quarter-phase constant-current arc machine, as 
the Brush machine, two e.m.fs., E, = e cos 0 and E, = e sin 0, 
are connected to a rectifying commutator, so that while the first 
Е, is in circuit F, is open-cireuited. At the moment 0,, E, is 
connected in parallel, as shown diagrammatically in Fig. 58, 
with Е,, and the rising e.m.f. in E, gradually shifts the current 
t, away from E, into Æ, until at the moment 0, E, is dis- 
connected and E, left in circuit. 

Assume that, due to the superposition of a number of . .ch 
quarter-phase e.m.fs., displaced in time-phase from each other, 
and rectified by a corresponding number of commutators offset 
against each other, and due to self-inductance in the external 
circuit, the rectified current is practically steady and has the 
value $,. Thus up to the moment 0, the current in ЕЁ, is %, in 


gus 


~“ 
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Е„1в 0. From 0, to 0, the current in E, may be ї; thus in E, it 
ist, = 1, — 1. After 0, the current in Æ, is 0, in E, it is i, 

A change of current occurs only during the time from 0, to 0„ 
and it is only this time that needs to be considered. 





Fig. 58. Quarter-phase constant-current rectifying commutator. 


Let Z =r — jx = impedance per phase, where x = 2 xjL; 
then at the time # and the corresponding angle 0 = 2хўї the 
difference of potential in E, is 


ecosd — (1 — i) r — 16-9 
= ед = 0-07 +; (1) 
the difference of potential in E, is 
esind —ir—z ar 
ән do’ 


and, since these two potential differences are connected in 
parallel, they are equal 


e (in 0 — cos 6) fig — 24 — 227 = 0. (2) 
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The differential equation (2) is integrated by 


i= А +B” + С соз (0 — д); (3) 
di – ад + N 
thus S aBe C sin (0 — ò), 


and substituting in (2), 
e (sin 0 — cos 0) + ir — 2 Ar — 2 Вт "9 — 2 Cr eos (0 — ò) 
+2aBre7® + 2 Czsin @ — д) = 0° 
or, transposed, 
@,—2А)т + 2 Ва“ © (ал — r) + sin 0 [e — 2 Cr sin д 
+ 2 Сх cos д] — cos @ [e + 2 Ст cos ò + 2 Ст sin ô] = 0; 


thus 
4 2А = 0, 
аз Т = 0), 
e—2Crsind +2Cxrcosd = 0), 
and е + 2 Савил д + 2 Ст совд = 0, К 


> x 
and herefrom, letting — = tan с, we have 
T 





e = — 2Czsin (с — à), 
e = — 2 Cz cos (с — 0), 
– 1 
А = 
r 
С =-~} 
T 
tan v = 8 z= (4) 
z +T 
C e 
TS NL eec 
М 2 (2? + т) 
tan (c — 6) = 1, 
апі Que 
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These values substituted in (8) give 


bo ~ Jp 
4 = 4. Ве = — cos (0 — д) 
2 ма (x? + T) | 
2-7 
С ) == ——— * 5 
tan д mum (5) 


4 — 26 е 
O=~2+ Be > е соз (0, — 0) 
2 2 (22 + 1°) E i 
hence, 
Bue. i e (0 E (6) 
V2 (4° +) : 2' 


substituting in (5), we have the equations of current in the two 
coils as follows: ` 
gu е 10ү = 200-6) 
i= (Ср °% 0 -0-i z 
‚ 2 мит) vi 2 


ЈА е 
Ule genesis 008 (0 = д) 
V2 (i? +) 


Ta — = (9—0) 
=—(l—e« # ) 
| 


E. (7) 
~ pes (0~ 8) ~ 008 (0, —9) e z” "о, 
м2 (22 +1) 
and | 
| | UN ё. 2) —L (g—8) 
— i ed a cos d.e 0) e F 
Lud aes а 


€ 
+ -—— cos (0 — 0). 
м2 (42 + т?) J 
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X) | 
At O = 0, i = d; thus 
(1 А p 506-01) 
2-( — cos (0, — 0) — = је 
2 V3 (i 4 p) es 
+ d cos (0, — д) = 
vV qr) 


Ш . в 
Б: Ы p а T \ a Н 
or, multiplied by ғ = and rearranged, we have the condition 
connecting moments 0, and 0,, as follows: 





hy f - tn ec й he pe cos (0, — 0) | 
ел VEG | 
Sup ad (0, — T = () 
and 
ДЕ 4 e^) ЕБЕ == | e? “сов (0, — 0) 
2 мо rn! 
ee 0. -»]. (8) a 
Rearranged equation (8) gives 
JO) = ae” È Базы „н | 
5) 7 E ~ у 008 (0, — 
` 1,v/2 (x? F 
би 2 | 
= ett brc (0, ~ 0) — 1], (9) 
„МЗ (2 + т) 
2 т | 
where tan д = й 
2 +7 


Ву approximation, from this equation the value of 0 
sponding to a given 0,, 18 derived. 
15. Example: 


ау COTO- 


e = 2000, 4, = 10, and Z = 10 — 40 j. 


= 
7 
“7 
| 


31° = 0.54 radiang 
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4 == 5 + [34.3 cos (0, E 31°) M 5] g^ 0°25 (0—0) 


and 
— 34.3 cos (0 — 319), 
f (0,) = £791 + 6.86 cos (0, — 319)] 
= 29280 10.80 cos (0, — 31°) — 1). 
Substituting for 0,, 30° = > 45° = Tand 60° = = respec- 
) 


tively, gives: 


Е = oss (8— 7) 
,,=5+ 29.36 9/ — 34,3 cos (8 — 31?) 


2 
| 


А — 025 (8 — 5 
ИЕ и 7 2). 94 3 aos = 31°) 


А ~ ass (8 – 5) 
t= 5 4 25.1 є 3; — 34.3 сов (0— 31°) 


cla ala ola 


~ 


апа 






































These values are plotted in Fig. 59, together with e, and e, 


It follows then, 
0, = 90.2° 88.6? 


2 


91.7? 
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The actual curves of an arc machine differ, however, very 
greatly from those of Fig. 59. In the aro machine, inherent regu- 
lation for constant current is produced by opposing a very high 
armature reaction to the field excitation, so that the resultant 
m.m.f., or m.m.f. which produces the effective magnetic flux, is 
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Fig. 59. Quarter-phase rectification. 


small compared with the total field m.m.f. and the armature 
reaction, and so greatly varies with a small variation of armature 
current. As result, a very great distortion of the field occurs, 
and the magnetic flux is concentrated at the pole corner. This 
gives an e.m.f. wave which has a very sharp and high peak, with 
very long flat zero, and so cannot be approximated by an equiva- 
lent sine wave, but the actual e.m.f. curves have to be used in a 
more exact investigation. 


CHAPTER IV. 


ARC RECTIFICATION. 


I. Тн Arc. 


16. The operation of the arc rectifier is based on the charac- 
teristic of the electric are to be a good conductor in one direction 
but a non-conductor in the opposite direction, and so to permit 
only unidirectional currents. 

In an electric arc the current is carried across the gap between 
the terminals by a bridge of conducting vapor consisting of the 
material of the negative or the cathode, which is produced and 
constantly replenished by the cathode blast, a high velocity 
blast issuing from the cathode or negative terminal towards the 
anocle or positive terminal. 

An electric are, therefore, cannot spontaneously establish 
itself. Before current can exist as an arc across the gap between 
two terminals, the arc flame or vapor bridge must exist, i.e., 
energy must have been expended in establishing this vapor 
bridge. This can be done by bringing the terminals into contact 
and so starting the current, and then by gradually withdrawing 
the terminals derive the energy of the arc flame by means of the 
current, from the electric circuit, as is done in practically all arc 
lamps. Or by increasing the voltage across the gap between the 
terminals so high that the electrostatic stress in the gap repre- 
sents sufficient energy to establish a path for the current, i.e., by 
jumping an electrostatic spark across the gap, this spark is fol- 
lowed by the arc flame. An arc can also be established between 
two terminals by supplying the arc flame from another arc, etc. 

The arc therefore must be continuous at the cathode, but may 
be shifted from anode to anode. Any interruption of the cathode 
blast puts out the are by interrupting the supply of conducting 
vapor, and a reversal of the arc stream means stopping the 
cathode blast and producing a reverse cathode blast, which, та 
general, requires a voltage higher than the electrostatic striking 

255 
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voltage (at are temperature) between the electrodes. With an 
alternating impressed e.m.f. the arc if established goes out at 
the end of the half wave, or if a cathode blast is maintained 
continuously by a second are (excited by direct current or 
overlapping sufficiently with the first arc), only alternate half 
waves can pass, those for which that terminal is negative from 
which the continuous blast issues. The аге, with an alternating 
impressed voltage, therefore rectifies, and the voltage range of 
rectification is the range between the arc voltage and the electro- 
static spark voltage through the are vapor, or the air or residual 
gas which may be mixed with it. Hence it is highest with the 
mercury arc, due to its low temperature. 

The mercury arc is therefore almost exclusively used for arc 
rectification. It is enclosed in an evacuated glass vessel, so as 
to avoid escape of mercury vapor and entrance of air into the 
arc stream. Due to the low temperature of the boiling point of 
mercury, enclosure in glass is feasible with the mercury аге. 


П. Mercury Arc RECTIFIER. 


17. Depending upon the character of the alternating supply, 
whether a source of constant alternating potential or constant 
alternating current, the direct-current circuit receives from the 
rectifier either constant potential or constant current. Depend- 
ing on the character of the system, thus constant-potential 
rectifiers and constant-current rectifiers can be distinguished. 
They differ somewhat from each other in their construction and 
that of the auxiliary apparatus, since the constant-potential 
rectifier operates at constant voltage but varying current, while 
the constant-current rectifier operates at varying voltage. The 
general character of the phenomenon of arc rectification is, how- 
ever, the same in either case, so that only the constant-current 
rectifier will be considered more explicitly in the following 
paragraphs. | 

The constant-current mercury arc rectifier system, as used 
for the operation of constant direct-current arc circuits from an 
alternating constant potential supply of any frequency, is sketched 
diagrammatically in Fig. 60. It consists of a constant-current 
transformer with a tap C brought out from the middle of the 
‚ secondary coil AB. The rectifier tube has two graphite anodes 
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a,b, and а mercury cathode с, and usually two auxiliary mercury 
anodes near the cathode c (not shown in diagram, Fig. 60), 
which are used for excitation, mainly in starting, by establishing 
between the cathode c and the two auxiliary mereury anodes, 
from a small low voltage constant-potential transformer, a pair 
of low current rectifying ares. In the constant-potential rectifier, 
generally one auxiliary anode only is used, connected through 
a resistor 7 with one of the main anodes, and the constant- 





K—— KKK KX, 





Fig. 60. Constant-current Fig. 61, Constant-potential 
mercury arc rectifier, mereury arc rectifier. 


current transformer is replaced by a constant-potential trans- 
former or compensator (auto-transformer) having considerable 
inductance between the two half coils II and III, as shown in 
Fig. 61. Two reactive coils are inserted between the outside 
terminals of the transformer and rectifier tube respectively, for 
the purpose of producing an overlap between the two rectifying 
ares, ca and cb, and thereby the required continuity of the arc 
stream at c. Or instead of separate reactances, the two half coils 
II and III may be given sufficient reactance, as in Fig. 61. A 
reactive coil is inserted into the rectified or are circuit, which 
connects between transformer neutral C and rectifier neutral с, 
for the purpose of reducing the fluctuation of the rectified current 
to the desired amount. 

In the constant-potential rectifier, instead of the transformer 
ACB and the reactive coils Aa and Ba, generally a compensator 
or auto-transformer is used, as shown in Fig. 61, in which the 
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two halves of the coil, AC and BC, are made of considerable 
self-inductance against each other, as by their location on 
different magnet cores, and the reactive coil at с frequently 
omitted. The modification of the equations resulting herefrom is 
obvious. Such auto-transformer also may raise or lower the 
impressed voltage, as shown in Fig. 61. 

The rectified or direct voltage of the constant-current rectifier 
is somewhat less than one-half of the alternating voltage supplied 
by the transformer secondary AB, the rectified or direct current 
somewhat more than double the effective alternating current 
supplied by the transformer. 

In the constant-potential rectifier, in which the currents are 
larger, and so a far smaller angle of overlap 0 is permissible, the 
direct-current voltage therefore is very nearly the mean value | 
of half the alternating voltage, minus the аге voltage, which is 
about 13 volts. That is, if e = effective value of alternating 
voltage between rectifier terminals ab of compensator (Fig. 61), 


2 





hence e = mean value, the direct current voltage is 


2 
6, ad — 18. 


III. Море or OPERATION. 


18. Let, in Figs. 62 and 68, the impressed voltage between 
the secondary terminals AB of an alternating-current trans- 
former be shown by curve I. Let C be the middle or center of 
the transformer secondary AB. The voltages from C to A and 
from C to B then are given by curves II and III. 

If now A, В, С are connected with the corresponding rectifier 
terminals a,b,cand at c а cathode blast maintained, those currents 
will exist for which c is negative or cathode, ie., the current 
through the rectifier from a to c and from 5 to c, under the 
impressed e.m.fs. IT and IIT, are given by curves-IV and V, and 
the current derived from c is the sum of IV and V, as shown in 
eurve VI. | 

Such a rectifier as shown diagrammatically in Fig. 62 requires 
some outside means for maintaining the cathode blast at c, since 
the current in the half wave 1 in curve VI goes down to zero at 
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the zero value of e.m.f. ПТ before the current of the next half 
wave 2 starts by the e.m.f. IT. 

It is therefore necessary to maintain the current of the half 
wave 1 beyond the zero value of its propel- 
ling impressed e.m.f. IIT until the current of 
the next half wave 2 has started, i.e., to 
overlap the currents of the successive half 
waves. This is done by inserting reactances 
into the leads from the transformer to the 
rectifier, 1.e., between A and a, B and b respec- 
tively, as shown in Fig. 60. The effect of 
this reactance is that the current of half wave 
1, V, continues beyond the zero of its im- 
pressed e.m.f. ITI i.e., until the e.m.f. ITI has 
died out and reversed, and the current of the 
half wave 2, IV, started by e.m.f. II; that is, 
the two half waves of the current overlap, _. 
and each half wave lasts for more than half € 62. Constant- 

` current mercury 
a period or 180 degrees. АЕ er: 

The current waves then are shown in curve 
VII. The current half wave 1 starts at the zero value of its 
e.m.f. III, but rises more slowly than it would without react- 
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Fig. 68. E.m.f. and current waves of constant-current mercury аге rectifier. 
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ance, following essentially the exponential curve of a starting 
current wave, and the energy which is thus consumed by the 
reactance as counter e.m.f. is returned by maintaining the 
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current half wave 1 beyond the e.m.f. wave, i.e., beyond 180 
degrees, by 0, time-degrees, so that it overlaps the next half 
wave 2 by 0, time-degrees. 

Hereby the rectifier becomes self-exciting, 1.е., each half wave 
of current, by overlapping with the next, maintains the cathode 
blast until the next half wave is started. 

The successive current half waves added give the rectified or 
unidirectional current curve УШТ. 

During a certain period of time in each half wave from the zero 
value of e.m.f. both arcs ca and cb exist. During the existence 
of both ares there can be no potential difference between the 
rectifier terminals а and 6, and the impressed e.m.f. between the 
rectifier terminals а and 6 therefore has the form shown in curve 
IX, Fig. 63, i.e., remains zero for 0, time-degrees, and then with 
the breaking of the аге of the preceding half wave jumps up to 
its normal value. 

The generated e.m.f. of the transformer secondary, however, 
must more or less completely follow the primary impressed e.m.f. 
wave, that is, has a shape as shown in curve I, and the difference 
between IX and I must be taken up by the reactance. That is, 
during the time when both arcs exist in the rectifier, the a. c. 
reactive coils consume the generated e.m.f. of the transformer 
secondary, and the voltage across these reactive coils, therefore, 
is as shown in curve X. That is, the reactive coil consumes 
voltage at the start of the current of each half wave, at x in 
curve X, and produces voltage near the end of the current, at y. 
Between these times, the reactive coil has practically no effect and 
its voltage is low, corresponding to the variation of the rectified 
alternating current, as shown in curve ХІ. That is, during this 
intermediary time the alternating reactive coils merely assist the 
direct-current reactive coil. 

Since the voltage at the alternating terminals of the rectifier, 
a, b, has two periods of zero value during each cycle, the rectified 
voltage between c and C must also have the same zero periods, 
and is indeed the same curve as IX, but reversed, as shown in 
curve XII. 

Such an e.m.f. wave cannot satisfactorily operate ares, since 
during the zero period of voltage XII the ares go out. The 
voltage on the direct-current line must never fall below the 
“counter e.m.f." of the ares, and since the resistance of this 


$ 
ра 


жың, 


тзлт 
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circuit is low, frequently less than 10 per cent, it follows that the 
total variation of direct-current line voltage must be below 
10 per cent, 1.е., the voltage practically constant, as shown by the 
straight line in curve XII. Hence a high reactance is inserted 
into the direct-current circuit, which consumes the excess voltage 
during that part of curve XII where the rectified voltage is 
above line voltage, and supplies the line voltage during the 
period of zero rectified voltage. The voltage across this reactive 
coil, therefore, is as shown by curve XIII. 


IV. CoNsTANT-ÜvunRENT RECTIFIER. 


19. The angle of overlap 0, of the two ares is determined by 
the desired stability of the system. By the angle 0, and the 
impressed e.m.f. is determined the sum total of e.m.fs. which 
has to be consumed and returned by the a. c. reactive coil, and 
herefrom the size of the a. c. reactive coil. 

From the angle 0, also follows the wave shape of the rectified 
voltage, and therefrom the sum total of e.m.f. which has to be 
given by the d. c. reactive coil, and hereby the size of the d. c. 
reactive ooil required to maintain the d.c. current fluctuation 
within certain given limits. 

The efficiency, power factor, regulation, etc., of M 8 mercury 
arc rectifier system are essentially those of the constant-current 
transformer feeding the rectifier tube. 

Let f = frequency of the alternating-current supply system, 
1, = mean value of the rectified direct current, and a = the pulsa- 
tion of the rectified current from the mean value, i.e., т, (1 + a) 
the maximum and 4, (1 — a) the minimum value of direct cur- 
rent. A pulsation from a mean of 20 to 25 per cent is permissible 
in an are circuit. The total variation of the rectified current 
then is 2 at, i.e., the alternating component of the direct current 
has the maximum value ат, hence the effective value s ћу (or 
for a = 0.2, 0.141 ù) and the frequency 2 f. Hysteresis and eddy 
losses in the direct-current reactive coil, therefore, correspond 
to an alternating current of frequency 27 and effective value 


| i, or about 0.141 i, i.e., are small even at relatively high 


densities. 
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In the alternating-current reactive coils the current varies, 
unidirectionally, between 0 and т, (1 +a), 1. e., its alternating 


-—— i, and the effec- 


~ 


component has the maximum value 


tive value XUL (or, for a = + 0.2, 0.425 т,) and the fre- 


quency f. The hysteresis loss, therefore, corresponds to an 


; 1+ 
alternating current of frequency f and effective value TA tos 


= 





or about 0.425 2,. 

With decreasing load, at constant alternating-current supply, 
the rectified direct current slightly increases, due to the increas- 
ing overlap of the rectifying arcs, and to give constant direct 
current the transformer must therefore be adjusted so as to 
regulate for a sight decrease of alternating-current output with 
decrease of load. 


V. THEORY AND CALCULATION. 


20. In the constant-current mercury-are rectifier shown dia- 
grammatically in Fig. 64, let e sin 0 = sine wave of e.m.f. im- 
pressed between neutral and outside of 
alternating-current supply to the rec- 
бег; that is, 2 e sin 0 = total secondary 
generated e.m.f. of the constant-current 
transformer; Z, = r, — jz, = imped- 
ance of the reactive coil in each anode 
circuit of the rectifier (‘“alternating- 
AT current reactive coil”), inclusive of the 

1 internal self-inductive impedance be- 
бо а tween the two halves of the transformer 

: л, nu secondary coil; 1, and i, = anode cur- 
= ° rents, counted in the direction from 
anode to cathode; ea = counter e.m.f. 

Fig. 64. Constant-current Of rectifying arc, whichis constant; Z,— 
mercury are rectifier. т, — jt, = impedance of reactive coil 
in rectified circuit (“direct-current re- 

active coil"); Z, = т, — 12, = impedance of load or arc-lamp 
circuit; е, = counter e.m.f. in rectified ‘circuit, which is con- 






у хе 
~ 
c. 
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stant (equal to the sum of the counter e.m.fs. of the arcs in the 
lamp circuit); 0, = angle of overlap of the two rectifying arcs, 
or overlap of the currents ?, and 7,; 7, = rectified current during 
the period, 0 < 0 <0, where both rectifying arcs exist, and 7,’ = 
rectified current during the period, 0, « 0 < п, where only one 
are or one anode current т, exists. 

Let e, = e, + ва = total counter e.m.f. in the rectified cir- 
cuit and Z = r — јх = (г, +7, dr) — 4 (x, +z, + z,) = total 
impedance per circuit; then we have 

(а) During the period when both rectifying arcs exist, 


0«0« ба 
ly = 5 T4. (1) 


In the circuit between the e.m.f. 2 e sin 0, the rectifier tube, 
and the currents т, and t, according to Kircbhoff's law, it is, 


Fig. 64, 


di di, 
dp +2 = 0. (2) 


2esinÜ — rt, — 1,5 y7 


In the circuit from the transformer neutral over e.m.f. e sin 0, 
current %,, rectifier arc e; and rectified circuit,z,, back to the 
transformer neutral, we have 


di 1 d 
е r . 1 . 0 P = 3 
e sin ü-— T mt 2 — ea — Moby — Tovg T Til — Tag — ё = 0; 
or, 


di, di 
esinÜ — т, — 2 19) —(r, + 79 8, - (а, 2) 6 = 0. (3) 


(b) During the period when only one rectifying arc exists, 


O < 0 «m, 


oh. 
ty = % 5 


hence, in this circuit, 


a, md 
eSginÜ т — 24> 5) — (ry HTa) ty — (2, + 2) 2 —е, = 0. (4) 


264 TRANSIENT PHENOMENA 


Substituting (1) in (2) and combining the result (5) of this 
substitution with (8) gives the differential equations of the rec- 


tifier: 


2 esin 0 +r (2i) x (02 —21,) = 0, . (5) 
2e, + (27 — т) 1, ee wt 0, (б) 

MY 
and esin@ — 6, = ту — 20 = 0. (7) 


In these equations, 7, and 2, apply for the time, 0 < 0 < 0, 
i, for the time, 0, < 0 < я. 

21. These differential equations are integrated by the func- 
tions 


4, — 24, = Аг“ + А’ sin (0 — 8), (8) 
1, = Be uu B. (9) 
and qf = 0277 C! + C" gin (0 — 7. | (10) 


Substituting (8), (9), and (10) into (5), (6), and (7) gives 
three identities: 
2 e sin 0 4-À' [r, sin (0—8) +2, cos (0 —8)] J-Ae 7“ (r, —az,) =0. 
96, +В (дт—т,) -Be "((2r—r) —b (2z—2,]-0, 
and 
e sinl — e, – С [rsin (0 — ү) +x cos(0 —y)] — C'r — Ce 7 (r —ex) =0; 


hence, 
r, — ах, = 0, 
(2r—r)—-b(2r—,)-0, 
and т — er = 0. 
2e, + B'(2r —т,) = 0, 
640% =, (11) 


2e + А! (т, сове + x, sin B) = 0, 
A’ (т, sin B — x, cos B) = 0, 

e С”! (rcos y + z&ün y) = 0, 
C"(rgny — #6087) = 0. jJ 
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Writing 
2р = Ут +r, 
т 
tan ay = aS) 
Vi 
and g = VP + 22, 


£ 
tana =- • 
r 
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(12) 


(13) 


Substituting (12) and (13) gives by solving the 9 equations 
(11) the values of the coefficients a, b, с, A’, B’, C^, С", B, у: 








T 
а === 
1; 
p 2r= r 
2 — %, 
r 
С = => 
L 
P ==, | 
y= a, ) 
26 
Aha. 
gi 
Bla - 26; 
2т—7, 
е 
банана 
T 
a е 
Ov = +5, 
e 


and thus the integral equations of the rectifier are 


: : 2e, 
i — 24, = Ac” — —sin (0 — a), 
2 
1 


2e 
. — b0 0 
` 27 = 


A г в e. 
and nan ла — tsin (0 — а), 


(14) 


(15) 


(16) 


(17) 


(18) 
(19) 


(20) 
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where a, b, c are given by equations (14), a and a ‚бу equations 
(12) and (13), and A, B, C are integration constants given by a 
terminal conditions of the problem. 

22. These terminal conditions are: 


|| ee =.0, 
[50] о-о z li loss (21) 
and LAPIS € lio eo im [бей 


That is, at 0 = 0 the anode current t, = 0. After half a 
period, or z = 180°, the rectified current repeats the same 
value. А&8 = 0,, all three currents ?,, ty 2,’ are identical. 

The four equations (21) determine four constants: A, B,C, 0y 

Substituting these constants in equations (18) ; (19), (20) 
gives the equations of the rectified current t, iy, and of the 
anode currents 7, and t, = 1, — Ñ; determined by the constants 
of the system, 2, Z,, e,, and by the impressed e.m.f., e. 

In the constant-current mercury-are rectifier system of аге 
lighting, e, the secondary generated voltage of the constant- 
current transformer, varies with the load, by the regulation of 
the transformer, and the rectified current, 2, 7,’, is required to 
remain constant, or rather its average value. 

Let then be given as condition of the problem the average 
value i of the rectified current, 4 amperes in a magnetite or 
mercury arc lamp circuit, 5 or 6. 6 or 9.6 amperes in & carbon 
are lamp circuit. 

Assume as fair approximation that the pulsating rectified 
current t, 1, has its mean value 7 at the moment, 0 = 0. This 
then gives the additional equation 


igloo = 7, (22) 


and from the five equations (21) and (22) the five constants 
A, B, С, 0,, e are determined. 
Substituting (22), (18), (19), (20) in equations (21) gives 


. 26. 
А =т— — sina, 
| 1 


Poatie 25, (23) 


Ттт Т, 


Cmr fi + Ci dne 
т z j 


rh. 


ay 
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2e. 2 
— Ае — — віп (a,— 0,) = Bet” — б 
2 aq cum 
e, 
= QT” — 2 - > sin (a — 0,). (24) 


Substituting (23) in (24) gives 








2 6j ate sin a, — sin (a, — 0,) | = { dem ah ect | 
2, l ) 
26, ( і 
hc Pep ND 
and 


e ? 
; port sina + sin (a — 0,) | = шше. 


2e ( E ёо {ев { | 
"эт т 1 © iU e (26) 


~ 


and eliminating e from these two equations gives 
et" 799 sin a + sin (а — 0,) 
e^ 0% gin a, — sin (a, — 0,) 


2e e 
raiat о о дь CON аду ca 
| | em i | +]. E 


де 
— аб — 000 EN 0 oo — bbo 
|. +e | eres}! € | 


22 
1 


(27) 


Equation (27) determines angle 0,, and by successive substitu- 
tion in (26), (23), е, A, В, С are found. 

Equation (27) is transcendental, and therefore has to be solved 
by approximation, which however is very rapid. 

As first approximation, аб, = 50, = cho = 0; œ = a, = 90° or 


7 and substituting these values in (27) gives 


2 
е 
E (1 à) 
&" + cosl, 22 | И ur 
1 — cosl, 2, 2 


РА 
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and 
йз м e agb 


This value of 0, substituted in the exponential terms of equa- 
tion (27) gives a simple trigonometric equation in @,, from which 
follows the second approximation 6,, and, by interpolation, the 
final value, 

(9, — 0» 


0, == 0, + @ 


(29) 


i 


23. For instance, let e, = 950, 7 = 3.8, the constants of the 
circuit being Z, = 10 — 1857 and Z = 50 — 10007. 


Herefrom follows 
a = 0.054, b = 0.050, and c = 0.050, (14) 
a, = 86.9? and а = 87.1°. (15) 
From equation (28) follows as first approximation, 0, = 47.8°; 
as second approximation, 0, = 44.2°. 


Hence, by (29), 
0 = 44.49. 


Substituting a in (26) gives e = 2100, 
hence, the effective value of transformer secondary voltage, 


> = 2980 volts 


and, from (23), 
А = — 18.94, В = 24.90, С = 24.20. 
Therefore, the equations of the currents are 
ty = 24.90 є79%%% — 21.10, 
фу = 24.20 „79908 — 19.00 + 2.11 sin (0 — 87.19), 
i, = 12.45 279990 + 9,47 6-0? — 10,58 + 11.35 sin (0 — 86.99), 
and 


Uy = Uy — 5: 
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The effective or equivalent alternating secondary current of 
the transformer, which corresponds to the primary load current, 
that is, primary current minus exciting current, is 


ПИ oe 
V =i — ty 


From these equations are calculated the numerical values of 
rectified current ?,, 2,, of anode current %,, and of alternating 
current У, and plotted as curves in Fig. 65. 
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Fig. 65. Current waves of constant-current mercury arc rectifier. 





24. As illustrations of the above phenomena are shown in 
Fig. 66 the performance curves of a small constant-current rec- 
tifier, and in Figs. 67 to 76 oscillograms of this rectifier. 

Interesting to note is the high frequency oscillation at the ter- 
mination of the jump of the potential difference cC (Fig. 60) 
which represents the transient term resulting from the electro- 
static capacity of the transformer, At the end of the period of 
overlap of thetwo rectifying arcs one of theanode currents reaches 
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Fig. 66. Results from tests made on a constant-current mercury arc rectifier. 
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Fig. 67. Supply e.m.f. to constant-current rectifier. 


Fig. 68. Secondary terminal e.m.f. of transformer. 


Fig. 69. E.m.f. across а.с. reactive coils. 


Fig. 70. Alternating e.m.f. impressed upon rectifier tube. 
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Fig. 71. Unidirectional e.m.f. produced between rectifier neutral and 
transformer neutral. 


+ 


Fig. 79. E.m.f. across d.c. reactive coils. 
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Fig. 78. Rectified e.m.f. supplied to are circuit. 


Fig. 74. Primary supply current. 


Fig. 75. Current in rectifying arcs, 


АА I 
Fig. 76. Rectified current in arc circuit. 
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А di : 
zero and stops, and so its L 3 abruptly changes; that is, a sud- 


den change of voltage takes place in the circuit aACDc or 
bBCDe. Since this circuit contains distributed capacity, that 
of the transformer coil ACBC respectively, the line, ete., and 
inductance, an oscillation results of a frequency depending upon 
the capacity and inductance, usually a few thousand cycles per 
second, and of a voltage depending upon the impressed e.m.t.; 


that is, the Ls of the circuit. An increase of inductance L 


i 
inereases the angle of overlap and so decreases the a" hence does 
not greatly affect the amplitude, but decreases the frequency ot 


А i or | di | А 
this oscillation. An increase of di at constant Г, as resulting 
а 


from a decrease of the angle of overlap by delayed starting of 
the arc, caused by a defective rectifier, however increases the 
amplitude of this oscillation, and if the electrostatic capacity is 
high, and therefore the damping out of the oscillation slow, the 


Fig. 77. E.m.f. between rectifier anodes. 


oscillation may reach considerable values, as shown in oscillo- 
gram, Fig. 77, of the potential difference ab. In such cases, if 
the second half wave of the oscillation reaches below the zero 
value of the e.m.f. wave ab, the rectifying are is blown out and 
a disruptive discharge may result. 
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VI. EQUIVALENT Sinz Wavzs. 


25. The curves of voltage and current, in the mercury-are 
rectifier system, as calculated in the preceding from the con- 
stants of the circuit, consist of successive sections of exponential 
or of exponential and trigonometric character. 

In general, such wave structures, built up of successive sections 
of different character, are less suited for further calculation. 
For most purposes, they can be replaced by their equivalent 
sine waves, thatis, sine waves of equal effective value and equal 
power. | 

The actual current and e.m.f. waves of the arc rectifier thus 
may be replaced by their equivalent sine waves, for general 
calculation, except when investigating the phenomena resulting 
from the discontinuity in the change of current, as the high 
frequency oscillation at the end and to a lesser extent at the 
beginning of the period of overlap of the rectifying arcs, and 
similar phenomena. 

In a constant-current mercury are rectifier system, of which 
the exact equations or rather groups of equations of currents 
and of e.m.fs. were given in the preceding, let 1, = the mean 
value of direct current; e, = the mean value of direct or rectified 
voltage; ? — the effective value of equivalent sine wave of 
secondary eurrent of transformer feeding the rectifier; e — the 
effective value of equivalent sine wave of total e.m.f. generated 
in the transformer secondary coils, hence, 5 — the effective 
equivalent sine wave of generated e.m.f. per secondary trans- 
former coil, and 0, = the angle of overlap of rectifying arcs. 

The secondary generated e.m.f., e, is then represented by a 
sine wave curve I, Fig. 78, with e V2 as maximum value. 

Neglecting the impedance voltage of the secondary circuit 
during the time when only one are exists and the current changes 
are very gradual, the terminal voltage between the rectifier 
anodes, e, is given by curve II, Fig. 78, with e V2 as maximum 
value. This curve is identical with e, except during the angle 
of overlap 6, when е, is zero. Due to the impedance of the 
reactive coils in the anode leads, curve II differs slightly from I, 
but the difference is so small that it can be neglected in deriving 
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the equivalent sine wave, and this impedance considered after- 
wards as inserted into the equivalent sine-wave circuit. 
The rectified voltage, е,, is then given by curve III, Fig. 78, 


е 
with а maximum value of ЗА = 75. and zero value during 


the angle of overlap 0,, or rather a value = e, the e.m.f. con- 
sumed by the rectifying arc (13 to 18 volts). 
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Fig. 78. E.m.f. and current curves in a mercury aro rectifier system. 


The direct voltage e, when neglecting the effective resistance 
of the reactive coils, is then the mean value of the rectified 
voltage, e,, of eurve IIT, hence is 


e lf". 
a = = f sin as 
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e(l + cos 0). 

М л 
ог € = е кз 
í — 91 + cos 0, 


Ife, = the mercury аге voltage, r, = the effective resistance of 
reactive coils and 7, = the direct current, more correctly it is 


А z VÀ 
6 == РОТИ жя 
0 


The effective alternating voltage between the rectifier anodes 
is the Vmean square of e,, curve II, hence is 


= 1 M 
e ем МЕ [since de 
Ж % 
— 1/1109 sin2dT 
ле 
z 12 4 16 
= — 0 sin 20 
= „зү peed 
i 20 $ 4 л 


ea – Im 
л 





| 


and the drop of voltage in the reactive coils in the anode leads, 
caused by the overlap of the arcs, thus is 


e= e = efi- у — 2a= 8520, — 


26. Let у“ = the maximum variation of direct current from 
mean value 2,, hence, t, = % + 9 = the maximum value of 
rectified current, and therefore also the maximum value of 
anode current. 

The anode current thus has a maximum value 2,, and each 
half wave has a duration л + 0,, as shown by curve IV, Fig. 78. 

The direct current, 5, is then given by the superposition or 
addition of the two anode currents shown in curves V, and is 
given in curve VI. 


| 
| 
| 
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Zi А. 
The effective value of the equivalent alternating secondary 
ie et `E i . A ђ 
eurrent of the transformer is derived by the о | 
me anade currents, or their superposition in Mey irection, 
из shewn by curves VII, and is given by curve 5 А РКЕ 
Each impulse of anode current covers an angle л m 
a half wave. 
somewhat more than one | ests 
Deine however, each anode wave a к 18, e 
TANE ieh corresponds to a 
each anole impulse as one half wave (w p 


) then, referred to the anode impulse 


Р 


lower frequency — ? 


de 





9 * 
ах half wave, the angle of overlap is 


X 


plur 
^, z+ 6, 


o 


The direct current, 4, is the mean value of the anode current 
curves У, VI, and, assuming the latter as equivalent sine waves 


~ 


T maximum value 7, = 4, + 7, the direct current, 2,, is 


Е -i f sin 6 dé’ 
5 Tom, 0 
Ж 


22, 


z— 0, 


— 2 (x 4-0) d, 


di 


H 





anl ty = % 
: zu, 

1, ————9. 

T 2 (= +6 d Е 
ami the pulsation of the direct current, 7 = 7, — ip is 


va 


2( + 0) — 


The effective value of the secondary current, as equivalent 
sine wave in one transformer coil, is the mean square of curves 
ҮП, ҮШ, or, assuming this current as existing in both trans- | 
former secondary coils in series — actually it alternates, one half A 
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wave in one, the other in the other transformer coil — is half this 
value, or 


i 1 m ш i We 
2 "SES J sin? 0'40' + J [sin 0" + sin (0 — 0,) T w} 











1 








d. Pix X d 
Es E: ET » | за 0' de’ + f 2 gin 0' sin (0^ — 0,) dé’ 
> 0 

f 

I 


91 
L 5+ | cos 0, —sin (2 0^ — 2| | 


1 0 








7 — 


H. 1 E : 
== = + 0, сов 0, — ; 
2 0, 13 + 0,co80, — sin ДЕ 


or, substituting 








d He е z 


20, 2. ) | 
~ 2/8 | л E. V i 


or, substituting 











0, 2 0, бт 


2 йт 


— —- sin 
z+0, +0) 2w+0, х+0%, x0, 
where == — ratio of effective value to mean value of sine wave. 


27. An approximate representation by equivalent sine waves, 
if e, = the mean value of direct terminal voltage, ?, = the mean 
value of direct current, is therefore as follows: 

The secondary gener ated e.m.f. of the tr ansformer 1 18 


nV? 5 


е (у ће, EN um 
i 0 
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= 
215 


the secondary current of the transformer 1s 





ee en ee 
5 by 1 f, i 2 Ayn cos дул " 2 sin бт ; 
ы БЫЧ шыла ыы - — +n —— ЗОРИ 
Е =} Эх, =\ г + 8, (х +)" m+ 0, +O, T+ 


rhe pulsation of the direct current 15 
bag = | | 
t Suay an SEE © 
° 12 (z + 6) 
rhe anode voltage of the rectifier is 


/ 24, — sin 20, 
е=е\1— E ЗЕН. 


Ы * * 1, 
i herefrom follows the apparent efficiency of rectification, 24 


the power factor, the efficiency, etc. 
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y= 10° 2? 305 405 609 apo 105 80° 
Fg 78. E.m.f. and current ratio and secondary power factor of constant- 
current mercury arc rectifier, 


F чо the equivalent sine Waves, e and т, of the transformer 
^7" udare, and their phase angle, the primary impressed e.m.f. 


4 
rud + 
А 


h 1 Y 
апч {пе primary current of the transformer, and thereby the 
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power factor, the efficiency, and the apparent efficiency of the 
system, are calculated in the usual manner. 

In the secondary circuit, the power factor is below unity 
essentially due to wave shape distortion, less due to lag of cur- 
rent. 

As example are shown, in Fig. 79, with the angle of overlap д, 


Г 3 е . 21, 
as abscissas, the ratio of voltages, ee the ratio of currents, — 3 
2e 4 
Ü 0 9 
the current pulsation, N and the power factor of the secondary 
0 
circuit. 
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TRANSIENTS IN SPACE 





CHAPTER I. 


INTRODUCTION. 


1. The preceding sections deal with transient phenomena in 
time, that is, phenomena occurring during the time when a 
change or transition takes place between one condition of a cir- 
cuit and another. The time, ¢, then is the independent variable, 
electric quantities as current, e.m.f., ete., the dependent variables. 

Similar transient phenomena also occur in space, that is, with 
space, distance, length, etc., as independent variable. Such 
transient phenomena then connect the conditions of the electric 
quantities at one point in space with the electric quantities at 
another point in space, as, for instance, current and potential 
difference at the generator end of a transmission line with those 
at the receiving end of the line, or current density at the surface 
of a solid conductor carrying alternating current, as the rail 
return of a single-phase railway, with the current density at the 
center or in general inside of the conductor, or the distribution 
of alternating magnetism inside of a solid iron, as a lamina of an 
alternating-current transformer, etc. In such transient phenom- 
ena in space, the electric quantities, which appear as functions 
of space or distance, are not the instantaneous values, as in the 
preceding chapters, but are alternating currents, e.m.fs., etc., 
characterized by intensity and phase, that is, they are periodic 
functions of time, and the analytical method of dealing with 
such phenomena therefore introduces two independent variables, 
time ¢ and distance /, that is, the electric quantities are periodic 
functions of time and transient functions of space. 

The introduction of the complex quantities, as representing the 
alternating wave by a constant algebraic number, eliminates 
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the time ¢ as variable, so that, in the denotation by complex 
quantities, the transient phenomena In space are functions of 
one independent variable only, distance l, and thus lead to the 
same equations as the previously discussed phenomena, with 
the difference, however, that here, in dealing with space phenom- 
ena, the dependent variables, current, c.m.f., ete., are complex 
quantities, while in the previous discussion they appeared as 
instantaneous values, that is, real quantities. 

Otherwise the method of treatment and the general form of 
the equations are the same as with transient functions of time. 

2. Some of the cases in which transient phenomena in space 
are of importance in electrical engineering are: 

(a) Circuits containing distributed capacity and _self-induc- 
tance, as long-distance energy transmission lines, long-distance 
telephone circuits, multiple spark-gaps, as used in some forms 
of high potential lightning arresters (multi-gap arrester), ctc. 

(b) The distribution of alternating current in solid conductors 
and the increase of effective resistance and clecrease of effective 
inductance resulting therefrom. 

(c) The distribution of alternating magnetic flux in solid iron, 
or the screening effect of eddy currents produced in the iron, and 
the apparent decrease of permeability and imerease of power 
consumption resulting therefrom. | 

(d) The distribution of the electric field of a conductor 
through space, resulting from the finite velocity of propagation 
of the electric field, and the variation of self-inductance and 
mutual inductance and of capacity of a conductor without 
return, as function of the frequency, in its effect on wireless 
telegraphy. 

(е) Conductors conveying very high frequency currents, as 
lightning discharges, wireless telegraph and telephone currents, 
etc. 

Only the current and voltage distribution in the long distance 
transmission line can be discussed more fully in the following, 
and the investigation of the other phenomena only indicated in 
outline, or the phenomena generally discussed, as lighting con- 
ductors. 


X 


CHAPTER II. 


LONG-DISTANCE TRANSMISSION LINE. 


3. If an electric impulse is sent into a conductor, as a trans- 
mission line, this impulse travels along the line at the velocity 
of light (approximately), or 188,000 miles (8 X 1019 em.) per sec- 
ond. If the line is open at the other end, the impulse there is 
reflected and returns at the same velocity. If now at the moment 
when the impulse arrives at the starting point a second impulse, 
of opposite direction, is sent into the line, the return of the first 
impulse adds itself, and so increases the second impulse; the 
return of this increased second impulse adds itself to the third 
impulse, and so on; that is, if alternating impulses sueceed each 
other at intervals equal to the time required by an impulse to 
travel over the line and back, the effects of successive impulses 
add themselves, and large currents and high e.m.fs. may be 
produced by small impulses, that is, low impressed alternating 
e.m.fs., or inversely, when once started, even with zero impressed 
e.m.f., such alternating currents traverse the lines for some time, 
gradually decreasing in intensity by the energy consumption in 
the conductor, and so fading out. 

The condition of this phenomenon of electrical resonance 
thus is that alternating impulses oceur at time intervals equal 
to the time required for the impulse to travel the length of the 
line and back; that is, the time of one half wave of impressed 
елп.Ё. is the time required by light to travel twice the length of 
the line, or the time of one complete period is the time light 
requires to travel four times the length of the line; in other 
words, the number of periods, or frequency of the impressed 
alternating e.m.fs, in resonance condition, is the velocity of 
light divided by four times the length of the line; or, in free 
oscillation or resonance condition, the length of the line is one 
quarter wave length. 
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If then | = length of line, 8 = speed of light, the frequency of 
oscillations or natural period of the line is 





© 
hea (1) 
or, with / given in miles, hence S = 188,000 miles per second, it is 
47 
h= 9 cycles. (3) 


To get a resonance frequency as low as commercial frequencies, 
as 25 or 60 cycles, would require # = 1880 miles for f, = 25 
cycles, and / = 783 miles for f, = 60 cycles. 

It follows herefrom that many existing transmission lines are 
such small fractions of a quarter-wave length of the impressed 
frequency that the change of voltage and current along the line 
can be assumed as linear, or at least as parabolic; that is, the line 
capacity can be represented by a condenser in the middle of the 
line, or by conclensers in the middle and at the two ends of the 
line, the former of four times the capacity of either of the two 
latter (the first approximation giving linear, the second a para- 
bolie distribution). 

For further investigation of these approximations see “Theory 
and Calculation of Alternating-Current Phenomena." 

If, however, the wave of impressed e.m.f. contains appreciable 
higher harmonics, some of the latter may approach resonance 
frequency and thus cause trouble. For instance, with a line of 
150 miles length, the resonance frequency is f, = 318 cycles per 
second, or between the 5th harmonie and the 7th harmonic, 300 
and 420 cycles of a 60-cycle system; fairly close to the 5th har- 
monic. 

The study of such a circuit of distributed capacity thus 
becomes of importance with reference to the investigation of 
the effects of higher harmonics of the generator wave. 

In long-distance telephony the important frequencies of 
speech probably range from 100 to 2000 cycles. For these fre- 
quencies the wave length varies from Xe 1880 miles down to 
94 miles, and a telephone line of 1000 miles length would thus 
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' contain from about one-half to 11 complete waves of the im- 
pressed frequency. For long-distance telephony the phenomena 
occurring in the line thus can be investigated only by consider- 
ing the complete equation of distributed capacity and inductance 
as so-called “wave transmission" and the phenomena thus 
essentially differ from those in a short energy transmission line. 

4. Therefore in very long circuits, as in lines conveying alter- 
nating currents of high value at high potential over extremely 
long distances, by overhead conductors or underground cables, 
or with very feeble currents at extremely high frequency, such 
as telephone currents, the consideration of the line resistance, 
which consumes e.m.fs. in phase with the current, and of the 
line reactance, which consumes e.m.fs. in quadrature with the 
current, is not sufficient for the explanation of the phenomena 
taking place in the line, but several other factors have to be taken 
into account. 

In long lines, especially at high potentials, the electrostatic 
capaci of the line is sufficient to consume noticeable currents. 
The charging current of the line condenser is proportional to the 
difference of potential and is one-fourth period ahead of the 
c.m.f. Hence, it either increases or decreases the main current, 
according to the relative phase of the main current and the e.m.f. 

Ав a consequence the current changes in intensity, as well as 
in phase, in the line from point to point; and the e.m.fs. con- 
sumed by the resistance and inductance, therefore, also change 
in phase and intensity from point to point, being dependent 
upon the current. 

Since no insulator has an infinite resistance, and since at high 
‘potentials not only leakage over surfaces but even direct escape 
of electricity into the air takes place by ''brush discharge," or 
“corona,” we have to recognize the existence of a current ap- 
proximately proportional and in phase with the e.m.f. of the line. 
This current represents consumption of power, and is therefore 
analogous to the e.m.f. consumed by resistance, while the capa- 
city current and the e.m.f. of inductance are wattless or reactive. 

Furthermore, the alternating current passing over the line pro- 
duces in all neighboring conductors secondary currents, which 
react upon the primary current and thereby introduce e.m.fs. 
of mutual inductance into the primary circuit. Mutual induc- 
tance is neither in phase nor in quadrature with the current, 
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and can therefore be resolved into a power component of mutual 
inductance in phase with the current, which Acts as an increase 
of resistance, and into a reactive component in quadrature with 
the current, which appears as a self-inductance. Е 

This mutual inductance is not always negligible, as, for 
instance, its disturbing influence in telephone circuits shows. 

The alternating potential of the line induces, by electrostatic 
influence, electric charges in neighboring conductors outside of 
the circuit, which retain corresponding opposite charges on the 
line wires. This electrostatic influence requires the expenditure 
of a current proportional to the e.m.f. and consisting of a 
power component in phase with the e.m.f. and a reactive com- 
ponent in quadrature thereto. 

The alternating electromagnetic field: of force sot up by the 
line current produces in some materials a loss of power by mag- 
netic hysteresis, or an expenditure of e.m.f. in phase with the cur- 
rent, which acts as an increase of resistance. This electro- 
magnetic hysteresis loss may take place in the conductor proper 
if iron wires are used, and may then be very serious at high fre- 
quencies such as those of telephone currents. 

The effect of eddy currents has already been referred to under 
“mutual inductance,” of which it is a power component. 

The alternating electrostatic field of force expends power in 
dielectrics by what is called dielectric hysteresis. In concentric 
cables, where the electrostatic gradient in the dielectric is com- 
paratively large, the dielectric hysteresis may at high potentials 
consume considerable amounts of power. The diclectric hystere- 
sis appears in the circuit as consumption of a current whose 
component in phase with the e.m.f. is the dielectric power current, 
which may be considered as the power component of the charging 
current. | 

Besides this there is the apparent increase of ohmic resistance 
due to unequal distribution of current, which, however, is usually 
not large enough to be noticeable at low frequencies, 

Also, especially at very high frequency, energy is radiated into 
space, clue to the finite velocity of the electric беја, and can be 
Tepresented by power components of current and of voltage 
respectively. 

5. This gives, as the most general case and per unit length 
of line, 
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Ems. consumed in phase with the current, I, and = rI, repre- 
senting consumption of power, and due to resistance, and its 
apparent increase by unequal current distribution; to the power 
component of mutual inductance: to secondary currents; to the 
power component of self-inductance: to electromagnetic hysteresis; 
and to electromagnetic radiation. | 

E.m.fs. consumed in quadrature with the current, I, and = 21, 
reactive, and due to self-inductance and mutual inductance. 

Currents consumed in phase with the emf., E, and = дЕ, 
representing consumption of power, and due: to leakage through 
the insulating material, brush discharge or corona; to the power 
component of electrostatic influence; to the power component of 
capacity, or dielectric hysteresis, and to electrostatic radiation. 

Currents consumed in quadrature with the e.m.f., E, and = ЂЕ, 
being reactive, and due to capacity and electrostatic influence. 

Hence we get four constants per unit length of line, namely: 
Effective resistance, r; effective reactance, x; effective conduc- 
tance, g, and effective susceptance, b = — b, (b, being the 
absolute value of susceptance). These constants represent the 
coefficients per unit length of line of the following: e.m.f. 
consumed in phase with the current; e.m.f. consumed in quadra- 
ture with the current; current consumed in phase with the e.m.f., 
and current consumed in quadrature with the e.m.f. 

6. This line we may assume now as supplying energy to a 
receiver circuit of any description, and determine the current and 
e.m.f. at any point of the circuit. | 

That is, an e.m.f. and current (differing in phase by any 
desired angle) may be given at the terminals of the receiving 
circuit. To be determined are the e.m.f. and current at any 
point of the line, for instance, at the generator terminals; or 
the impedance, Z, =r, + jz,, or admittance, Ү, = 0, — Pp 
of the receiver circuit, and e.m.f., Ep at generator terminals are 
given; the current and e.m.f. at any point of circuit to be deter- 
mined, ete. | 

7. Counting now the distance, l, from a point 0 of the line 
which has the e.m.f. 


Б, = ey — 16, 

and the current | 
: oe 
1, = 01 - ua 
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and counting | positive in the direction of rising power and 
negative in the direction of decreasing power, at any point J, in 
the line differential di the leakage current is 


Eg dl 
and the capacity current 18 
jE dl, 
hence, the total current consumed by the line differential di is 
df= B+ pd 
= EY di, 
di 


or aem ҮЕ. (1) 


In the line differential а! the e.m.f. consumed by resistance is 
Ir dl, 
the e.m.f. consumed by inductance is 
ile dl; 
hence, the total e.m.f. consumed by the line differential di is 
dE = I (r + jz) dl 
= IZ dl, 


от — = 21. (2) 
These fundamental differential equations (1) and (2) are sym- 


metrical with respect to J and E. 
Differentiating these equations (1) and (2) gives 


Ф] dE 
тш 

| | (8) 
ФЕ dI 


and de = J? 
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and substituting (1) and (2) in (3) gives the differential equa- 
tions of E and 1, thus: 


LE 3 
др “ YZ (4) 
" dr 
and 4 J 7 YZI. (5) 


These differential equations ure identical in form, and conse- 
quently I and E are functions differing by their integration constants 
or by their limiting conditions only. 

These equations are of the form 


dU 
qc eU 
and are integrated by 
U = Ae", 


where є is the basis of the natural logarithms, = 2.718283. 
Choosing equation (5), which is integrated by 


I = Ae", (6) 
and differentiating (6) twice gives 
ФІ =V2Aell 
үш иИ 
and substituting (6) in (5), the factor Ae” cancels, and we have 
ү? = ZY, 
or О. 
У = УДУ, (7) 
hence, the general integral, 
Pea = gM, (8) 
By equation (1), is 
B- yt 
and substituting herein equation (8) gives 
i = Fide + Ae” T | (9) 
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or, substituting (7), 


романа" |. (10) 


The integration constants A, and A, in (8), (9), (10), in 
general, are complex quantities. The coefficient of the exponent, 
V, as square root of the product of two complex quantities, also 
is a complex quantity, therefore may be written 

У = а + 10, (11) 
and substituting for V, Z and Y gives 


(a + 18)° = (т + ја) (у + 10), 
or 
(a? — P) + 2 јав = (rg — zb) +7 (rb + 02), 
and this resolves into the two separate equations 
а? — P = rg — xb 
3 аб = rb- gx, 
since, when two complex quantities are equal, their real terms as 
well as their imaginary terms must be equal. 
Equations (12) squared and added give 
(a? + fy = (rg — xb)? + (rb + xy)? 
=P +2) (P +) 
= 20; 
hence, 
а? + [P == гу, (18) 


and from (12) and (13), 


а = Vd(zy + тд — A 


and 
puto ЕРЕН 14 
B= Va(zy — ry + xb). va 
Equations (8) and (10) now assume the form 
I = Ає++®  Д Grim 
and l | ~ 
2 | 1 
E = а А а tortie + А, (Y 1 (15) 
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Substituting for the exponential function with an imaginary 
exponent the trigonometric expression 


e+ — соз Pl ў sin fl, (16) 


equations (15) assume the form 


I = A,s*"(cos BL + ј sin 81) — Аг“ (сов fl — 7 sin Bl) 
and | 
(17) 


Z v 
Е = 2) A,e*"(cos PL+ j sin Bl) + Ае“ "(eos Bl —j sin Bl) 8 


where A, and A, are the constants of integration. 

The distribution of current J and voltage E along the circuit, 
therefore, is represented by the sum of two products of expo- 
nential and trigonometric functions of the distance 7. Of these 
terms, the one, with factor Ae+™, increases with increasing dis- 
tance J, that is, increases towards the generator, while the other, 
with factor A,e-", decreases towards the generator and thus 
increases with increasing distance from the generator. The 
phase angle of the former decreases, that of the latter increases 
towards the generator, and the first term thus can be ealled the 
main wave, the second term the reflected wave. 

At the point ! = 0, by equations (17) we have 


lym A eds 
nadi 
E= Zla, zx. T 


and the ratio 


T = m (созт — j sin т), 

where т may be called the angle of reflection, and m the ratio of 

amplitudes of reflected and main wave at the reflection point. 
8. The general integral equations of current and voltage dis- 

tribution (17) can be written in numerous different forms. 
Substituting — A, instead of + А„ the sign between the 

terms reverses, and the current appears as the sum, the voltage 

as difference of main and reflected wave. 
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Rearranging (17) gives 
I = (At — Agen") cos fl +] (Ae t+ ae) sin Al 
and 2 (18) 
Е = А | (Ме +414. 4.07%) вов 81-7 (Ае ^" — Де“ “) sin Al | Е 


Substituting (7) gives 


Z Um WE 
Vy"p^p$ (19) 

and substituting 

A, 

а} 
and У i 

| А 

V = В,, 
or 

A 

y TS Ci 
and 

Ay 

Y =Ç, 


changes equations (17) to the forms, 

Г=у Í ва *' (eos BI -- 1 sin 67) — B7” (cos Bl —j sin fl) | 

and (20) 
E-Z | Be **l( os 61+] sin BL) --B,e ^"! (cos Bl — sin pl), | 


ог 


I-Y gt (eos 141 sin Gl) — Се“ (cos Bl —j sin 81) | 
and | (21) 
Ey [URS В+] sin BI) +С, (cos Bl — 4 sin PI) | 
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Substituting in (17) 
A A, 
Vp ee 


gives 


Тему јр D, ** (сов + [зїп 81) — Пе“ (cosBl — jsin. 81) | 
and (22) 


E-NVZ | Da ** (cos fl-+jsingl) + Die" (cos @l—jsin Bl) | . 


Reversing the sign of l, that is, counting the distance in the 
opposite direction, or positive for decreasing power, from the 
generator towards the receiving circuit, and not, as in equations 
(17) to (22), from the receiving circuit towards the generator, 
exchanges the position of the two terms; that is, the first term, 
or the main wave, decreases with 1 increasing distance, and lags; 
the second term, or the reflected wave, increases with the dis- 
tance, and leads. 

Equations (17) thus assume the form 


I = A7” (cos 81 — j sin Bl) — A+” (cos Bl + j sin fl) Бе 
and | | 

Y (23) 
E- у^ ) Ae " (cos Bl — 7 віп 81) + Ае *"! (cos@l+7sin 80) t, 


and correspondingly equations (18) to (22) modify. 

9. The two integration constants contained in equations (17) 
to (23) require two conditions for their determination, such as 
current and voltage at one point of the circuit, as at the generator 
or at the receiving end; or current at one point, voltage at the 
other; or voltage at one point, as at the generator, and ratio of 
voltage and current at the other end, as the impedance of the 
recelving circuit. 

Let the current and voltage (in intensity as well as phase, that 
is, ав complex quantities) be given at one point of the circuit, 
and counting the distance / from this point, the terminal con- 
ditions are 


| 
| 


0, 
IL = tS fla (24) 
E 


2 
70 е — Je€o - 


l 
1 
and | b= 
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Substituting (24) in (17) gives 


io Apc A, 
ancl 7 
Е, = ү2(4, р 4]; 
hence, 
1 YI 
"ERE aye 
1 cog У 
ad 4 - 73] Me ay 


and substituted in (17) gives 
I ae ir LE VD. (cos 61 +7 sin Bl) 
ac TE АД 

HL- E, yes (cos BL — j sin fl) 

and (25) 


ГА - 
n=; (8, + nV) (cos BL + j sin BI) 


+(®, = LV). (cos Д0 — 7 sin fl) 


рац 


If then J, and Е, are the current and voltage respectively at 
the réceiving end or load end of a circuit of length /,, equations 
(25) represent current and voltage at any point of the circuit, 
from the receiving end / = 0 to the generator end ; = Г. 

If I, and E, are the current and voltage at the generator 
terminals, since in equations (17) J is counted towards rising 
power, in the present case the receiving end of the line is repre- 
sented by | = — l; that is, the negative values of l represent 
the distance from the generator end, along the line. In this 
case it is more convenient to reverse the sign of J, that is, use 
equations (22) and the distribution of current and voltage at 
distance / from the generator terminals. I, E are then given by 
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T. 


- 5 t E, үг\.-- (cos Al — 1] sin Bl) 


+o- 8, v5. + (cos BI. + j sin B) 
and (26) 
-3 HE +I V2). =a (cos Al — 7 sin fl) 


+(B, — I, v2. +# (cos BL + j sin 80) | ; 


10. Assume that the character of the load, that is, the impe- 


dance, B —AZ,-Tjz, OF admittance, 23 =Y,= z^ 9,102 
Ai 


of the receiving circuit and the voltage 2 at the generator end' 


of the circuit be given. 
Let 6, = length of circuit, and counting distance J from the 


generator end, for / = 0 we have 
E S E 
this substituted in equation (23) gives 


= ү? (4, T A,). (27) 


However, for l = ly 


substituting (23) herein gives 
Z Aje~* (cos Bl,— j sin fly) + Ae "^ (cos +] sin Bly) , 
Y A,e ^"^ (cos Bl,— 7 sin 8l) — As *"^ (cos B1, + 7 sin 1)” 





2,= 


hence, substituting (19) and expanding, 
Аг“ "(cos Bl, —;isinBl) _ У2, + 2 
Ае * "(cosBl, +jsin Bl) | VZ,— 2 


ТЫЙ 


ог А, = А e ^*^ (cos 2 Bl, — 1 sin 2 60), 
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and denoting the complex factor by 


C- базе ай, бп), (28) 
1 
which may be called the reflection constant, we have 
A = СА, 
and by (27), 
_ Fy yE 
t 1-0'Z2 
BC „ЈУ a 
NEC a 
and тро! т: 


hence, substituted in (17), 


Ego vi f e=" (eos fl—jsin BD — Ce" (cos ВІЧ] sin en? 





Е = 0. jen! (cos Al — jsin ВІ) + Cet (cos BI + 7 sin 21) |. 


IC 
(30) 

11. As an example, consider the problem of delivering, in à 
three-phase system, 200 amperes per phase, at 90 per cent power 
factor lag at 60,000 volts per phase (or between line and neutral) 
and 60 cycles, at the end of a transmission line 200 miles in 
length, consisting of two separate cireuits in multiple, each 
consisting of number 00 B. and S. wire with 6 feet distance 
between the conductors. 

Number 00 B. and S. wire has a resistance of 0.42 ohms per 
mile, and at 6 feet distance from the return conductor an 
inductance of 2.4 mh. and capacity of 0.015 mf. per mile. 

The two circuits in multiple give, at 60 cycles, the following 
line constants per mile: r — 0.21 ohm, L = 1.2 x 1078 henr ; 
and С = 0.03 X 10^ * Тагай ; hence, А 

® = 21/1, = 045, 
Z = 0.21 + 045), 
z = 0.50, 
and, neglecting the conductance (0 = 0), 
b = 250 = 11x107$, 
Y —11x1075j, 
‚у =11 x 1074 
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and a = 0.524 x 1075, 
В = 2.285 x 107°, (81) 
= (0.524 + 2.285 1) а 


ү id E 

Z dy 

NM ee 3 208 — 0). | +3, 
апа у= у (0.208 — 0.047 7) 10 


Counting the distance Z from the receiving end, and choosing 
the receiving voltage as zero vector, we have 


l= 0, 
E = Е, = e, = 60,000 volts, 
and the current of 200 amperes at 90 per cent power factor, 


[= [у = к + ћу = 180 ~ 87 ], 


апа substituting these values in equations (25) gives 


= (226 — 14.4 1) et” (cos 1-67 sin Bl) — (464-72.6 7) s^ 
(cos BL — j sin 81), in amperes, 





and 


= (46.7 — 13. 3 J)e *" (cos ВІ--] sin fl) + (13.3--13.3 ye 
(cos Bl — 7 sin Bl), in kilovolts, 


where a and f are given by above equations (31). 
From equations (82) the following results are obtained. 





Reeciving end of line, 1 = 0 
I = 180 — 877 i = 200 amp. tan 0, = 0.483 0, = 26° 
Е= 60 х 10% e = 60,000 volts 0. = 0 
power factor, 0.90 lag 
Middle of line, 1 = 100 
I = 177 — 187 t = 178 amp. tan 0, = + 0.102 0, = 6° 
= (66.2 + 6,97) 10° e = 66,400 volts tan 0, =— 0.104 0, = — 6° 
0,—0,— 0 — TF 
power factor, cos 0 = 0.079 lag. 
Generator end of line, = 200 
] = 165.7 + 567 t = 175 amp. tan 0, =— 0.338 0, = —19° 
= (69 — 157) 10° e = 70,700 volts tan 0, =— 0.218 0, = —12? 


0, 0, =0 =— T 
power factor, cos 0 = 0.993 lead. 
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As seen, the current decreases from the receiving end to the 
middle of the line, but from there to the generator remains prac- 
tically constant. The voltage increases more in the receiving 
half of the line than in the generator half. The power-factor is 
practically unity from the middle of the line to the generator. 

12. It is interesting to compare with above values the values 
derived by neglecting the distributed character of resistance, 
inductance, and capacity. 

From above constants per mile it follows, for the total line of 
200 miles length, r, = 42 ohms, x, = 90 oluns, and b, = 2.2 
x 1073 mho; hence, 


Z, = 42 + 907 
and Y, = 2.2 j 107 *. 


(1) Neglecting the line capacity altogether, with J, and ZZ, at 
the receiver terminals, at the generator terminals we have 


I,=1, 
and 
Е, = By + Ay 
hence, 
I, = 180 — 87] t, = 200 amp. tan 0, = 0.483 0, =+ 26° 


E, = (75.4 + 12.67) 10 €, = 76,400 volts tan 0, ==— 0.167 (,=— 9? 
O — ду =0 =P 81° 
power factor, cos 0 == 0.83 lug. 


These values. are extremely inaccurate, voltage and current 
at generator too high and power factor too low. 

(2) Representing the line capacity by a condenser at the 
generator end, that is, adding the condenser current at the 
generator end, 

l= l+ YẸ, 


and 
F, E Е, + Zl y 
hence, 
1, = 152 + 89] i, = 176 amp. tan 0, =— 0.585 0, = —30° 
Е = (754 +12.67)10° е, = 76,400 volts tan 0, = — 0.167 0,= — 9° 


0 — 0, = 0 =— 219 


power factor, сов 7 = 0.93 lead. 
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As seen, the current is approximately correct, but the voltage 
is far too high and the power factor is still low, but now leading. 
(3) Representing the line capacity by a condenser at the 
receiving end, that is, adding the condenser current at the load, 


1, = Ту | Iu 


and 
Еу HA 
һепсе, 
I, = 180 + 457 i, = 186 amp. tan 0, = — .250 0, = —14° 
Е, = (63.5 + 18.17) 10° e, = 66,000 volts tan 0, == .285 0, = — 169 


д, — 0, = 0) = + 2° 


power factor, cos 0 1.00 


In this case the voltage e, is altogether too low, the current 
somewhat high, but the power factor fairly correct. 
(4) Taking the average of the values of (2) and of (3) gives 


І, = 166 + 677 i, = 179 amp. tan 0, =— 0.403 0, =— 22? 
B, = (69.4 + 15.8) 10° е = 71,100 volts tan 0, = — 0.220 0,— — 12? 
8, — veg =— 10° 


power-factor, cos 0 = 0.985 lead. 


As seen by comparing these average values with the exact 
result as derived above, these values are not very different, but 
constitute a fair approximation in the present case. Such a 
close coincidence of this approximation with the exact result can, 
however, not be counted upon in all instances. 

13. In the equations (17) to (23) the length 


bo 
а 


(83) 


; 24 
is a complete wave length, which means that in the distance ps 


the phases of the components of current and of e.m.f. repeat, and 
that in half this distance they are just opposite. 

Hence, the remarkable condition exists that in a very long 
line at different points the currents are simultaneously in oppo- 
site directions and the e.m.fs. are opposite. 
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The difference of space phase т between current J and e.m.f. 
E at any point Г of the line is determined by the equation 
(34) 


"e ; 
т (cost — 7 sin 7) = T! 


where m is a constant. 


Hence, т varies from point to point, oscillating around a 
medium position, z,, which it approaches at infinity. 
This difference of phase, t,, towards which current and 
e.m.f. tend at infinity, is determined by the expression 
т (cos t,— jsin та) = H j 
~ 11 == 09 
or, substituting for Æ and / their values from equations (23), and 
since e7% = 0, and Ае“ (cos Bl + j sin 81) cancels, 





У Z У ej 
т (cos c, + jsin т„) = yop Ратна. 
_ (ag + Bb) — j (ab — 80), 
p + g ? 
_ QD rs By Е 
hence, tan To = ag + Bb (35) 


14. This angle, т, = 0; that is, current and e.m.f. come 
more and more in phase with each other when 
ab — fg = 0; that is, 
«+8 =g+b,or 
a? — Ф P — b | 


2 af 2gb ? 








substituting (12) gives 
gr — bx NE dou 
ge+br — 2gb ’ 





hence, expanding, 7+2=9 + 0; (36) 


that is, the ratio of resistance to inductance equals the ratio of 
leakage to capacity. 
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This angle, z, = 45°; that is, current and e.m.f. differ by 
one-eighth period if + ab — Bg = ag + Bb, or 


Саи 
В b-g 
which gives rg + 25 = 0, (37) 


which means that two of the four line-constants, either g and x 
or g and b, must be zero. 

The case where g = 0 = 2, that is, а line having only resistance 
and distributed capacity but no self-inductance, is approxi- 
mately realized in concentric or multiple-conductor cables, and 
in these the space-phase angle tends towards 45 degrees lead for 
infinite length. 

15. As an example are shown the characteristic curves of а 
transmission line of the relative constants, 


rivig:b = 8:32:1.25 x 10* :25 X 10 and e = 25,000, 
т = 200 at the receiving circuit, for the conditions 


(а) Non-inductive load in the receiving circuit, Fig. 80. 

(b) Wattless receiving circuit of 90 time-degrees lag, Fig. 81. 

(c) Wattless receiving circuit of 90 time-degrees lead, Fig. 82. 

These curves are determined graphically by constructing the 
topographic circuit characteristics in polar codrdinates as 
explained in “Theory and Calculation of Alternating-Current 
Phenomena,” and deriving corresponding values of current, 
potential difference, and phase angle therefrom. 

As seen from these diagrams, for wattless receiving circuit, 
current and e.m.f. oscillate in intensity inversely to each other, 
with an amplitude of oscillation gradually decreasing when 
passing from the receiving circuit towards the generator, while 
the space-phase angle between current and e.m.f. oscillates 
between lag and lead with decreasing amplitude. Approximately 
maxima and minima of current coincide with minima and 
maxima of e.m.f. and zero phase angles. 

For such graphical constructions, polar coórdinate paper and 
two angles a and д are desirable, the angle a being the angle 

т 


between current and change of e.m.f., tan а = Ре 4, and the 
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Fig. 80. Current, e.m.f. and space-phase angle between current and e.m, f. 
in a transmission line. Non-inductive load. 
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Fig. 81. Current, e.m.f. and space-phase angle between current and e.m.f, 
in a transmission line. Inductive load. 
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angle д the angle between e.m.f. and change of current, tan д = 
b : : 
. – = 20 in above instance. 


With non-inductive load, Fig. 80, these oscillations of intensity 
have almost disappeared, and only traces of them are noticeable 
in the fluctuations of the space-phase angle and the relative 
values of current and e.m.f. along the line. 

Towards the generator end of the line, that is, towards rising 
power, the curves can be extended indefinitely, approaching 
more and more the conditions of non-inductive circuit. Towards 
decreasing power, however, all curves ultimately reach the 
conditions of a wattless receiving circuit, as Figs. 81 and 82, at 
the point where the total energy input into the line has been 
consumed therein, and at this point the two curves for lead and 
for lag join each other as shown in Fig. 83, the one being a 
prolongation of the other, and the power in the line reverses. 
Thus in Fig. 88 energy flows from both sides of the line towards 
the point of zero power marked by 0, where the current and e.m.f. 
are in quadrature with each other, the current being leading 
with regard to the power from the left and lagging with regard 
to the power from the right side of the diagram. 

16. It is of interest to investigate some special cases of such 
circuits of distributed constants. 

(A) Open circuit at the end of the line. 

Assuming a constant alternating e.m.f. #, impressed upon a 
circuit at one end while the other end of the circuit is open. 

Counting the distance 7 from the open end of the line, and 
denoting the length of the line by l, for = 0, 


1 = 1, = 0, 


and for і = ly 
Е = Е; 


hence, substituting in equations (17), 
` Oe A, = Ass 


nV y dentes plti sin fl,) dde" ros Bl — jin Bl) {5 


hence, А, = A, = А 
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Fig. 82. Current, e.m.f. and space-phase angle between current and e.m.f. 
in a transmission line. Anti-inductive load. 
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Fig. 88. Current, e.m.f. and space-phase angle between current and e.m.f, 
in a transmission line, 
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У 

үт 
ан. ERN CHO Ж чыте НЕШ C E CE C CM E CE EP Ed 
eto (cos Bl. + j sin 8) + e7% (cos Bl, — j sin 61) 


Y 
Bye 


and. 


A= 


hence, substituting in (17), 


p yZ (6—4 — e) cos BL + ў (675 + 79 sin fl 


Z (ette) cos 81,7 (75 — є 51) sin pr, 
and | (38) 
Ив (et? + 279) eos BL + 1 (c* — 7%) sin Bl 
: 1 (g * ^h -+ є") eos Bl, + j (e talo = с“ ao) sin Bl 


At І = 0, or the open end of the line, by equations (38), 
1 oe 
and | 
8, = 


7 е сова, tie Hang, C 


The absolute values of J and E follow from equations (38) 
and (39): 


pa вуй ТЕ шг Г aA 
ine (e tao d alo)? cos? pl, + (є aly _ Ф) sin? fl, ? 
which expanded gives 


= славу “Зав + 9 cos 2 01, 


and ope V A m 
Vemm + 2 cos 2 fl 
Е = В, ү xa + e724 + 2 сов Bl, 
and 
2E 
Е, = 


Ac Fol “290 Ц 2 cos 2 BL, 
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As function of J, the e.m.f. E or the current J is à maximum or 
minimum for 


а (онаа + 724 + 2 соз 20) = 0; 


hence, 


а (et? — e724) = 4+ 2 Asin 2 fi. (42) 


For | = 0, and since a is a small quantity, the left side of (12) 
also is small, and for values of sin 2 Øl approximating zero, that 


is, in the neighborhood of J = 3p or where fl is a multiple 
. -. . pnt o л 
ofa quadrant, equation (42) becomes zero. At fl 2m. у, ОГ 


the even quadrants, E is a maximum, J a minimum, at 
- Л 2 . LI + р 
BLE (2 — 1) 5> or the odd quadrants, J? is a minimum, J a 


1aximum. 

The even quadrants, therefore, are nodes of current, and wave 
crests of e.m.f., and the odd quadrants are nodes of e.m.f. and 
crests of current. 

A maximum voltage point, or wave crest, occurs at the open 
end of the line at} = 0, and is given by equation (41). As func- 
tion of the length } of the line this is a maximum for 


d | 
(ten + e724 4 9 agg 2 8) = 0, 
di, 

or a (e * 3h — g 2 alo’ = 2 В sin 2 Aly 


or approximately at 


8, = 5 
PLUR. вз) 
077 3g! 


that is, when the line is a quarter wave length or an odd multiple 
thereof. 
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Ж 


Substituting in (41), fl, = 5 gives (44) 
2E, 
A PRI. == 
2 E, 
ы et alo FS c ahi (45) 


Since 





ме ја, + gal? to sali tt... 


for small values of al, we have 
ete — gah = 2 al, 
ancl 
fa (46) 
which is the maximum voltage that can occur at the open end 


of a line with voltage E, impressed upon it at the other end. 
Since, approximately, 


В= Vxb 
= дај VLC, 
by (44) we have 
1 
сринат е. 47 
Im] 1, VLC 


the frequency which at the length of line 7, produces maximum 
voltage at the open end. 

For the constants in the example discussed in paragraph 11 
we have J, = 200 miles, r = 0.21 ohm, L = 1.2 x 107 henry, 
C = 0.03 х 107° farad, 9 = 0, f = 208 cycles per sec., x = 
1.57 ohms, z = 1.58 ohms, b = 39 x 107* mho, а = 0.58 X 
102, and E, = 9.3 E, 


(B) Line grounded at the end. 
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17. Let the circuit be grounded or connected to the return 
conductor at one end, | = 0, and supplied by a constant impressed 
e.m.f. E, at the other end, l = 6. 

Then for / = 0, 

Е =f, =0 


and for і = ly 
Е = Е,; 


hence, substituting in (17), 
0 = 4, + А, 
апі 


В,= а | А2 * "^ (eos 8047 sin BL.) + A, 7 ^ (cos BL, — j sin Bl) | , 


ћепсе, 
A, = — 4, = 4, 


and Y 
„үт 


d 7 (Fab ру cos Bl, +] (e 3- e^ 9) Sin BI, 


and, substituting in (17), 


. :1 7 (ets — g^ lo) соз BL, 4- j (ete $ e nho) sin pl, 
(6+ 279) eos BI + 1 (e* + 2“ 4) віп fl 
t (eh — eo") cos Bl, +j (EF е) sin Bly 


At the grounded end, / = 0, 


= z VZ (49) 


Substituting (49) in (48) gives 
Г = Гоје + 679) cos pl + j (8+ — e7 sin Bl} 
and 


2 
Е =} кү (et 2795) сов BL + 1 (677 + e7”) sin A 


(48) 
Е= Е 


I, 


(50) 
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In this case nodes of voltage and crests of current appear at 


1 = 0 and at the even quadrants, 8! = 2n 3 , and nodes of current 


and crests of voltage appear at the odd quadrants, 87 = (2n — 1) y 


(C) Infinitely long conductor. 

18. If an e.m.f. Е, is impressed upon an infinitely long con- 
ductor, that is, a conductor of such length that of the power 
input no appreciable part reaches the end, we have, for / = 0, 


IE, 
and for l = о, 
| E = 0 and I =0; 
hence, substituting in (23) gives 
А,= 0 


апа 
2 
Е, = yz А; 

ћепсе, 

У АН pes 

І = В, zE “ (cos 21 — ў sin BI) 

8 (51) 

and 


E = Ке (cos Bl — jsin Bl). 
From (51) it follows that 
E J£. 
po 
that is, an infinitely long conductor acts like an impedance, 


Z А 
2; = б at, +, 


and the current at every point of the conductor thus has the same 
space-phase angle to the voltage, 


Ly 
{ап а, = = • 
тү 


312 TRANSIENT PHENOMENA 


The equivalent impedance of the infinite conductor is 





(52) 


and the space-phase angle is 


Bg — ab 
ag + Bb 





tan a, = 


(58) 


If g = 0 and 2 = 0, we have 


and 


or 


a, = 45°; 


that is, current and e.m.f. differ by one-eighth period. 

This is approximately the case in cables, in which the dielectric 
losses and the inductance are small. 

An infinitely long conductor therefore shows the wave propa- 
gation in its simplest and most perspicuous form, since the 
reflected wave is absent. 

(D) Generator feeding into a closed circuit. 

19. Leti = 0 be the center of the circuit; then 


Ё, FEER Ea and 1, к= I: 
hence, H=0Oatl=0, 


and the equations are the same as those of a line grounded at the 
епа Ё = 0, which have been discussed under (B). 

(Е) Line of quarter wave length. 

20. Interesting is the case of a line of quarter wave length. 

Let the length J, of the line be one quarter wave of the im- 
pressed e.m.f. 


B 1, Без (54) 


bola 
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To illustrate the general character of the phenomena, we may 
as first approximation neglect the energy losses in the circuit, 
that is, assume the resistance r and the conductance g as neg- 
ligible compared with x and b, 


r=0 = 0. 


These values substituted in (14) give 
а = 0 and 8 = Уз. (55) 


Counting the distance / from the end of the line 1, we have for 


1 = 0, | 
Е, = — je, 
and (56) 
[y а 
and at the beginning of the line for / = ly 
E, = e, — je/ 
and (57) 
1 = by = (e 
and by (54) and (55), 
. л 
= не У 58 
С 2Vxb (98) 
Substituting (56), (57), and (54) in (17) gives 
lg A, = A, 


and 


— 


7 x 
Е, "x v2 (A, ЕЗ A,) = yz (A, T Ay), 


| 


or 
— 4 
oy j ) \ 


and 


e "M cM 
| EN | 
N йы ace — 4,) у (ASA); 


hence, eliminating A, and A, gives the relations between the 
electric quantities at the generator end of the quarter-wave line, 
E, I,, and at the receiving end, E, I ,: 
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у x 
Бо = EL 


314 


and (59) 
Ao 
У o= —] Vig 12 
and the absolute values are 
x 
f= V 1 
(60) 


and _ 
b 
Ij y? E, 


which means that if the supply voltage Z, is constant, the output 
current I, is constant and lags 90 space-degrees behind the 
input voltage; if the supply current J, is constant, the output 
voltage E, is constant, and lags 90 space-degrees, and inversely. 
A quarter-wave line of negligible losses thus converts from 
constant potential to constant current, or from constant cur- 
rent to constant voltage. (Constant-potential constant-current 
transformation.) 
Multiplying (60) gives 


El, ide LES. 


El, 
LE 





or E, = 


henre, if 7, = 0, that is, the line is open at the end, Е, = со, and 
with a finite voltage supply to a line of quarter-wave length, an 
infinite (extremely high) voltage is produced at the other end. 
Such a circuit thus may be used to produce very high voltages. 
since x, = lr = total reactance and b, = Lb = total sus- 
ceptance of the circuit, by (58) we have 


гр, s 4 , (61) 


or the condition of quarter-wave length. 


RN 


E 
«У 
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Substituting z, = 2 z/L, and b, = 2 zfC,, we have 


1 
U^ qp 
1 
or =o; 
Í= тутт. 


the condition of quarter-wave transmission. 


315 


(62) 


(68) 


21. If the resistance, r, and the conductance, g, of a quarter- 
wave circuit are not negligible, substituting (56), (54) and (57) 


in (17) we have, for = 0, 
| І, = А, – A, 


Z 
Li, = V2 (4, + A,), 


and for l = ly 


and 


naj Aet + Acl 
and _ 
Z 
Б; = ive Aye th — A 7? | 


From (64) it follows that 


1 Y 
A, = zum Vir) 


1 vi 
A, = -5(1,- z Bo) 
and substituting in (65) and rearranging we have 


А . Y etal + = %0 et ob __ е ^h 
n= [ETE nm 
and 


. Z etal + g7% gta _ ET 
fy = ут ug th 


and 


(64) 


(65) 


(66) 
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OF, | 
( ГР eta + 27% gtso zi gh | 
{ч za =i} EV Z glo E ; 3h 1 etal -+ g^ 2910 
68 
aml (68) 
77 „кай E е lo e talo Ри 27% ) 
Е. = аиа ere 
or, analogous to equation (59), 
ey { 2 jE, 4 Е, (etah = e 50) ) 
Lo = —\ 7 EET E g^ 2h e^ oh + gh \ 
and (69) 
paw V2 ei i entem 
er pem ~\ F er + eto eto d g^ al 6 a 


In these equations the second term is usually small, due to 
the factor (**^ — =7%) and the first term represents constant 
ritential-eonstant current transformation. 

22. In a quarter-wave line, at constant impressed e.m.f. HA, 
the current output J, is approximately constant and lagging 90 
‘legrees behind E,; it falls off slightly, however, with increasing 
lad, that is, increasing I,, due to the second term in equation 
ну; the voltage at the end of the line, E, at constant 
impressed voltage, is approximately proportional to the load, 
but does not reach infinity at open circuit, but a finite, though 
high, limiting value. | а 

Inversely, at constant current input the voltage output is 
approximately constant and the output current proportional 
tu the load. 

The deviation from constancy, at constant Hy, of I, or at 
ronstant /,, of E, therefore, is due to the second term, with 
factor is 70 g= ah). 

Substituting (51), 


al, = › 


bop 3 


= 
B 


. ; XE 
hence. ah is usually a very small quantity, and e* = „ 82 thus 
can be represented by the first terms of the Series : 
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gu az l/exy 1 /а ту 
г 82 = ] + —— + | ) + ( Jte 


B2 2\82/ 72x32 
«л 
as £5 5) 
hence, 
Еър m 1, 
2 
and gt oh. geh _ ап 
2^ 4» 


and, by (69), 
"d a ny /¥ 
h--j Vi, 3517 
7 az,/Z 
and 0 j у 1: 55 yl 
If r and g are small compared with z and b, 
B = Vi (gy — rg + zb) = УФ 
and & = МЕ (zy + тд — ab); 


substituting, by the binomial theorem, 
y 2 


zy = N/(r* + а?) (р + D) =li + (5) ]: +H 


p BAT. dA S С | 
mob 145 (D5 (4... 





gives 
l O (/1 (T TV | 179 d 
w= VE ia (0) +5 (8) +0269 
м/т 9 
та (2+9). 
and : - 2 (2+9 
B. 2X5 b 
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(70) 
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The quantity 
lyr g 
“3(5+§)-4 (71) 


may be called the time constant of the circuit. 
The equations of quarter-wave transmission thus are 


Y 0 ur 
{о = д ш E, 


and беке ash. 


and the maximum voltage E, at the open end of the circuit, at 
constant impressed e.m.f. E,, is 


(72) 


und. peck (73) 


and the current input is 


> (74) 


yi МЕ. | (75) 


23. Consider as an example a high potential coil of a trans- 
former with one of its terminals connected to a source of high 
potential, for testing its insulation to ground, while the other 
terminal is open. | 

Assume the following constants per unit length of circuit: 
r = 0.1 ohm, L = 0.02 h., С = 0.01 х 10-* farad, and g = 0; 
then, with a length of -circuit /, = 100, the quarter-wave fre- 
quency is, by (47), 


f= 


where, approximately, 


— ———— = 177 cycles per sec. 
ALVIO ЕЕ 
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or very close to the third harmonic of a 60-cycle impressed 
voltage. 

If, therefore, the testing frequency is low, 59 cycles, the circuit 
is a quarter wave of the third harmonic. 

Assuming an impressed e.m.f. of 50,000 volts and 59 cycles, 
containing a third harmonic of 10 per cent, or Ё, = 5000 volts at 
177 cycles, for this harmonic, we have т = 22.2 ohms and 
b = 11.1 x 10- * ohm; hence, u = 0.00225 
and 


2 
Е, 7 ux E, = 283 E; 


therefore at E, — 5000 volts, E, — 1,415,000 volts; 
that is, infinity, as far as insulation strength is concerned. 

Quarter-wave circuits thus may be used, and are used, to pro- 
duce extremely high voltages, and if a sufficiently high frequency 
is used — 100,000 cycles and more, as in wireless telegraphy, etc. 
—the length of the circuit is moderate. 

This method of producing high voltages has the disadvantage 
that it does not give constant potential, but the high voltage is 
due to the tendency of the circuit to regulate for constant current, 
which means infinite voltage at infinite resistance or open circuit, 
but as soon as current is taken off the high potential point the 
voltage falls. The great advantage of the quarter-wave method 
of producing high voltage is its simplicity and ease of insula- 
tion; as the voltage gradually builds up along the circuit, 
the high voltage point or end of circuit may be any distance 
away from the power supply, and thus can easily be made 
safe. 

24. As a quarter-wave circuit converts from constant poten- 
tial to constant current, it is not possible, with constant voltage 
impressed upon a circuit of approximately a quarter-wave length, 
to get constant voltage at the other or receiving end of the circuit. 
Long before the circuit approaches quarter-wave length, and as 
soon as it becomes an appreciable part of a quarter wave, this 
tendency to constant current regulation makes itself felt by great 
variations of voltage with changes of load at the receiving end of 
the circuit, constant voltage being impressed upon the generator 
end; that is, with increasing length of transmission lines the volt- 
age regulation at, the receiving end becomes seriously impaired 
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hereby, even if the line resistance is moderate, and the operation 
of apparatus which require approximate constancy of voltage 
but do not operate on constant current—as synchronous appar- 
autus—-becomes more difficult. 

Hence, at the end of very long transmission lines tho voltage 
regulation becomes poor, and synchronous machines tend to 
instability and have to be provided with powerful stendying 
devices, giving induction motor features, and with a line ap- 
proaching quarter-wave length, voltage regulation at the reeciv- 
ing end ceases, unless very powerful voltage controlling devices 
are used, such as large synchronous condensers, that is, нуп- 
chronous machines establishing a fixed voltage and controlling 
the line by automatically drawing leading or lagging currents ‚ in 
correspondence with the line conditions. 

In this case of a line of approximately quarter-wave length, 
the constant potential-constant current transformation may be 
used to produce constant or approximately constant voltage at 
the load, by supplying constant current to the line; that is, the 
transmission line is made a quarter-wave length by modifying 
its constants, or choosing the proper frequency, the generators 
are designed to regulate for constant current and thus give a 
voltage varying with the load, and are connected in serios (with 
constant current generators series connection is stable, parallel 
connections unstable) and feed constant current, at variable volt- 
age, into the quarter-wave line. At the receiving end of the 
line, constant voltage then exists with varying load, or rather a, 
voltage, which slightly falls off with the load, due to the power 
loss in the line. To maintain constant receivor voltage at all 
loads, then, would require а slight increase of generator current 
with Increase of load, that is, increase of generator voltage, 
Which can be produced by compounding regulated by the voltage. 

In such a quarter-wave transmission the voltage at the receiv- 


while the voltage at the generators increases from nearly nothing 


at no load, with 5 - К ү 
Ше › Mereasing load, approximately proportional 


5. There is, however, a serious limitation imposed upon 


s 
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quarter-wave transmission by considerations of voltage; to use 
the transmission line economically the voltage throughout it 
should not differ much, since the insulation of the line depends 
on the maximum, the efficiency of transmission, however, on the 
average voltage, and a line in which the voltage at the two ends 
is very different 1s uneconomical. 

To use line copper and line insulation economically, in a 
quarter-wave transmission, the voltages at the two ends should 
be approximately equal at maximum load. These voltages are 
related to each other and to the current by the line constants, by 
equations (72). 

By these equations (neglecting the term with u), reduced to 
absolute values, we have approximately 


and i 2 
€, = \ y 

and if ei = 6, . y 
` to = ale бо; 

2 
hence, the power is | vi А 
Po = Coto = V 7 бо, 

g 
or yz 
2 "e —-* 


hence, the voltage e, required to transmit the power p, without 
great potential differences in the'line depends on the power р, 
and the line constants, and inversely. 

26. As an example of a quarter-wave transmission may be 
considered the transmission of 60,000 kilowatts over a distance 
of 700 miles, for the supply of a general three-phase distribution 
system, of 95 per cent power factor, lag. . 

The design of the transmission line is based on a compromise 


‘between different and conflicting requirements: economy in 


first cost requires the highest possible voltage and smallest con- 
ductor section, or high power loss in the line; economy of орега- 
tion requires high voltage and large conductor section, or low 
power loss; reliability of operation of the line requires lowest 
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permissible voltage and therefore large conductor section or 
high power loss; reliability of operation of the receiving system 
requires good voltage regulation and thus low line resistance, 
ete., etc. 

Assume that the maximum effective voltage between the line 
conductors is limited to 120,000, and that there are two sepa- 
rate pole lines, each carrying three wires of 500,000 circular 
mils cross section, placed 6 feet between wires, and provided 
with a grounded neutral. 

If there were no energy losses in the line and no increase of 
capacity due to insulators, etc., the speed of propagation would 
be the velocity of light, S = 188,000 miles per second, and the 
quarter-wave frequency of a line of J, = 700 miles would be 


f= T 67 cycles per sec. ; 


hence, fairly close to the standard frequency of 60 cycles. 

The loss of power in the line, and thus the increase of induc- 
tance by the magnetic field inside of the conductor (which would 
not exist ina Сана of perfect conductivity or zero resistance 
loss), the increase of capacity by insulators, poles, ete., lowers the 
frequency below that corresponding to the velocity of light and 
brings it nearer to 60 cycles. 

In a line as above assumed the constants per mile of dobie 
conductor are: r = 0.055 obm; L = 0.001 henry, and C = 
0.032 x 107° farad, and, neglecting the conductance, g = 0, the 
quarter-wave frequency is 


1 


713106 


— 63 cycles per sec. 


Either then the frequency of 63 cycles per second, or slightly 
· above standard, may be chosen, or the line inductance or line 
capacity increased, to bring the frequeney down to 60 cycles. 

Assuming the induetance increased to L = 0.0011 henry 
gives f — 60 cycles per second, and the line constants then are 
la = 700 miles; f = 60 cycles per second; r = 0,055 ohm; L = 
0.0011 henry; С = 0.032 x 107* farad, and g = 0; hence, 
2 = 0415 ohm; 2 = 042 ohm; Z = 0.055 + 0.4157 ohm; 
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b = 12.1 X 107° mho; у = 12.1 X 107° mho, and У = j 12.1 
X 1079 mho, and 


V co 186 + 12], 


В = 2.247 x 107 
a = up = 0.148 x 10, 


At 60,000 kilowatts total input, or 20,000 kilowatts per line, 
120,000 
= 69,000 volts per 





and 120,000 volts between lines, or 


line, and about 95 per cent power factor, the current input at 
full load is 306 amp. per line (of two conductors in multiple). 

To get at full load p = 20 x 10° watts, approximately the 
saine voltage at both ends of the line, by equation (76), we must 
have 


m 
ё= р\ » 
or e = 61,000 volts. 


Assuming therefore at the receiving end the voltage of 110,000 
between the lines, or, 63,500 volts per line, and choosing the 
output current as zero vector, ancl counting the distance from 
the receiving end towards the generator, we have for / = 0, 

Ide 


and the voltage, at 95 per cent power factor, or V1 — 0.95? 
= 0.312 inductance factor, is 
Е = Ito = 60 (0.95 T 0.312 7) 
60,300 4- 19,800 j. 
Substituting these values in equations (72) gives 
. _ В — 0.104 (60,300 + 19,800 j)} 
Uy 186 — 12] 
60,300 + 19,8007 = — (186 — 127) (3I; + 0.104 io}; 


|| 


, 
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hence, — ЈЕ, = (186 — 127) io + (6250 + 2060 j) 


and 60,300 — 
— jli = 





19,800 7 » 
186 — 12] + 0.104 7, 


= 317 + 128 j + 0.104 +, 
and the absolute values are 
e, = V (186 à, + 6250)" + (124, — 2060): 
and i, = VI? + 0.1047," + 128"; 
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Fig, 84. Long-distance quarter-wave transmission. 


herefrom the power output and input, efficiency, power factor, 
etc., can be obtained. 

In Fig. 84, with the power output per phase as abscissas, are 
shown the following quantities: voltage input e, and output e, 


x 
айы 
r 
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in drawn lines; amperes input 2, and output 2, in dotted lines; 
power input p, and output p,, in dash-dotted lines, and efficiency 
and power factor in dashed lines. 

As seen, the power factor at the generator is above 93 per cent 
leading, and the efficiency reaches nearly 85 per cent. 

At full load input of 20,000 kilowatts per phase, and 95 per 
cent power factor, lagging, of the output, the generator voltage 
is 58,500, or still 8 per cent below the output voltage of 63,500. 
The generator voltage equals the output voltage at 10 per cent 
overload, and exceeds it by 14 per cent at 25 per cent overload. 

To maintain constant voltage at the output side of the line, 
the generator current has to be increased from 342 amperes at 
no load to 370 amperes at full load, or by 8.2 per cent, and 
inversely, at constant-current input, the output voltage would 
drop off, from no load to full load, by about 8 per cent. This, 
with a line of 15 per cent resistance drop, is a far closer voltage 
regulation than ean be produced by constant potential supply, 
except by the use of synchronous machines for phase control. 


CHAPTER III. 


THE NATURAL PERIOD OF THE TRANSMISSION LINE. 


27. An interesting application of the equations of the long 
distance transmission line given in the preceding chapter can be 
made to the determination of the natural period of a transmis- 
sion line; that is, the frequency at which such а Bine discharges 
an accumulated charge of atmospheric electricity (lightning), or 
oscillates because of a sudden change of load, as a break of circuit, 
or in general a change of circuit conditions, as closing the circuit, 
etc. 

The discharge of a condenser through a circuit containing self- 
inductance and resistance is oscillating (provided the resistance 
does not exceed a certain critical value depending upon the 
capacity and the self-inductance) ; that is, the discharge current 
alternates with constantly decreasing intensity. The frequency 
of this oscillating discharge depends upon the capacity C and 
the self-inductance L of the circuit, and to a much lesser extent 
upon the resistance, so that, if the resistance of the circuit is not 
excessive, the frequency of oscillation can, by neglecting the 
resistance, be expressed with fair, or even close, approximation 
by the formula 

1 


Е 2z VOL. 


An electric transmission line represents a circuit having 
capacity as well as self-inductance; and thus when charged to a 
certain potential, for instance, by atmospheric electricity, as by 
induction from a thunder-cloud passing over or near the line, 
the transmission line discharges by an oscillating current. 

Such a transmission line differs, however, from an ordinary 
condenser in that with the former the capacity and the self- 
inductance are distributed along the circuit. 

In determining the frequency of the oscillating discharge of 


such a transmission line, a sufficiently close approximation is 
326 


f 
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obtained by neglecting the resistance of the line, which, at the 
relatively high frequency of oscillating discharges, is small com- 
pared with the reactance. This assumption means that the 
dying out of the discharge current through the influence of the 
resistance of the circuit is neglected, and the current assumed 
as an alternating current of approximately the same frequency 
and the same intensity as the initial waves of the oscillating 
discharge current. By this means the problem is essentially 
simplified. 

28. Let l, = total length of a transmission line; / = the dis- 
tance from "the beginning of the line; r = resistance per unit 
length; т = reactance per unit length = 2 afL, where L = 
inductance per unit length; g = conductance from line to return 
(leakage and discharge into the air) per unit length; 6 = capacity 
susceptance per unit length = 2 zfC, where С = capacity per 
unit length. 

Neglecting the line resistance and line conductance, 


т = 0 and g = 0, 


the line constants а and f, by equations (14), Chapter II, then 
assume the form 


а = 0 and B = У, (1) 
and the line equations (17) of Chapter 11 become 
I = (А, — Aj) cos Bl + j (44 + А) sin Bi 
and | 


pe A (A, + A,)cos Bl + 1 (4, sA) sin AT. 


or writing 


РЕКЕ" and A, + A, = C5 


and substitutir 1g = = 
Y ү ђ ү 
V2 = = © ( ) 


I = С, cos Bl + 10, sin Bl 


we have 


and 
Т "T (8) 
E = © | C, cos Bl + 1С, ing . 
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A free oscillation of a circuit implies that energy is neither 
Supplied to the circuit nor abstracted from it. This means that 
at both ends of the circuit, = бапа = I, the power equals zero. 

If this is the case, the following conditions may exist: 

(1) The current is zero at one end, the voltage zero at the 
other епа. | 

(2) Hither the current is zero at both ends or the voltage is 
zero at both ends. 

(3) The circuit has no end but is closed upon itself. 

(4) The current is in quadrature with the voltage. This case 
does not represent а, free oscillation, since the frequency depends 
also on the connected circuit, but rather represents a line supply- 
Ing а wattless or reactive load. 

In free oscillation the circuit thus must be either open or 
grounded at its ends or closed upon itself. 

(1) Circuit open at one end, grounded at other end. 

29. Assuming the circuit grounded at | = 0, open at J = 1, 
we have for 1 = 0, 


E EO, 
and for і = ly 
| I=I,=0; 


hence, substituting in equations (8), at # = 0, 


C= 0; 
hence, 
and pce | 
Мр | (4) 
H= ] ce sin fl, 


and atl = 1, 
C, cos BL, = 0, 


and since С, cannot be zero without the oscillation disappearing 


altogether, 
cos Bl, = 0; (5) 


hence, 
fly = Qn - 1)5, (6) 
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where n = 1, 2,3... or any integer and 
7 
Ві = (2n — 1) ji" (7) 
Substituting (1) in (6) gives 
B аф = Qn-)- (8) 
2.45 


or substituting for х and b, x = 2 zfL and b = 2 zfC, gives 


pro 2% 1) п, 
Оо 
ог 
_ 2n —1) 
А 4l, VLO 2 


is the frequency of oscillation of the circuit. 
The lowest frequency or fundamental frequency of oscillation 


is, for n = 1, 
1 


d: 1 Ba 4 1, А T, , 
and besides this fundamental frequency, all its odd multiples or 
higher harmonics may exist in the oscillation 


f=Q2n-Df, (11) 


(10) 


Writing L, = 1,1 = total inductance, and С, = LC = total 
capacity of the circuit, equation (9) assumes the form 


1 
= | 12 
Л 4Nv LC, de 


The fundamental frequency of oscillation of a transmission 
line open at one end and grounded at the other, and having & 
total inductance L, and a total capacity C,, is, neglecting energy 
losses, 





1 


ji клин шше 


4 УТО, 
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while the frequency of oscillation of a localized inductance L, 
and localized capacity C,, that is, the frequency of discharge of 
a condenser С, through an inductance L is 

| 1 | 


Де уто 


The difference is due to the distributed character of L, and С, 
in the transmission line and the resultant phase displacement 
between the elements of the line, which causes the inductance 
and capacity of the line elements, in their effect on the frequency, 
not to add but to combine to a resultant, which is the projection 


(18) 


. 2. 
of the elements of a quadrant, on the diameter, or E times the 
sum, just as, for instance, the resultant m.m.f. of a distributed 
АТ : ; Be oc 
armature winding of n turns of 7 amperes is not m but = 10 


Hence, the effective inductance of а transmission line in free 
oscillation is 


Е. 
L’ = Ehl 
and the effective capacity is (14) 
2 
би = 10, 


and using the effective values L’ апа Су, the fundamental 
frequency, equation (11), then appears in the form 
I 
пара = 
2х^/ БС, 

that is, the same value as found for the condenser discharge. 

In comparing with localized inductances and capacities, the 
distributed capacity and inductance, in free oscillation, thus are 
represented by their effective values (13) and (14). 

30. Substituting in equations (4), 


С, ЕБ 76, (16) 


(15) 


gives 
[= (e, + 10,) cos Bl 


and (17) 


в- У = (с, іе) sin fl. 


-Á 


te 
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By the definition of the complex quantity as vector represen- 
tation of an alternating wave the cosine component of the wave 
is represented by the real, the sine component by the imaginary 
term; that is, a wave of the form c, cos 2 5/1 + c, sin 2 xft is 
represented by с, + је, and inversely, the equations (17), in 
their analytic expression, are 

t= (c, cos 2 aft + c, sin 2 zT) cos Al 


Й (18) 
and е = д (с, cos 2 zft — с, sin 2 afi) sin fl. 


Substituting (7) and (11) in (18), and writing 
i zl 3 
d OE (19) 
gives 


i= fe, cos (2n— 1)0 + c, sin (8n— 1)0] cos (2n —1) т 
= c cos (2n — 1) (0 — у) cos Qn — 1)т- 


and 
ё = yi c, cos (2 n — 1)0 —c, sin (2 n—1)0 | за 2n—1)t (20) 
L. Tue 
= — VŽesin (27 — 1) (0 — ү) sin (2n — 1)т, 
where 
tan (2n — 1)y - 2 and c= Ve? + e. (21) 
1 


In the denotation (19), 0 represents the time angle, with the 
complete cycle of the fundamental frequency of oscillation as 
one revolution or 360 degrees, and т represents the distance 
angle, with the length of the line as a quadrant or 90 degrees. 
That is, distances are represented by angles, and the whole line 
is a quarter wave of the fundamental frequency of oscillation. 
This form of free oscillation may be called quarter-wave oscillation. 

The fundamental or lowest discharge wave or oscillation of 
the circuit then is 

А 
T 22 
s €, = — е sin (0 — 7) sin т. У 


С 


| 


с соз (0 — 7,) cost 
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With this wave the voltage is a maximum at the open end of 
the line, 7 = 1, and gradually decreases to zero at the other end 


"or beginning of the line, J = 0. 
The current is zero at the open end of the line, and gradually 
increases to a maximum at J = 0, or the grounded end of the 


line. 
Thus the relative intensities of current and potential along 


the line are as represented by Fig. 85, where the current is shown 
as I, the voltage as Æ. 


Os == ы еы: 
| 
ДЕА ПШ к еп 
е а Se 
BEENNENEEZNEE 


Fig. 85. Discharge of current and e.m.f. along a transmission line open at 
one end. Fundamental discharge frequency. 

















The next higher discharge frequency, for n = 2, gives 


Ta = c, COS 8 (Ü — y,) coS 3 v 


=> 


and б = — Cy vz A sin3 (0 — yp sin 37. 


Here the odi is again à maximum at the open end of the 


= 90°, and gradually decreases, but reaches 


+ 


line, ? = бр ort = 


zero at two-thirds of the line, i = x ort = | == 60°, then 


increases again in the opposite direction, reaches a second but 
opposite maximum at one-third of the line, / = ore = С = 80°, 
and decreases to zero at the beginning of the linc. There is thus 
a node of voltage at a point situated at a distance of two-thirds 
of the length of the line. 

The current is zero at the end of the line, Z = фу, rises to a. 
maximum at a distance of two-thirds of the length of the line, 
decreases to zero at a clistance of one-third of the length of the 
line, and rises again to a second but opposite maximum at the 
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beginning of the line, / = 0. The current thus has a node at а 
point situated at a distance of one-third of the length of the line. 











Fig. 86. Discharge of current and e.m.f. along a transmission 

line open at one end. 
The discharge waves, n = 2, are shown in Fig. 86, those with | 
n = 3, with two nodal points, in Fig. 87. 


NUNG 


TERE 


Fig. 87. Discharge of current and e.m.f. along a transmission 
. line open аё one end. 





31. In case of a lightning discharge the capacity С, is the 
capacity of the line against ground, and thus has no direct 
EN relation to the capacity of the line conductor against its return. 
The same applies to the inductance L,. 
If d = diameter of line conductor, „= height of conductor 
above ground, and l, = length of conductor, the capacity is 


а 
the self-inductance is (24) 


PU L, = 2 x 107%, log 22, in mh. 
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The fundamental frequency of oscillation, by substituting (24) 
in (10), is 

1 _ 7.5 X 10° 
4VC iL, l 





е ; (25) 
that is, the frequency of oscillation of a line discharging to ground 
is independent of the size of line wire and its distance from the 
ground, and merely depends upon the length, /,, of the line, being 
inversely proportional thereto. 

We thus get the numerical values, 
Length of line 


2 10 20 30 40 50 60 80 100 miles 
1.6 3.2 4.8 6.4 8 9.6 12.8 16 x 10° ст. 


hence frequency, 
J, = 4700 2350 1570 1175 940 788 587 470 cycles per sec. 


As seen, these frequencies are comparatively low, and especially 
with very long lines almost approach alternator frequencies. 

The higher harmonics of the oscillation are the odd multiples 
of these frequencies. 

Obviously all these waves of different frequencies represented 
in equation (20) ean occur simultaneously in the oscillating dis- 
charge of a transmission line, and, in general, the oscillating 
discharge of a transmission line is thus of the form 


i = Èe c, сов (2n — 1) (0 — ra) cos (2n — 1) т, 
(26) 
-- Vig Dy" en sin ( (2n — 1) (0 — у,) sin (2n — 1) т. 


A simple harmonie oscillation as a line discharge would require 
a sinoidal distribution of potential on the transmission line at the 
‘instant of discharge, which is not probable, so that probably all 
lightning discharges of transmission lines or oscillations produced 
by sudden changes of circuit conditions are complex waves of 
many harmonics, which in their relative magnitude depend upon 
the initial charge and its distribution — that is, in the case of the 
lightning discharge, upon the atmospheric electrostatic field of 
force. 
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The fundamental frequency of the oscillating discharge of a 
transmission line is relatively low, and of not much higher mag- 
nitude than frequencies in commercial use in alternating-current 
circuits. Obviously, the more nearly sinoidal the distribution 
of potential before the discharge, the more the low harmonics 
predominate, while a very unequal distribution of potential, 
that is a very rapid change along the line, causes the higher har- 
monies to predominate. 

32. As an example the discharge of a transmission hne may be 
investigated, the line having the following constants per mile: 
т = 0.21 ohm; L = 1.2 x 10? henry; C = 0.08 x 107° farad, 
and of the length l, = 200; hence, by equations (10), (19), 
f, = 208 cycles per sec.; 0 = 18151, and т = 0.00785 І, when 
charged to à uniform voltage of e, — 60,000 volts but with no 
current in the line before the discharge, and the line then 
grounded at one end, = 0, while open at the other end, / = l 

Then, fort = 0010 = 0,7 = 0 for all values of т except т = 0; 
hence, by (26), 

cos (2n — 1) y, = 0, 


and thus 


(2 hos) Fy -5 (27) 
and 
cos (2n — 1) (0 — у.) = sin Qn — 1) 6, 
sin (2n —1) (0 — yn) = —cos(2n — 1) 0; 
hence, 
= Ўһ c, &n (2% — 1) 0 соз (2n — 1) т | 
1 
and (28) 


P = МЕ бе, cos (2n — 1) 0sin (2n — 1) т. | 
1 


Also fort = 0, or 0 = 0, е = e, for all values of t except т = 0; 
hence, by (28), 


и V A > DE PTT S (29) 
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From equation (29), the coefficients c, are determined in the 
usual manner of evaluating a Fourier series, that is, by multiply- 
ing with sin (2m — 1) т (or cos (2 m — 1)7) and integrating: 


т 
| е, sin (2m — 1) tdr = 
0 


Le " 
yz > e / sin (2n — 1) твп (2m— 1) тат. 
1 


0 


Since 


J sin (2n — 1)rsin (2m — 1) тат 
6 


T cos 2 (n — тт — cos 2 (n + m — 1)« 
= ag A dT, 
0 4 


which is zero for n = m, while for m = n the term 


{= "dr m 
0 








2 » uo 
and 
AP _ cos (2n — 1) тр" DU. 
J ninen- паде =~ [E ER | o As 
we have 
а б, -— LE 
24-91] оО 
and | 
4 2] Y 
EE 08 ve (30) 
Qn—-1)x¥ D’ 
hence, 
i= fe CS. sin (2n — 1) 0 cos (2n —1)т 
Ж : L 1 27 — 1 
_*, VSI sin t oos = + sin 3 0 cos3 r sind A cor 
-aV ү}! = = | ЕГ 
(81) 
. in 3 @ cos sin 5 0 cos 5 
= 382 fain 0 созт + 2300089 , Sn oOo LL] 
5 


in amperes, 
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and 

5, cos (2n — 1) 8n (2% — 1) т 

1 2n – 1 

cos8@sin3r cosd0sin бт 
3 5 


e = –е, 


= 
4. 
'—6, ә 008. 0 sin v + 


| 


Л 
7 
= 76,400 айын T+ 

ag 3 5 


in volts. 


cos30gn3-v сов50вп5т 
tele Me шшш ы ы 1. 
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33. As further example, assume now that this line is short- 
circuited at one end, # = 0, while supplied with 25-cycle alter- 
nating power at the other end, | = /,, and that the generator 
voltage drops, by the short cireuit, to 30,000, and then the line 
cuts off from the generating system at about the maximum value 
of the short-circuit current, that is, at the moment of zero value 


of the impressed e.m.f. 


At à frequency of f, = 25 cycles, the reactance per unit length 


of line or per mile is 
z= 2 zf L = 0.188 ohm 
and the impedance is 
z = Vr + а? = 0.288 ohm, 
or, for the total line, 
£, = lg = 56.6 ohms; 
hence, the approximate short-circuit current 
e 80,000 


M Za 56.6 
and its maximum value is 
i, = 530 x V2 = 750 amp. 





= 530 amp., 


Therefore, in equations (26), at time ¢ = 0, or 0 =0,e=0 


for all values of т except v = > ; hence, 
sin (2n — 1) у, = 0, 


А or, у, = 0, 
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ancl thus 


e. 
| 


Snc, cos (2n — 1) 0 cos (2n — 1) т 
1 
and (33) 


е = улов (2n — 1) 0 sin Qn — 1) т. 


However, at t = 0, or 0 = 0, for all values of т except т = > 
t= 493 
hence, substituting in (88), 
i, = dnc, cos (2n — 1) т. (34) 
1 


From equation (34), the coefficients с, are determined in the 
same manner as in the preceding example, by multiplying with 
cos (2% — 1) тапа integrating, as 
4%, 





—  — fee п______ 0 __. a К 
hence, 
. ing „005 (2% — 1) 0 cos (27 — 1) т 
paci о 27 — 1 
47 0 20583 т 0 
22 Е S cos 3 ыс а 
7 3 5 
(36) 
т 0 
= 956} cos eos , - SERIES 21008 9 еф 


in amperes, 


Е 2/5 ,8n (2% — 1) 0sin 2n — 1) т 
OR z g2”. E 2n – 1 


42 ЈЕ. : j 0 si т 51504 
= Hh sin osin с 883 sin 3 , sind sin бт_ у 


3 5 
(37) 
= 191,200} sin P sin pS Cee Sn mor =o | 
8; 


in volts. 


: n 
Dee 
ў 
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The maximum voltage is reached at time 0 = "E and is 


pass ie ,sinds ашбт у 
Сот 2 t 3 5 1 








and since the series 
| sSin3c snó5c 
gr PESE 





sin t + E 


hola 


the maximum voltage is 
LIE 
ё = 1, y GU 300,000 volts. 


As seen, very high voltages may be produced by the interrup- 
tion of the short-circuit eurrent. 

(2a) Circuit grounded at both ends. 

34. The method of investigation is the same as in paragraph 
29; the terminal conditions are, for / — 0, 


Е = 0, 


and for l = ly 
E = 0. 


* 


Substituting | = 0 into equations (3) gives 


С, = 0; 
hence, 
I = 0, cos Bi, 
38 
Е = је Bein pl. о, 


Substituting | = 1, in (88) gives 
L. 
£,=0= jC, VŽsin Bt; 


hence, 
sin fl, = 0, or Bl = nz, (39) 
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and, in the same manner as in (1), 


fl = n=l = NT; (40) 


0 


that is, the length of the line, /,, represents one half wave, or 
т = л, or a multiple thereof. 


fq mM 
21VLC 2VLC, SED 
and the fundamental frequency of oscillation is 
1 
[, = 42 
А 2LVLO M 
and 
T =>; (43) 


that is, the line can oscillate at a fundamental frequency f, for 
which the length, /,, of the line is a half wave, and at all multiples 
or higher harmonics thereof, the even ones as well as the odd ones. 

This kind of oscillation may be called a half-wave oscillation. | 

35. Unlike the quarter-wave oscillation, which contains only 
the odd higher harmonics of the fundamental wave, the half- 
wave oscillation also contains the even harmonics of the funda- 
mental frequency of oscillation. 

Substituting С, = e, + jc, into (38) gives 


T © (с, + Jeo) cos Al 


and (44) 


B= (e, — je) vi sin Bl, 


and replacing the complex imaginary by the analytic expression, 
that is, the real term by cos 2 zft, the imaginary term by sin 2 zt, 
gives 

i = fe, cos 2 afl + c, sin 2 afi} cos Bl 
and 


zs Va (6, cos 2 nfl — c, sin 2 луі) sin Bl, 
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and substituting 


we have 


2 nf, a 


2 aft en: 
then (44) gives, by (40): 
$ = (с, cos nf + c, sin nô) cos nt 
and 


Q 


Т -— 
Е Vz (c, cos nÜ —c, sin 0) sin тт; 


or writing 


€, = с cos ny 
and | 
€, = canny 
gives 
$ = c соз n (0 — y) cos nc 
and 


TM 
ё ——6 g inn (Ü — y) sin nz, 
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(46) 


(47) 


(48) 


and herefrom the generat equations of this hal/-wuve oscillation are 


eo 


i = Уе, cos n (0 — ул) cos nc 
1 
and 


jig . ; 
=— Уа Sno, sin» (0 — yn) sin nt 
1 


(2b) Circuit open at both ends. 
36. Ког = 0 we have 


[ves 
hence, 
C, =) 
and 
I = jC, sin Bl 
and 


к-\^ С, cos Bl, 


while for? = 7, I = 0; 


(49) 


(50) 
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hence, 
sin Gl, = 0, or Bl, = nz; (51) 


that is, the circuit performs a half-wave oscillation of funda- 


mental frequency, 
1 


m T 
^73 УТО (02) 


and allits higher harmonics, the even ones as well as the odd ones 
have a frequency 


/ nf, (53) 
and the final equations are 
$-— Sacs sian (0 — у) sin nt 
1 
and (54) 


Т, ео 
ё = VE See cos (0 — ү) cos nt, 


· where Ü0—2zfi and t= ГЇ. (55) 
' 0 


(3) Circuit closed upon itself. 

37. If à circuit of length J, is closed upon itself, then the free 
oscillation of such a circuit is characterized by the condition that 
current and voltage at l = 4, are the same as at/ = 0, since | = L 
and ф = 0 are the same point of the circuit. 

Substituting this condition in equations (3) gives 


I = C, = C, cos 01, + JC, sin fl, 


and 
е (56) 
ү E = Ç, = С, cos Bl, + jC, sin 01; 
herefrom follows 
С, (41 — cos Bl) = + 10, sin 01, (57) 
С, (1 — cos fl,) = + jC, sin pl,, 
hence, (1 — соз fl, = — віш? 01, 


or eos Bl, = 1; (58) 
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һепсе, 
Bl, = 2; (59) 


thatis, the circuit must ђе a complete wave or a multiple 
thereof. 

The free oscillation of a circuit which is closed upon itself is a 
full-wave oscillation, containing a fundamental wave of frequency 


1 
ће 
and all the higher harmonics thereof, the even ones as well as the 


odd ones, 
/ ="). (61) 


(60) 





Substituting in (8), 
С, 


| 


E + jé” 
and | 


, E d 
Cy + Je, 


Ç, 
gives 
I = (e, + je”) cos BL + (e — je,’)sin fl 
and Я (62) 
E = Vz (e, + Je”) cos BL + (с, — je,’) sin fl}. 


Substituting the analytic expression, 


с! + je," = сү cos 2 xft + c," sin 2 ft, ete., 





also 
2 af t= 0, (63) 
2 nfi = n0, 
2 пп 
and Al = l = nr, 
У 0 
2z (64) 
where т = —— 1, 
ly 


that is, the length of the circuit, | = Ї,, is represented by the 
angle т = 2 z, or a complete cycle, this gives 
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I = (с, cos nÜ + c," sin nl) cos nt 
+ (e," cos тд —c,/ sin n0) sin nt 


n | 3 
ano 7 (65) 
Е =\ү { (c, cos nd + с“ sin то) cos nó 
. C 2 2 
+ (¢,” cos nl — с, sin nh) кіп тт), 
or writing сү = а сов ny 
с“ = asin ny 
c, = bcos nz 
c," = bsin nx 
gives 
1 = 2 совт (0 — y) cos nv — бап n (0 — y) sin nt | 
ancl T 
. (00) 


e= ЈЕ [b cos n (0 — y) cos nc — a sin n (0 — y) sna]. 


Thus in its most general form the full-wave oscillation gives 
the equations 


2 ж 
i = >" {ал cos n (0 — yn) cos nt — b, sin n (0 —уһ) sin тт | 


i " 
Le А | 
ё = V a 2^ {Dn cos n (0 — у.) cos nt — a, sinn (0 — у) sin тт), 


(07) 
where 
0 = 2 nf i, 
1 
А = VE (68) 
2 т 
fuese L 


and ал, y, and ба, y, are groups of four integration constants. 
38. With a short circuit at the end of a transmission line, the 
drop of potential along the line varies fairly gradually and 
uniformly, and the instantaneous rupture of a short circuit — 
as by a short-circuiting are blowing itself out explosively — 


re 





Е 
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causes an oscillation in which the lower frequencies predominate, 
that is, a low-frequency high-power surge. A spark discharge 
from the line, a sudden high voltage charge entering the line 
locally, as directly by a lightning stroke, or indirectly by induc- 
tion during a lightning discharge elsewhere, gives a distribution 
of potential which momentarily is very non-uniform, changes 
very abruptly along the line, and thus gives rise mainly to very 
high harmonies, but as a rule does not contain to any appre- 
ciable extent the lower frequencies; that is, it causes a high- 
frequency oscillation, more or less.local in extent, and while of 
high voltage, of rather limited power, and therefore less destruc- 
tive than a low-frequency surge. 

At the frequencies of the high-frequency oscillation neither 
capacity nor inductance of the transmission line is perfectly 
constant: the inductance varies with the frequency, by the 
increasing screening effect or unequal current distribution in 
the conductor; the capacity increases by brush discharge over the 
insulator surface, by the increase of the effective conductor 
diameter due to corona effect, ete. The frequencies of the very 
high harmonies are therefore not definite but to some extent 
variable, and since they are close to each other they overlap; 
that is, at very high frequencies the transmission line has no 
definite frequeney of oscillation, but ean oscillate with any 
frequency. 

A long-distance transmission line has a definite natural period 
of oscillation, of a relatively low fundamental frequency and its 
overtones, but can also oscillate with any frequency whatever, 
provided that this frequency is very high. 

This is analogous to waves formed in a body of water of 
regular shape: large standing waves have a definite wave length, 
depending upon the dimensions of the body of water, but very 
short waves, ripples in the water, can have any wave length, and 


. do not depend on the size of the body of water. 


A further investigation of oscillations in conductors with 
distributed capacity, inductance, and resistance requires, how- 
ever, the consideration of the resistance, and so leads to the 
investigation of phenomena transient in space as well as in time, 
which are discussed in Section IV. 

39. In the equations discussed in the preceding, of the free 
oscillations of a circuit containing uniformly distributed resist- 
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ance, inductance, capacity, and conductance, the energy losses 
in the circuit have been neglected, and voltage and current 
therefore appear alternating instead of oscillating. That is, 
these equations represent only the initial or maximum values of 
the phenomenon, but to represent it completely an exponential 
function of time enters as factor, which, as will be seen in Section 
IV, is of the form 

gum (69) 


where u =5 И F 5) may be called the “time constant” of the 


circuit. 

While quarter-wave oscillations occasionally occur, and are of 
serious importance, the occurrence of half-wave oscillations and 
especially of full-wave oscillations of the character discussed 
before, that is, of a uniform circuit, is less frequent. 

When in a circuit, as a transmission line, a disturbance or 
oscillation occurs while this circuit is connected to other cir- 
cuits — as the generating system and the receiving apparatus — 
as is usually the case, the disturbance generally penetrates into 
the circuits connected to the circuit in which the disturbance 
originated, that is, the entire system oscillates, and this oscilla- 
tion usually is a full-wave oscillation; that is, the oscillation of 
a circuit closed upon itself; occasionally a half-wave oscillation. 
For instance, if in a transmission system comprising generators, 
step-up transformers, high-potential lines, step-down trans- 
formers, and load, a short circuit occurs in the line, the circuit 
comprising the load, the step-down transformers, and the lines 
from the step-down transformers to the short circuit is left 
closed upon itself without power supply, and its stored energy is, 
therefore, dissipated as a full-wave oscillation. Or, if in this 
system an excessive load, as the dropping out of step of a syn- 
chronous converter, causes the circuit to open at the generating 
station, the dissipation of the stored energy — in this case that 
of the excessive current in the system — occurs as a full-wave 
oscillation, if the line cuts off from the generating station on the 
low-tension side of the step-up transformers, and the oscillating 
circuit comprises the high-tension coils of the step-up trans- 
formers, the transmission line, step-down transformers, and load. 
If the line disconnects from the generating system on the high- 
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potential side of the step-up transformers, the oscillation is a 
half-wave oscillation, with the two ends of the oscillating circuit 
open. 

Such oscillating circuits, however,— representing the most 
frequent and most important case of high-potential disturbances 
in transmission systems,—cannot be represented by the preced- 
ing equations since they are not circuits of uniformly distributed 
constants but compound circuits comprising several sections of 
different constants, and therefore of different ratios of energy 


consumption and energy storage, ; and А During the free 
oscillation of such circuits an energy transfer takes place be- 
tween the different sections of the circuit, and energy flows from 
those sections in which the energy consumption is small com- 
pared with the energy storage, as transformer coils and highly 
inductive loads, to those sections in which the energy consump- 
tion is large compared with the energy storage, as the more 
non-inductive parts of the system. This introduces into the equa- 
tions exponential functions of the distance as well as the time, 
and requires a study of the phenomenon as one transient in 
distance as well asin time. The investigation of the oscillation 
of a compound circuit, comprising sections of different constants, 
is treated in Section IV. 


CHAPTER IV. 


DISTRIBUTED CAPACITY OF HIGH-POTENTIAL 
TRANSFORMERS. 


40. In the high-potential coils of transformers designed for 
very high voltages phenomena resulting from distributed 
capacity occur. 

In transformers for very high voltages — 100,000 volts and 
more, or even considerably less in small transformers — the high- 
potential coil contains a large number of turns, a great length of 
conductor, and therefore its electrostatic capacity is appreciable, 
and such a coil thus represents a circuit of distributed resistance, 
inductance, and capacity somewhat similar to a transmission 
line. 

The same applies to reactive coils, ete., wound for very high 
voltages, and even іп smaller reactive coils at very high frequency. 

This capacity effect is more marked in smaller transformers, 
where the size of the iron core and therewith the voltage per 
turn is less, and therefore the number of turns greater than in 
very large transformers, and at the same time the exciting cur- 
rent and the full-load current are less; that is, the charging 
current of the conductor more comparable with the load current 
of the transformer or reactive coil. 

It is, however, much more serious in large transformers, since 
in such the resistance is smaller compared to the inductance and 
capacity, and therefore the damping of any high frequency oscil- 
lation less, the possibility of the formation of sustained and cum- 
ulative oscillations greater. 

However, even in large transformers and at moderately high 
voltages, capacity effects occur in transformers, if the frequency 
is sufficiently high, as is the case with the currents produced in 
overhead lines by lightning discharges, or by arcing grounds 
resulting from spark discharges between conductor and ground, 


or in starting or disconnecting the transformer. With such 


frequencies, of many thousand cycles, the internal capacity of 
the transformer becomes very marked in its effect on the dis- 
tribution of voltage and current, and may produce dangerous 
high-voltage points in the transformer. 
The distributed capacity of the transformer, however, is differ- 
ent from that of a transmission line. 
348 
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In a transmission line the distributed capacity is shunted 
capacity, that is, can be represented diagrammatically by con- 
densers shunted across the circuit from line to line, or, what 
amounts to the same thing, from line to ground and from ground 
to return line, as shown diagrammatically in Fig. 88. 


Generator 
| | 
Recelver 


Fig. 88. Distributed capacity of a transmission line. 


The high-potential coil of the transformer also contains shunted 
capacity, or capacity from the conductor to ground, and so each 
coil element consumes a charging current proportional to its 
potential difference against ground. Assuming the circuit as insu- 
lated, and the middle of the transformer coil at ground potential, 
the charge consumed by unit length of the coil increases from 
zero at the center to a maximum at the ends. If one terminal | 
of the circuit is grounded, the charge consumed by the coil 
increases from zero at the grounded terminal to a maximum at 
the ungrounded terminal. 

In addition thereto, however, the transformer coil also con- 
tains a capacity between successive turns and between successive 
layers. Starting from one point of the conductor, after a certain 
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Fig. 80. Distributed capacity of a high-potential transformer coil. 


length, the length of one turn, the conductor reapproaches the 
first point in the next adjacent turn. It again approaches the 
first point at a different and greater distance in the next adjacent 
layer. 
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first point at a different and greater distance in the next adjacent · 
layer. 

A transformer high-potential coil can be represented dia- 
grammatically as а conductor, Fig. S9. C, represents the capacity 
against ground, С, represents the capacity between adjacent 
turns, and С, the capacity between adjacent layers of the coil. 

The capacities С, and С, are not uniformly distributed but 
more or less irregularly, depending upon the number and arrange- 
ment of the transformer coils and the number and arrangement, 
of turns in the coil. As approximation, however, the capacities 
C, and C, can be assumed as uniformly distributed capacity 
between successive conductor elements. If / = length of con- 
ductor, they may be assumed as a capacity between / and / + di, 
or as a capacity across the conductor element dl. 

This approximation is permissible in investigating the general 
effect of the distributed capacity, but omits the effect of the 
irregular distribution of C, and C,, which leads to local oscilla- 
tions of higher frequencies, extending over sections of the circuit, 
such as individual transformer coils, and may cause destructive 
voltage across individual transformer coils, without the appear- 
ance of excessive voltages across the main terminals of the trans- 
former. 

41. Let then, in the high-potential coil of a high-voltage trans- 
former, е = the e.m.f. generated per unit length of conductor, 
as, for instance, per turn; Z = r + jz = the impedance per unit 
length; У = g + jb = the capacity admittance against ground 
per unit length of conductor, and Y’ = pY = the capacity 
effective admittance representing the capacity between successive 
turns, successive layers, and successive coils, as represented by 
the condensers C, and C, in Fig. 89. 

The charging current of a conductor element dl, due to the 
admittance Y’, is made up of the charging currents against the 
next following and that against the preceding conductor element. 

Let 1, = length of conductor; | = distance along conductor; 
E = potential at point /, or conductor element dl, and J = cur- 
rent in conductor element dl; then 


Р | 
dE = T di = the potential difference between successive 


conductor elements or turns. 


DN 
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dE | 
Y” di dl = the charging current between one conductor ele- 
ment ancl the next conductor element or turn. 
_y d (E — dE) 
di 
ductor element and the preceding conductor element or turn, 
hence, 


ФЕ 
YE dl = the charging current of one conductor element due 
to capacity between adjacent conductors or turns. 
If now the distance / is counted from the point of the con- 
ductor, which is at ground potential, Y Ed] = the charging cur- 
rent of one conductor element against ground, and 


dE 
ар 


dl = the charging current between one con- 








T 
id ҮЕ +р la 


= / 
al =\YE+Y А 


is the total current consumed by a conductor element. 
However, the e.m.f. consumed by impedance equals the e.m.f. 
consumed per conductor element; thus 


dE, = 2141. 


This gives the two differential equations: 


PE 
— = T 1 EAE 
a YAS +P aS a) 
dE 
EDAM ; 2 
and Ж. ZI (2) 
Differentiating (2) and substituting in (1) gives 
ФЕ _ | ФЕ l 
ap 4 Д 
transposing, | 
ФЕ_____Е 
dP (3) 
> 
a 
or apg y, (4) 
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5 1 
where iP uie Мс. ( 
7: 
If zy is small compared with p, we have, approximately, 
а? == 
P 
and 


(6) 
Е = А сова + B sin al, 


(7) 
and since, for? = 0, Æ = 0, if the distance #18 counted from (ће 
point of zero potential, we have 


E = Вал al, 


(8) 
and the current is given by equation (2) as 


substituting (8) in (9) gives 
‘ty ; 


(9) 


1 sall 
I =F E — aB cos al f- (10) 


If now J, = the current at the transformer terminals, | == [y 
we have, from (10) 


H 


ZI, = е — aB cos al, 
e — ZI 
and B= aa 





р E 
а cos al, 


(11) 
substituting in (8) and (10), 


Пы) sin al 


Tok m 
I =z e= и, Ё 
КУ У сона, ) 
for J, = 0, or open circuit of the transformer, this gives 

Bade sin al 


а cos al, 


I = (6 al 1) du) 
' ZNWosal ^ 


and 





and 
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The e.m.f., #, thus is a maximum at the terminals, 


e 
В, = „tan aly 
the current a maximum at the zero point of potential, / = 0, 


where 
1 


е 
и z Gs aly i} со 


42. Of all industrial circuits containing distributed capacity 
and inductance, the high potential coils of large high voltage 
power transformers probably have the lowest attenuation con- 
stant of oscillations, that is the lowest ratio of r to ~/ZG, and 
high frequency oscillations occurring in such circuits thus die out 
at a slower rate, hence are more dangerous than in most other 
industrial circuits. Nearest to them in this respect are the 
armature circuits of large high voltage generators, and similar 
considerations apply to them. 

As the result hereof, the possibility of the formation of con- 
tinual and cumulative oscillations, in case of the presence of a 
source of high frequency power, as an are or a spark discharge 
in the system, is greater in high potential transformer coils than 
in most other circuits. Regarding such cumulative oscillations 
and their cause and origin, see the chapters on “Instability of 
Electric Circuits,’ in “Theory and Calculation of Electric 
Circuits.” 

The frequency of oscillation of the high potential circuit of 
large high voltage power transformers usually is of the magnitude 
of 10,000 to 30,000 cycles; the frequency of oscillation of indi- 
vidual transformer coils of this circuit is usually of the magnitude 
of 30,000 to 100,000 cycles. There then are the danger fre- 
quencies of large high voltage transformers. 





CHAPTER V. 


DISTRIBUTED SERIES CAPACITY. 


43. The capacity of a transmission line, cable, or high-poten- 
tial transformer coil is shunted capacity, that is, capacity from 
conductor to ground, or from conductor to return conductor, or 
shunting across a section of the conductor, as from turn to turn 
or layer to layer of a transformer coil. 

In some circuits, in addition to this shunted capacity, dis- 
tributed series capacity also exists, that is, the circuit is broken 
at frequent and regular intervals by gaps filled with a dielectric 
or insulator, as air, and the two faces of the conductor ends thus 
constitute a condenser in series with the circuit. Where the 
elements of the circuit are short enough so as to be represented, 
approximately, as conductor differentials, the circuit constitutes 
a circuit with distributed series capacity. 

An illustration of such a circuit is afforded by the so-called 
“multi-gap lightning arrester,” as shown diagrammatically in 
Fig. 90, which consists of a large number of metal cylinders 7, 4 

.., With small spark gaps between the cylinders, connected 
between line L and ground G. This arrangement, Fig. 90, can 
be represented diagrammatically by Fig. 91. Each cylinder has 
a capacity C, against ground, a capacity C against the adja- 
cent cylinder, a resistance r,— usually very small,—and an 
inductance L. 

The series of insulator discs of a high voltage suspension —or 
strain —insulator also forms such a circuit. 

If such a series of n equal capacities or spark gaps is connected 
across а, constant supply voltage e», each gap has a voltage e = a 
If, however, the supply voltage is alternating, the voltage does 
not divide uniformly between the gaps, but the potential differ- 
ence is the greater, that is, the potential gradient steeper the 
nearer the gap is to the line Г, and this distribution of potential 
becomes the more non-uniform the higher the frequency; that is, 
the greater the charging current of the capacity of the cylinder 
against the ground. The charging currents against ground, of all 
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the cylinders from g to the ground G, Figs. 90 and 91, must pass 


the gap between the adjacent cylinders p and q; that is, the 
charging current of the condenser represented by two &djacent 


OOOOOOOQOOOOQ0 
Fig. 00. Multi-gap lightning arrester. 


cylinders p and q is the sum of all the charging currents from 
q to G; and as the potential difference between the two cylinders 
p and q is proportional to the charging current of the condenser 


— 





Fig. 91. Equivalent circuit of a multi-gap lightning arrester. 


formed by these two cylinders, C, this potential difference 
increases towards L, being, at each point proportional to the 
vector sum of all the charging currents, against ground, of all 
the cylinders between this point and ground. 

The higher the frequency, the more non-uniform is the poten- 
tial gradient along the cireuit and the lower is the total supply 
voltage required to bring the maximum potential gradient, near 
the line L, above the disruptive voltage, that is, to initiate the 
discharge. Thus such a та сар structure is discriminating 
regarding frequency; that is, the discharge voltage with increas- 
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ing frequency, does not remain constant, but decreases with 
increase of frequency, when the frequency becomes sufficiently 
high to give appreciable charging currents. Hence high íre- 
quency oscillations discharge over such a structure at lower 
voltage than machine frequencies. 

For a further discussion of the feature which makes such a 
multigap structure useful for lightning protection, see A. T. E. E. 
Transactions, 1906, pp. 431, 448, 1907, p. 425, etc. 

44. Such circuits with distributed series capacity are of great 
interest in that it is probable that lightning flashes in the clouds 
are discharges in such circuits. From the distance traversed by 
lightning flashes in the clouds, their character, and the disruptive 
strength of air, it appears certain that no potential difference 
can exist in the clouds of such magnitude as to cause a disruptive 
discharge across a mile or more of space. It is probable that 
as the result of condensation of moisture, and the lack of uni- 
formity of such condensation, due to the gusty nature of air 
currents, a non-uniform distribution of potential is produced 
between the rain drops in the cloud; and when the potential 
gradient somewhere in space exceeds the disruptive value, an 
oscillatory discharge starts between the rain drops, and grad- 
ually, in a number of successive discharges, traverses the cloud 
and equalizes the potential gradient. A study of circuits 
containing distributed series capacity thus leads to an under- 
standing of the phenomena occurring in the thunder cloud during 
the lightning discharge.* 

Only a general outline can be given in the following. 

45. Ina circuit containing distributed resistance, conductance, 
inductance, shunt, and series capacity, as the multigap lightning 
arrester, Fig. 90, represented electrically as a circuit in Fig. 91, 
jet r = the effective resistance per unit length of circuit, or per 
circuit element, that is, per arrester cylinder; g = the shunt 
conductance per unit length, representing leakage, brush dis- 
charge, electrical radiation, etc.; L = the inductance per unit 
length of cireuit; C = the series capacity per unit length of cir- 
cuit, or circuit element, that is, capacity between adjacent arrester 
cylinders, and C, — the shunt eapacity per unit length of circuit, 
or circuit element, that is, capacity between arrester cylinder and 


* See paper, “Lightning and Lightning Protection,” N.E.L.A., 1007. 
ALME and enlarged in ** General Leotures on Electrical Engineering," by 
uthor. 
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* Section III, Chapter II, paragraph 7. 
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< 
ground. If then / = the frequency of impressed e.m.f., the 
series impedance per unit length of circuit is 
Z-rti(-2)) (1) 
the shunt admittance per unit length of circuit is 
У =g+ jb, (2) 
where 
2 o—2mfL, 
1 
= 3 
ү T. 2 nf ( ) 
= 27fC,; 
or the absolute values are 
2= МЕ G) 
and s (4) 
y = Vg + b. 
If the distance along the circuit from line L towards ground 
G is denoted by J, the potential difference between point / and · 
í ground by Z, and the current at point / by J, the differential 
| equations of the circuit are * 
dE 
n 5 
Ш (6) 
and | 
dl 
=] = YE. (6) 
Differentiating (5) and substituting (6) therein gives 
Cf VIE, (7) 
de ад | ар < 
T Equation (7) is integrated by 
E = Ag" + А+“, (8) 
where | 
а = МҮ? = а + jf, (9) 
а = Муг + gr — b (2 — zx) | 
and (10) 
: В= Vitye — gr +b (ж — ш). 
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Substituting (10) in (8) and eliminating the imaginary expo- 
nents by the substitution of trigonometric functions, 


E = Ag" (cos Bl — j sin 81) + At” (cos 61 + 1 sin Bl). (11) 


46. However, if n = the total length of circuit from line L to 
ground G, or total number of arrester cylinders between line and 
ground, for 2 = n, 

E =0, (12) 
and for 2 = 0, 
E =e, = ihe impressed e.m.f. (13) 

Substituting (12) and (18) into (11) gives 


0 = Aje~*” (cos fn — j sin pn) + Ае“ (cos Pn + 7 sin дп) 


and 
б = A, + A; 
hence, 
A, = Mu --___. 
1 1 = 67?" (сов 2 £n — 4 sin 2 Bn)’ (14) 
A, = — Аг“ 79" (cos 2 pn — jsin 2 fm), 


and the potential difference against ground is 
Е = е, 
e" (eos +] sin Bl) - «7 "9^7 [eos B (2—1) —jsin p2 n —0)] 
1 — «7? (cos 2 pn — 1 sin 2 fn) 
(15) 


From equation (5), substituting (15) and (9), we have 


Y 
p--V 6 


є (сов B1— j sin Bl) +e7*2"— [cos 8 (2 —1) —jsin 8 (2%—1)] 
1 — г7 79 (eos 2 Bn — 1 sin 2 fm) 
| (16) 
Reduced to absolute terms this gives the potential difference 
against ground as 


—2a (289—4) _ 





“За pg 2: 7 cos 2 B (n — 0) 
1 + 274% 279°” cos 2 hn 





, (17) 
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the current as 


= — 2a Ta (2: — о .— Zan n 
| € 4- | I 2: соз 2 B (n — l 

ї = б vt y —4аһ К — 2an E ) (18) 
2 1 +e — 2e cos 2 Bn 





and the potential gradient, or potential difference between adja- 
cent cylinders, is 


ЕИ UN Seas an O42 6—*™ cos 2 B (m — [) 
e Let Cote vi le 599 672% cos 2 Bn. . (19) 


For an infinite length of line, n = со, that is, for a very large 
number of lightning arrester cylinders, where 277" is negligible, 
as in the case where the discharge passes from the line into the 
arrester without reaching the ground, equations (17), (18), (19) 
simplify to 





e = е; “, 20) 


; = «Va pum (21) 
ef = eu, vz ec, (22) 


that is, are simple exponential curves. 
Substituting (4) and (8) in (21) and (22) gives 


A GY 
бе + (55 


and 





шырт al МР з A oe сыз c о ee у 9 
> СТ CAO + Отур ©” 
and 
t= 2 1702; (24) 
ог, approximately, if r and g are negligible, we have 
C 
у=. c 0 қ 
КЕ. Ve 1 ар CL} e 
and 
| CC 
i = 2 afe“ ° (26) 


1— QafyCL' 


47. Assume, as example, a lightning arrester having the fol- 
lowing constants: L = 2 x 1078 henry; С, 10^? farads; 
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С = 4 x 107 farads;r = 1 ohm; g = 4 x 10-° mho; f = 10° = 
100 million cycles per second; n = 300 cylinders, and e, = 30,000 
volts; then from equation (3), z = 12.6 ohms, z, — 39.7 ohms, and 
b = 62.8 х 10-* mhos; 
from equation (1), 

Z = 1 — 27.1] ohms; 
from equation (2), 

У = (4 + 62.8 7) 107* mho; 
from equation (4), 

2 = 27.1 ohms and у = 62.9 x 10-% mho; 
from equation (10), 

a = 0.0021 and 8 = 0.0412; 
from equation (17), 


e = 35,500 Ve 274 0.08 «07927 — 0.568 cos (24.72 —0.0824 D); 


from equation (18), 


-+ 0.568 cos (24.72 — 0.0824 1), 







eg 00921 0).08 „7998 -- 0.568 cos (24.72 — 0.0824 0). 


Hence, at 1 = 0, e = 30,000 volts, + = 64.6 amperes, акі 
е! = 2560 volts; and at / = 300, e = 0, t = 57.5 amperes, aud 
ё! = 2280 volts. 

With voltages per gap varying from 2280 to 2560, 300 gaps 
would, by addition, give a total voltage of about 730,000, while 
the actual voltage is only about one-twenty-fourth thereof; that 
is, the sum of the voltages of many spark-gaps in scries may be 
many times the resultant voltage, and a lightning flash may pass 
possibly for miles through clouds with a total potential of only 
a few hundred million volts. In the above example the 300 
cylinders include 7.86 complete wave-lengths of the discharge. 


CHAPTER VI. 


ALTERNATING MAGNETIC FLUX DISTRIBUTION. 


48. As carrier of magnetic flux iron is used, as far as possible, 
since it has the highest permeability or magnetic conductivity. 
If the magnetic flux is alternating or otherwise changing rapidly, 
an e.m.f. is generated by the change of magnetic flux in the iron, 
and to avoid energy losses and demagnetization by the currents 
produced by these e.m.fs. the iron has to be subdivided in the 
direction in which the currents would exist, that is, at right 
angles to the lines of magnetic force. Hence, alternating 
magnetie fields and magnetic structures desired to respond very 
quickly to changes of m.m.f. are built of thin wires or thin iron 
sheets, that is, are laminated. | 

Since the generated e.m.fs. are proportional to the frequency 
of the alternating magnetism, the laminations must be finer 
the higher the frequency. 

To fully utilize the magnetic permeability of the iron, 1t there- 
fore has to be laminated so as to give, at the impressed frequency, 
practically uniform magnetic induction throughout its section, 
that is, negligible secondary currents. This, however, is no 
longer the case, even with the thinnest possible laminations, 
at extremely high frequencies, as oscillating currents, lightning 
discharges, etc., and under these conditions the magnetic flux 
distribution in the iron is not uniform, but the magnetic flux 
density, ®, decreases rapidly, and lags in phase, with increasing 
depth below the surface of the lamination, so that ultimately 
hardly any magnetic flux exists in the inside of the laminations, 
but practically only a surface layer carries magnetic flux. The 
apparent permeability of the iron thus decreases at very high 
frequency, and this has led to the opinion that at very high fre- 
quencies iron cannot follow a magnetic cycle. There is, however, 
no evidence of such a ‘‘viscous hysteresis." Magnetic investi- 
gations at 100,000 to 200,000 cycles per second have given the 
same magnetic cycles as at low frequencies. It therefore is prob- 
able that iron follows magnetically even at the highest frequen- 
cies, traversing practically the same hysteresis cycle irrespective of 
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the frequency, if the true in.m.f., that is, the resultant of the 
impressed m.m.f. and the m.m.f. of the secondary currents in 
the iron, is considered. Since with increasing frequency, at 
constant impressed m.m.f., the resultant m.m.f. decreases, due 
to the inerease of the demagnetizing secondary currents, this 
simulates the effect of a viscous hysteresis. 

Frequently also, for mechanical reasons, iron sheets of greater 
thickness than would give uniform flux density have to be used 
in an alternating field. 

Since rapidly varying magnetic fields usually are alternating, 
and the subdivision of the iron is usually by lamination, it will 
be sufficient to consider as illustration of the method the dis- 
tribution of alternating magnetic flux in iron laminations. 

49. Let Fig. 92 represent the section of a lamination. The 
alternating magnetic flux is assumed to pass in a direction 
perpendicular to the plane of the paper. 

Let п = the magnetic permeability, 4 = the 
electric conductivity, — the distance of a layer 
di from the center line of the lamination, and 
21, = the total thickness of the lamination. If 
then J = the current density in the layer dl, 
and Æ = the e.m.f. per unit length generated in 
the zone dl by the alternating magnetic flux, we 


have 
I = 28. (1) 


The magnetie flux density G, at the surface 
1 = 1, of the lamination corresponds to the 
Fig. 92. Alter- impressed or external m.m.f. The density @ 

nating magnetio . . ` 

fluxdistribution 12 the zone dl corresponds to the impressed 

in воћа јод,  m.m.f. plus the sum of all the m.m.fs. in the 

zones outside of dl, or from 1 to ly 
The current in the zone @ is 


10 = AE dl ~ "in 





and produces the m.m.f. 
I = 0.4 zAE dl, (3) 
which in turn would produce the magnetic flux density | 
ав = 0.4 zAuE dl; (4) 


a 

- 
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that is, the magnetic flux density @ at the two sicles of the zone 
dl differs by the magnetic flux density аф (equation (4)) pro- 
duced by the m.m.f. in zone dl, and this gives the differential 
equation between Ф, E, and /, 
de 
dl 
The e.m.f. generated at distance / from the center of the 
lamination is due to the magnetic flux in the space from / to ly 
Thus the e.m.fs. at the two sides of the zone dl differ from each 
other by the e.m.f. generated by the magnetic flux фар in this 
zone. 
Considering now G, Æ, and J as complex quantities, the e.m.f. 
ДЕ, that is, the difference between the e.m.fs. at the two sides of 
the zone dl, is in quadrature ahead of @dl, and thus denoted by 


dE = ј 2 тув 10-8 dl, (6) 


where f = the frequency of alternating magnetism. 
This gives the second differential equation 


= 0.4 Anh. (5) 


dE 
— j 10-8, ! 7 
E 2 п] 10 (7) 
50. Differentiating (5) in respect to /, and substituting (7) 
therein, gives 
Ф® 


dE 0.8 је Ти 1078 8, (8) 
or, writing 
C= fe = 04 r7fhp 1078, (9) 
a? = 0.4 z^Ap 1075, (10) 
we have | 
d | 
Tz = 2 jc*$. (11) 


This differential equation is integrated by 
® 467", (12) 
this equation substituted in (11) gives 


v? = 2 12; (13) 
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hence, 
vet (1+0 (14) 


and Ж 
B = Act 00D Ati —3) сі 


Since @ must have the same value for — / as for + } being 
symmetrical at both sides of the center linc of the lamination, 


A, =A, =A, 
hence, 
B = A (c ^ ats) ol gie p UD. (15) 
or, substituting 
et Jl — ооз c] ] sin cl (16) 


gives 
@ = A((c** + #79) cosel + j (e* — ec) віп cl}. (17) 


51. Denoting the flux density in the center of the lamination, 
for | = 0, by @, from (17) we have 


в, = 24; 
hence, | 
А = $16, (18) 
and 
etel —cl ge zm e " 
в = @, Э совер н ара eec BI) C (19) 


Denoting the flux density at the outside of the lamination, 
for | = 10, that is, the density produced by the external m.m.f., 
by @,, substituted in (19), we have 

+610 — cl, +ely _ ely 
Ф, = 6, или б dd : sin d, (20) 
ec ET. 2 
and substituting (20) in (19), 
(et? + €7 cos cl + 1 (et — е7) sin с] 


G = ф Го | eh ana pp) у 4 foL thy wy” 
* (6+0 + eh) cos cl, + ў (ete — с“ у sin cl, 


(21) 


The mean or apparent value of the flux density, i.e., the average 
throughout the lamination, is 


1 f | 
Gn Ta 7 в q dl. (22) 


а 


bm 
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Using equation (15) as the more convenient for integration 
gives 


A | 
m L———- TTA (1+3) el čo 
жег DOM 
A (et CF ch _. g CT» eh) 
^ 354 m 
and substituting herein (16), (18) and (20), gives 
Ф g 0o о th settled: = Clo : 
Bm = QE eee cess CO el, +7 жч ст cl, 


ый enis C РЕ (24) 
Ф, fe 27%) сов cl, tj (6+7) sin el, 


~ (+4) cl, (e+ е7 %) eos cli (e * — «^ о) sin cl, 





The absolute values of the flux densities are derived as square 
root of the sum of the squares of real and imaginary terms in 
equations (19), (20), (21), and (24), as 


Vettel 1 29 1 9 cos 2 cl, (25) 


в, = буа | e i + вба 2 сй, (26) 


g*29 4 672% 4 9 cos Qel 


која Маа ои 59 


and 
Bn = 2m Межа „“3о% 9 соз 2 el 
2 cL 9 | 

сс ИИ Сыр чы ыштын (28) 
6, SE + «73982 cos 2 cl, 


cl, 2 * +20 4 72 2 сов 2 cl, 


52. Where the thickness of lamination, 2 l, or the frequency f, 
is so great as to give cl, a value sufficiently high to make pum 
or the reflected wave, negligible compared with the main wave 
+, the equations can be simplified by dropping е7%. Jn this 
case the flux density, ®, is very small or practically nothing in 
the interior, and reaches appreciable values only near the surface. 
It then 18 preferable to count the distance from the surface of the 
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lamination into the interior, that is, substitute the independent 


variable 
s= (29) 


Dropping «7^ and «7^ in equation (21) gives 


e (cos el + j sin cl) 


® = ® ш (cos cl, + 7 sin ch) 


= 60%) {сове (р— D) — j sinc (1,— ђ); 


hence, 
Ф = @,є ^ (coses — j sin cs); (30) 


and the absolute value is | 
Ф = @, єт, (819 


and at the center of the lamination, 


Bo 
% 


Ф, €^ ^" (cos cl, + j sin © (32) 


__ — ci, 
0^ Bie °. 


From equation (24) the mean value of flux density follows 
when dropping «^^^ as negligible, thus: 











_ @ _ (1—7) m 
Bn ads — 3d. (88) 
or the absolute value is 
® 
Bm = === 4 
cl v2 e 


53. As seen, the preceding equations of the distribution of 
alternating magnetic flux in a laminated conductor are of the 
same form as the equations of distribution of current and voltage 
in a transmission line, but more special in form, that is, the 
attenuation constant « and the wave length constant B have 
the same value, c. As result, the distribution of the alternating 
magnetic flux in the lamina tlepends upon one constant only, cl, 

The wave length is given by 


cl, = 27; 


vs 
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hence ые r 
and by (9) 
pe cs 
ај 
_ 10,000 
= МЕТИ (85) 


and the attenuation during one wave length, or decrease of 
intensity of magnetism, per wave length, is 
e^ ?" = 0.0019, 
per half-wave length it is 
e77 = 0.043. 
and per quarter-wave length 


e 2 = 0.207. 


At the depth “ below the surface, the magnetic flux lags 90 de- 


grees and has decreased to about 20 per cent; at the depth brit lags 


180 degrees, that is, is opposite in direction to the flux at the 
surface of the lamination, but is very small, the intensity being 
less than 5 per cent of that at the surface, and at the depth /, 
the flux is again in phase with the surface flux, but its intensity 
is praetieally nil, less than 0.2 per cent of the surface intensity; 
that is, the penetration of alternating flux into the laminated 
iron is inappreciable at the depth of one wave length. 

By equations (33) and (84), the total magnetie flux per unit 
width of lamination is 
28; Ер (1 (eta j) Bı 





2 Lom = 


Qc е 
| : 28, 
the absolute value is 21,8. = —= ; 
с“ 2 


that is, the same as would be produced at uniform density in a 
thickness of lamination 


eee ae) 
еее 
or absolute valuc, | 
21 = ve ; 


d 
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which means that the resultant alternating magnetism in the 
lamination lags 45 degrees, or one-eighth wave behind the im- 
pressed m.m.f., and is equal to a uniform magnetic density 


penetrating to a depth 


] es (36) 


1, therefore, can be called the depth of penetration of the 


alternating magnetism into the solid iron. 

Since the only constant entering into the equation is el, the 
distribution of alternating magnetism for all cases can be repre- 
sented as function of cl, 

If cl, is small, and therefore the density in the center of the 
lamination 8, comparable with the density ®, at the outside, 
the equations (19), (20), and (24) respectively (25), (26), and (28) 
have to be used; if clo is large, and the flux density @ in the 
center of the lamination is negligible, the simpler equations (30) 
to (34) can be used. 

54. As an example, let и = 1000 and А = 10°; then a = 1.98, 
and for f = 60 cycles per second, с = aVF = 15.3; hence, the 
thickness of effective layer of penetration is 

1 1 тр 3 
жа 0.046 cm = 0.018 inches. 

In Fig. 93 is shown, with cl as abscissas, the effective valuc of 
the magnetic flux, which from equation (25) is 


i 


@ 
= on ta прати 
Ёш о oe 7* 4 2 cos 2 cl, 


and also the space-phase angle between Ф and G,, which from 
equation (19) is 


cl gd 


© — 
tan т, == SE tan cl. (37) 
In Fig. 94 15 shown, with cs as abscissas, the effective value 
of the magnetic flux, which from equation (31) is 


rcx – Q8 
@ = @ 7%, 
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and also the space-phase angle between ® and ®,, which from 
equation (80) is 
tan т, = tan cs. · (88) 


The thickness of the equivalent layer is marked in Fig. 94. 


FREE 























20 16 12 08 0 10 20 
. Fig. 98. Alternating magnetic flux distribution in solid iron. 


As further illustrations are shown in Fig. 95 the absolute 
values of magnetic flux density @ throughout a layer of 14 mils 
thickness, that is, of 1, = 0.007 inches = 0.018 cm. thickness. 

For 60 cycles, by Curve I, с= 15.3 cl, = 0.275 
For 1000 cycles, by Curve IT, c= 62.5 cl, = 1.125 
For 10,000 cycles, by Curve IIT, с = 198 cl, = 3.55 

It is seen that the density in Curve I is perfectly uniform, 
while in Curve III practically no flux penetrates to the center. 

55. The effective penetration of the alternating magnetism 
into the iron, or the thickness 4, of surface layer which at con- 
stant induction @, would give the same total magnetic flux as 
exists In the lamination, is 

MET 
(143) 2e 








Бе (39) 


or the absolute value is 


ја Ж. 
смо! 
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Fig. 94. кзы magnetic flux distribution in solid iron. 
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Fig. 95, M NP flux distribution: in solid iron. 
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hence, substituting for с from equation (9), 


104 3570 
lb =—= = == (40) 
л N/Q.BAuf МАУ 
that is, the penetration of an alternating magnetic flux into a 
solid conductor is inversely proportional to the square root of 
the electric conductivity, the magnetic permeability, and the 
frequency. 
The values of penetration, L, in centimeters for. various 
materials and frequencies are given below. : 





























Frequency. 25 60 1000 | 10,000 10° 10° 
Soft iron, и = 1000, А = 106.,...... 0.0714] 0.0460, 0.0113} 0.0036/0.00113/0. 00036 
Сав топ, и = 200, А = 104,.......] 0.504 | 0.325 | 0.080 | 0.0252/0.0080 |0. 0025 
Copper, џи = 1, =6X 105........ 0.922 | 0.595 | 0.144 | 0.0461/0.0144 0.0046 
Resistance alloys, д = 1, А = 104....] 7.14 4,60 1.13 0.357 |0.113 |0.036 





As seen, even at frequencies as low as 25 cycles alternating 
magnetism does not penetrate far into solid wrought iron, but 
penetrates to considerable depth into cast iron. It also is 
interesting to note that little difference exists in the penetration 
into copper and into cast iron, the high conductivity of the 
former compensating for the higher permeability of the latter. 


2 T 
56. The wave length, 1, = 24 , substituting for с, from equa- 


с 
tion (9), is 

31,600 | 
vu ' 


that is, the wave length of the oscillatory transmission of alter- 
nating magnetism in solid iron is inversely proportional to the 
square root of the electric conductivity, the magnetic permea- 
bility, апа the frequency. 

Comparing this equation (41) of the wave length L, with equa- 
tion (40) of the depth of penetration /,, it follows that the depth 
of penetration is about one-ninth of the wave length, or 40 degrees, 
or, more accurately, since 


E 





ly = (41) 





and ly = ar р 
e 


1 
см 
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o™ 


we have EEN NERIS (42) 


by дул 8.9 
or 40.5 degrees. 
The speed of propagation 1s 
S = flr 
_ 31,600 NI. 
EU Ap C 
that is, the speed of propagation is inversely proportional to the 
square root of the electric conductivity and of the magnetic per- 
meability, but directly proportional to the square root of the 
frequency. This gives a curious instance of a speed which 
increases with the frequency. Numerical values are given below. 


(43) 


10,000 
Cycles, 


Frequency. 25 Cyeles, 


Soft iron, == 1000, 4==10®%....................| S= 15.8em. 316 em. 
“ast iron, И = 200, }==10%.................... 111 от. 2230 em. 
Copper, Ae 1, A=6X108 204  cm.| 4080 cm. 








It is seen that these speeds are extremely low compared with 
the usual speeds of electromagnetic waves. 

57. Since instead of @,, corresponding to the impressed m.m.f. 
and permeability и, the mean flux density in the lamina is @m, 
the effect is the same as if the permeability of the material were 
changed from x to 


p = Be, (44) 
Ppi 
and џ' can be called the effective permeability, which is a function 
of the thickness of the lamination and of the frequency, that is, a 
function of ch; ш appears in an form thus, 


a 5 
that is, the permeability is ae апа also mace lagging. 

For high values of cl, that is, thin laminations or high fre- 
quencies, from (33), we have 





/ “ 
| (1 + 7) el 
ND UEM ДЕ. " 
2 cl, ) 2 cl, 45) 


or, absolute 





Џ 


E noes 
Clo /2 
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58. As illustration, for iron of 14 mils thickness, or 4, = 0.018 
centimeters, and the constants и = 1000 and А = 10°, that is 
a = 1.98, the absolute value of the effective permeability is: 

t А =. 
ДА == poet 
UU d УЗ 


c=4V ў; 





and 


hence, 
a he 
al, v 
19,800 - 
M 
that is, the effective or apparent permeability at very high 
frequencies decreases inversely proportional to the square root 
of the frequeney. In the above instance the apparent per- 
meability is: 


| 


(46) 


At low frequency, џи = 1000; 

at 10,000 cycles, 1“ = 198; 

at 1,000,000 cycles, у = 19.8; 

at 100 million cycles, р = 1.98, and 
at 392 million cycles, г = 1, 


or the same as air, and at still higher frequencies the presence 
of iron reduces the magnetic flux. 

It ix interesting to note that with such a coarse lamination 
as а 14-01 sheet, even at the highest frequencies of millions of 
cycles, an appreciable apparent permeability is still left; that is, 
the magnetic flux is increased by the presence of iron; and the 
effect of iron in increasing the magnetic flux disappears only at 
400 million cycles, and beyond this frequency iron lowers the 
magnoetie flux. However, even at these frequencies, the presence 
of iron still exerts a great effect in the rapid damping of the 
oscillations by the lag of the mean magnetic flux by 45 degrees. 

Obviously, in large solid pieces of iron, the permeability j 
falls below that of air even at far lower frequencies. 

Where the penetration of the magnetie flux } is small com- 
pared with the dimensions of the iron, its shape becomes im- 
material, since only the surface requires consideration, and so 
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in this ease any solid structure, no matter what shape, can be 
considered magnetically as its outer shell of thickness 4, when 
dealing with rapidly alternating magnetic fluxes. 

At very high frequencies, when dealing with alternating 
magnetic circuits, the outer surface and not the section is, there- 
fore, the dominating feature. 

The lag of the apparent permeability represents an energy: 
component of the e.m.f. of self-induction due to the magnetic 
flux, which inereases with increasing frequency, and ultimately 
becomes equal to the reactive component. 


CHAPTER VII. 


DISTRIBUTION OF ALTERNATING-CURRENT DENSITY IN 
CONDUCTOR. 


59. If the frequency of an alternating or oscillating current 
is high, or the section of the conductor which carries the current 
is very large, or its electric conductivity or its magnetic per- 
meability high, the current density is not uniform throughout 
the conductor section, but decreases towards the interior of the 
conductor, due to the higher e.m.f. of self-inductance in the 
interior of the conductor, caused by the magnetic flux inside of 
the conductor. The phase of the current inside of the conductor 
also differs from that on the surface and lags behind it. 

In consequence of this unequal current distribution in a large 
conductor traversed by alternating currents, the effective resist- 
ance of the conductor may be far higher than the ohmic resist- 
ance, and the conductor also contains internal inductance. 

In the extreme case, where the current density in the interior 
of the conductor is very much lower than on the surface, or even 
negligible, due to this “screening effect,” as it has been called, 
the current can be assumed to exist only in a thin surface layer 
of the conductor, of thickness 7,; that is, in this case the effective 
resistance of the conductor for alternating currents equals the 
ohmic resistance of a conductor section equal to the periphery 
of the conductor times the “depth of penetration." 

Where this unequal current distribution throughout the con- 
ductor section is considerable, the conductor section is not fully 
utilized, but the material in the interior of the conductor is more 
or less wasted. It is of importance, therefore, in alternating- 
current circuits, especially in dealing with very large currents, or 
with high frequency, or materials of very high permeability, as 
iron, to investigate this phenomenon. 

An approximate determination of this effect for the purpose 
of deciding whether the unequal current distribution is so small 


as to be negligible in its effect on the resistance of the conductor, 
375 
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or whether it is sufficiently large to require calculation and 
methods of avoiding it, is given in “ Alternating-Current Phe- 
nomena,” Chapter XIII, paragraph 113. ‚ 

An appreciable increase of the effective resistance over the 
ohmie resistance may be expected in the following cases: 

(1) In the low-tension distribution of heavy alternating eur- 
rents by large conduetors. | 

(2) When using iron as conductor, as for instance iron wires 
in high potential transmissions for branch lines of smaller power, 
or steel cables for long spans in transmission lines. 

(3) In the rail return of single-phase railways. 

(4) When carrying very high frequencies, such as lightning 
‘discharges, high frequency oscillations, wireless telegraph cur- 
rents, etc. 

In the last two cases, which probably are of the greatest impor- 
tance, the unequal current distribution usually is such that 
practically no current exists at the conductor center, and the 
effective resistance of the track rail even for 20-cycle alternating 
current thus is several times greater than the ohmic resistance, 
and conduetors of low ohmic resistance may offer a very high 
effective resistance to a lightning stroke. 

By subdividing the conductor into a numbor of smaller 
conductors, separated by some distance from each other, or by 
the use of a hollow conductor, or a flat conductor, as a bar or 
ribbon, the effect is reduced, and for high-frequency discharges, 
as lightning arrester connections, flat copper ribbon offers a very 
much smaller effective resistance than a round wire. Strand- 
ing the conductor, however, has no direct effect on this phenom- 
enon, since it is due to the magnetic action of the current, and 
the magnetic field in the stranded conductor is the same as in 
a solid conductor, other things being equal. That is, while eddy 
currents in the conductor, due to external magnetic fields, are 
eliminated by stranding the conductor, this is not the case with 
the increase of the effective resistance by unequal current dis- 
tribution. Stranding the conductor, however, may reduce 
unequal current distribution indirectly, especially with iron as 
conductor material by reducing the effective or mean per- 
meability of the conductor, due to the break in the magnetic 
cireuit between the iron strands, and also by the reduction of 
the mean conductivity of the conductor section. For instance, 
if in a stranded conductor 60 per cent of the conductor section 
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is copper, 40 per cent space between the strands, the mean 
conductivity is 60 per cent of that of copper. If by the sub- 
division of an iron conductor into strands the reluctance of the 
magnetic circuit is Increased tenfold, this represents a reduction 
of the mean permeability to one-tenth. Hence, if for the con- 
ductor material proper и = 1000, 4 = 10°, and the conductor 
section is reduced by stranding to 60 per cent, the permeability 
to one-tenth, the mean values would be 


Ш = 100 and A, 0.0 x 105, 


and the factor V2, in the equation of current distribution, is 
reduced from Vin = 10,000 to МА, = 2450, or to 24.5 per 
cent of its previous value. In this case, however, with iron as 
conductor material, an investigation must be made on the cur- 
rent distribution in each individual conductor strand. 

` Since the simplest way of reducing the effect of unequal current 
distribution is the use of flat concluctors, the most important case 
is the investigation of the alternating-current distribution 
throughout the section of the flat conductor. This also gives 
the solution for conductors of any shape when the conductor 
section is so large that the current penetrates only the surface: 
layer, as is the case with a steel rail of a single-phase railway. 
Where the alternating current penetrates a short distance only 
into the conductor, compared with the depth of penetration the 
curvature of the conductor surface can be neglected, that is, the 
conductor surface considered as a flat surface penetrated to 
the same depth all over. Actually on sharp convex surfaces the 
current penetrates somewhat deeper, somewhat less on sharp 
concave surfaces, so that the error is more or less compensated. 

60. Inasection of a flat conductor, as shown diagrammatically 
in Fig. 92, page 356, let 4 = the electric conductivity of conductor 
material; и = the magnetic permeability of conductor material; 

= the distance counted from the center line of the conductor, 
and 21, = the thickness of conductor. 

Furthermore, let #, = the impressed e.m.f. per unit length of 
conductor, that is, the voltage consumed per unit length in the 
conductor after subtracting the e.m.f. consumed by the self- 
inductance of the external magnetic field of the conductor; thus, 
if E, = the total supply voltage per unit length of conductor 
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and #, = the external reactance voltage, or voltage consumed 
by the magnetic field outside of the conductor, between the con- 
ductors, we have 


I =i, — ji, = current density in conductor element dl, 

% = b, — jb, = magnetic clensity in conductor element di, 

Е =е. dust consumed in the conductor element dl by the self- 
inductance due to the magnetic field inside of the conductor; 
then the current Га! in the conductor element represents the 
m.m.f. or field intensity, 


dye = 0.4 14, (1) 


which causes an increase of the magnetic density @ between the 
two sides of the conductor element di by 
0% = pude 
= 0.4 xu dl. (2) 


The e.m.f. consumed by self-inductance is proportional to the 


magnetic flux and to the frequency, and is 90 time-degrees ahead 


of the magnetic flux. 

The increase of magnetic flux & dl, in the conductor element dl 
therefore, causes an increase in the e.m.f. consumed by self 
inductance between the two sides of the conductor element by 


dE = — 2 jzf& 1075 dl, (3) 


where f = the frequency of the impressed e.m.f. 

Since the impressed e.m.f. E, equals the sum of the e.m.f. con- 
sumed by selfinductance Æ and the e.m.f. consumed by the 
resistance of the conductor element, 


Е, = ЕІ. (C 
Differentiating (1) gives 
1 
dj = — 241, (5) 
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and substituting (5) in (3) gives 
d] = 2 jrfX@ 10-8 dl. (6) 
The two differential equations (6) and (2) contain G, 7, and 1, 


and by eliminating G, give the differential equation between 
I and 1: differentiating (6) and substituting (2) therein gives 


Ta = овај 10-* Mal 7), 
or writing 
ё = у = 04 ла 1059 дар - (8) 
where 
а? = 0.4 z? 1078 Ал, (9) 
gives , 
TE = jel” (10) 


This differential equation (10) is integrated by 
I EE P RA (11) 


and substituting (11) in (10) gives 


2 = 21е, 
p cO +9); (12) 
hence, 
I = Aeteatal ДЕ Ag 000 (13) 
Since I gives the same value for +/ and for —1, 
Ay Ay = А; ЛА) 
ћепсе, 
FSA gO аи Я (15) 
Substituting | 
etil = cos cl + 1 sin сї (16) 
gives і 


I X Af (et? + «7*5 cos cl + j (67 — #79) sin cl}, (17) 


and for | = l, or at the conductor surface, 
І, A((c*^h + 67h) cos cl, +7 (c*^^ — e7) sin dl. (18) 


* (10) is the same differential equation, and c has the same value as in 
the equation of alternating magnetic flux distribution (11) on page 363, and 
the alternating current distribution in a solid conductor thus is the same as 
the alternating magnetic flux distribution in the same conductor. 
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At the eonduetor surface, however, no ели, of self-induetance 
due to the internal field exists, and 


Г; e Alyy. (19) 


Substituting (19) in (18) gives the integration constant A, aud 
this substituted in (17) gives the distribution of current density 
throughout the conductor section as 


(tet 4 en) eon cl +] (et! — v sin cl 


faul P се. 
5 ? (e rely + € goth) COS cl, +] (є ely __ E ely sn tly 





(20) 


The absolute value is given as the square root of the sum of 
squares of real and imaginary terms, 


1 E ад +2 eb + g 27 + 2 cos 2 0) el i: 
"id Fehl „Фер + 26 о, (21) 
+e + 2 вов 2 cl, 


The current density in the conductor center, 1 = 0, is 


ор 
I, = C EOS (32) 
0 (e °% ЕЕ є 7°) eos cl, + ј (є del eo) sin Ж 
or the absolute value is 
2 АЁ, 
I ЕТ: yg! DO con dal ТА у т ул = == 28) 
(ov HE “to + 2 cos 2 el, 


61. It is seen that the distribution of alternating-current 
density throughout a solid flat conductor gives the same equa- 
tion as the distribution of alternating magnetic density through 
an iron rail, equations of the same character as the equation of 
the long distance transmission line, but more special in form. 

The mean value of current density throughout the conductor 
section, 


1 ү“ 
In = - | I dl, (24) 
US ` : 


0 
which is derived in the same manner as in у 51, is 


: (à a 7) "à Т ст x cos ВЛ. + 4 (e (e m SES sin 7 of 


(25) 


DISTRIBUTION OF ALTERNATING CURRENT 881 


and the absolute value is 


АЁ, о је + e7?" — 2 cos 2 cl, 
cl, N/2 | et + 2% + 2 cos 2el, 





(26) 


m 


Therefore, the increase of the effective resistance A of the 
conductor over the ohmic resistance R, 18 


Е. 5 
and by (19): 


(etela + €^») cos clo + j (eto — e) sin clo, 
(eto — eo) cos clo + g (etto + e) sin clo 
(28) 





k | 
Ro (1 + j) clo 


or the absolute value ts 


R -o [etla LL. e 26, T 
"s È clo /2 NE 0 -+ € T 2 COS 2 clo, (29) 





«12010 + e~? — 2 cos 2 clo 


62. If cl; is so large that €7*o can be neglected compared with 
eteo, then in the center of the conductor / is negligible, and for 
values of l near to lẹ or near the surface of the conductor, from 
equation (20) we have 

є (cos cl + j sin cl) 

? tly (cos clo + j sin clo) 


= Ме {вов c (l — lg) + j sin c @ — 19]. 


I-M 





Substituting 

8 = > — 6, (30) 

where s is the depth below the conductor surface, we have 
I = Me" (cos cs — j sin cs), (31) 

and the absolute value is 

I = Му“; (82) 
the mean value of current density 18, from (25) 

Mio Q- А, 





(1 + j) clo 2 clo (33) 
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and the absolute value is 
ХЕ, 


= = clo /2' 
hence, the resistance ratio—or rather impedance ratio, as ] lags 
behind Е, —іѕ, since the current density at the surface, or density 
іп the absence of a screening effect, is J; = Ме: 





(34) 


z dh s 
To = Та rae (1 + 7) clo 


= Clo + Jelo, (35) 
where rọ = ohmic resistance, Z = effective impedance of the con- 
ductor, and the absolute value is 

A = elo V2; (36) 


that is, the effective impedance Z of the conductor, as given by 
equation (28), and, for very thick conductors, from equation (85), 


appears in the form 8 
Z = rmi + jm), (37) 
which for very thick conductors gives for па and те the values 
2 = То (cly + Jelo). (38) 


63. As the result of the unequal current distribution in the 
conductor, the effective resistance is increased from the ohmic 
resistance ro to the value 

т = Pom, 
т = cloro, 
and in addition thereto an effective reactance 
T = Тото, 
от 
x = cloro, 
is produced in the conductor. 

In the extreme case, where the current does not penctrate 
much below the surface of the conductor, the effective resistance 
and the effective reactance of the conductor are equal and are 


r= æ = с 


where ro is the ohmic resistance of the conductor. 


fl 
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1 
It follows herefrom that only T of the conductor section. is 
0 


effective; that is, the depth of the effective layer is 
l 1. 


0 
d 
Qe е 


or, in other words, the effective resistance of a large conductor 
carrying an alternating current is the resistance of a surface 
layer of the depth 


l, = 


1 | 
b = e (39) 
and in addition thereto an effective reactance equal to the 
effective resistance results from the internal magnetic field of 
the conductor. 
Substituting (8) in (39) gives 








104 
psu e, 
п NO Auf 
Or (40) 
Ti 5030 
PS} ij 


It follows from the above equations that in such a conductor 
carrying an alternating current the thickness of the conducting 
layer, or the depth of penetration of the current into the con- 
ductor, is directly proportional, and the effective resistance and 
effective internal inductance inversely proportional, to the square 
root of the electric conductivity, of the magnetic permeability, 
and of the frequency. 

From equation (40) it follows that with a change of conduc- 
tivity A of the material the apparent conductance, and therewith 
the apparent resistance of the conductor, varies proportionally 
to the square root of the true conductivity or resistivity. 

Curves of distribution of current density throughout the sec- 
tion of the conductor are identical with the curves of distribution 
of magnetic flux, as shown by Figs. 93, 94, 95 of Chapter VI. 

64. From the “depth of penetration," the actual or effective 
resistance of the conductor then is given by circumference of the 
conductor times depth of penetration. This method, of calcu- 
lating the depth of penetration, has the advantage that it applies 
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to all sizes and shapes of conductors, solid round conductors or 
hollow tubes, flat ribbon and even such complex shapes as the 
railway rail, provided only that the depth of penetration is 
materially less than the depth of the conductor material. 

The effective resistance of the conductor then is, per unit 


length: 
1 











dub A (41) 
Thus, substituting (40): 
QE LO uf iu. 
uj (42) 
x ohms per em 
ш E 


where: 

lı = circumference of conductor (actual, that is, following all 
indentations, etc.). 

As the true ohmic resistance of the conductor is: 


1 
то = vg ohms per cm. (43) 
where: 
S = conductor section, 


the ‘‘resistance ratio," or ratio of the effective resistance of un- 
equal current distribution, to the true ohmic resistance, is: 


T ms En JOA мј 
LES (44) 

S con se 

= 50307, УМ! 


The internal reactance of unequal current distribution equals 
the resistance, in the range considered: _ 

1 —T (48) 
while at low frequency, where the current distribution is still 
uniform, the internal reactance is, per unit length of conductor: 

ало = тји 107? henry per cm. ] (46) 
= тј 10-? for air (и =) 
65. It is interesting to calculate the depth of penetration of 
alternating current, for different frequencies, in different materials, 
to indicate what thickness of conductor may be employed. 
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Such values may be given for 25 cycles and 60 cycles as the 
machine frequencies, and for 10,000 cycles and 1,000,000 cycles 
as the limits of frequency, between which most high frequency 
oscillations, lightning discharges, etc., are found, and also for 
1,000,000,000 cycles as about the highest frequencies which 
can be produced. The depth of penetration of alternating 
current in centimeters 1s given below. 











Penetration in cm. at 
Material ш А 
25 60 10,000 109 109 
Cycles. | Cycles. Cycles. Cycles. Cycles. 

Very soft iron.. ./2000) 1.1105 | 0.008 0.044 3.4x 1073} 0.34 x 10-?| 0.011x 10-3 
Steel rail dd ed pu 1000) 10° 0.101 0.005 5.0% 10- 0.5 x 10-7? 0.016 10-3 
Cast iron........ 200 10! 0.71 0.46 0.0355 3.55 x 10-?, 0.113 x 10-3 
Соррег.......... 1| 6.2108 | 1,28 0.82 0.064 6.4 10-3) 0.203 x 10-4 
Aluminum AEN 1| 3.7 x105 1.65 1.07 0.082 8.2 x10-3| 0.263 »(10-5 
German silver ,. 1} 0.38 105 5.53 3.57 0.276 27.6 1075] 0.88 «10-4 
Graphite —— 1 33.5 21.7 1.67 0.167 5.3 107% 
Silicon .......... 1| 80 112.5 727 5.63 0.563 17.9 10-3 
Salt solu., conc, 1| 0.2 2.25 x 103] 1.45 x 107112 11.2 0.36 

Pure river water| 1| 1074 100.6 108165 «108 5030 503 16 

















It is interesting to note from this table that even at low 
machine frequencies the depth of penetration in iron is so little 
as to give a considerable increase of effective resistance, except 
when using thin iron sheets, while at lightning frequencies the 
depth of penetration into iron is far less than the thickness 
of sheets which can be mechanically produced. With copper 
and aluminum at machine frequencies this screening effect þe- 
comes noticeable only with larger conductors, approaching one 
ineh in thickness, but with lightning frequencies the effect is 
such as to require the use of copper ribbons as conductor, and 
the thickness of the ribbon is immaterial; that is, inereasing its 
thiekness beyond that required for mechanical strength does not 
decrease the resistance, but merely wastes material. In general, 
all metallic conductors, at lightning frequencies give such small 
penetration as to give more or less increase of effective resistance, 
and their use for lightning protection therefore is less desirable, 
since they offer a greater resistance for higher frequencies, while 
the reverse is desirable. 

Only pure river water does not show an appreciable increase 
of resistance even at the highest obtainable frequencies, and 
electrolytic conductors, as salt solution, give no screening effect 
within the range of lightning frequencies, while cast silicon can 
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even at one million cycles be used in a thickness up to one-half 
inch without increase of effective resistance. 

The maximum diameter of conductor which can be used with 
alternating currents without giving a serious increase of the 
effective resistance by unequal current distribution is given 
below. 


At 25 cycles: 


Steel эйге......................... 0.30 em. or 0.12 inch 
Coppen ин а ван ceeded hike 2.6 cm. or 1 inch 
Aluminum ........................ 3.3 em. or 1.3 inches 


At 60 cycles: 


Steel элге......................... 0.20 em. or 0.08 inch 
Burg ERI ПИ ыы ee я 1.0 ет. ог 0.63 inch 
Psy ore ж вше кт ТД А 2.1 cm. or 0.83 inch 


At lightning frequencies, up to one million cycles: 


COP DEN RPM Tr 0.013 cm. or 0.005 inch 
AluminUM. ....................... 0.016 em. or 0.0065 inch 
German вЦуег..................... 0.055 em. or 0.022 inch 
Cast SUICON hss dale ened oe EN RA 11 еп. or 0.44 inch 
Balb SO О се dence rry eru vA 22 em. or 8.7 inches 
River уадег...................... All sizes. 

APPENDIX 


Transient Unequal Current Distribution. 


66. The distribution of a continuous current in a large con- 
ductor is uniform, as the magnetic field of the current inside 
of the conductor has no effect on the current distribution, being 
constant. In the moment of starting, stopping, or in any way 
changing a direct current in a solid conductor, the correspond- 
ing change of its internal magnetic field produces an unequal 
current distribution, which, however, is transient. 

As in this case the distribution of current is transient in time 
as well as in space, the problem properly belongs in Section IV, 
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but may be discussed here, due to its close relation to the 
permanent alternating-current distribution in a solid conductor. 

Choosing the same denotation as in the preceding paragraphs, 
but denoting current and e.m.f. by small letters as instantaneous 
values, equations (1), (2), and (4) of paragraph 61 remain the 
same: 


d 3€ = 04 zi dl, (1) 

d G = 0.4 яи dl, (2) 
D 

60:7 6 tr (4) 


where e, = voltage impressed upon the conductor (exclusive 
of its external magnetic fiekl) per unit length, e — voltage con- 
sumed by the change of internal magnetie fiekl, ? — current 
density in conductor element dl at distance | from center line 
of flat conductor, 4 — the magnetie permeability of the con- 
duetor, and 4 = the electric conductivity of the conductor. 

Equation (3), however, 

dE == — 2 jnfB 107% dl, 
changes to 
dO а 
de — di 1078 dl (3) 

when introducing the instantaneous values; that is, the integral 
or effective value of the e.m.f. E consumed by the magnetic 
flux density 6 is proportional and lags 90 time-degrees behind 
G, while the instantaneous value ? is proportional to the rate of 
change of G, that is, to its differential quotient. 

Differentiating (8) with respect to dl gives 


фе d /d®\_._. 
a7 al)" ©) 

and substituting herein equation (2) gives 

de _ di noy 
пр c 0525310 С (6) 

Differentiating (4) twice with respect to dl gives 
2 d» 

би ы (7) 


d? лав’ 
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and substituting (7) into (6) gives 

Фі di 

— = .izpA107— 8 

dP + 0.4 z uà 10 di (8) 
as the differential equation of the current density ? in the con- 
duetor. 


Substituting 
È = 04 хил 10-8 (9) 
gives | | 
ы = eT . (10) 
This equation (10) is integrated by 
тд + Ben 0, (11) 
and substituting (11) in (10) gives the relation 
D, = — дф; 
hence, 
b = + ja, (12) 


and substituting (12) in (11), and introducing the trigonometric 
expressions for the exponential functions with complex imagi- 
nary exponents, 


V = А + 278 (C, cos cal + C, sin cal), (13) 


where | 
C, =B, + B, and C, =1 (B, — B). 


Assuming the current distribution as. symmetrical with the 
axis of the conductor, that is, ? the same for +/ and for — l, 
gives 

C, = 0; 
hence, 
$ = А + Ce~™ cos cal (13) 


as the equation of the current distribution in the conductor. 
It is, however, foré = c, or for uniform current distribution, 


% = е,4; 
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hence, substituting in (13), 
А =e, 
and 
1 = 6,4 + Ce~™ сов cal. (14) 


At the surface of the conductor, or for Z= 6, no induction by 
the internal magnetic field exists, but the current has from the 
beginning the final value corresponding to the impressed e.m.f. 
ву that is, for 2 = ly 


1 = 69, 
and substituting this value in (14) gives 


ET — aĉi 4 . 
€À = в„А + Ce~* cos cal; 


hence, 

cos cal, = 0 
and 

cal, == к= (15) 
2 
ог 
(дк—1)т 
Ша чо) 


0 
where « is any integer. 

There exists thus an infinite series of transient terms, exponen- 
tial in the time, 4, and trigonometric in the distance, Z, one of 
fundamental frequency, and with it all the odd harmonics, and 
the equation of current density, from (14), thus is 


oD 
i = 6,4 + 2 Ce 89—12 ай cog (2  — 1) cal 


е TE (17) 
DEDE 
1 2l, 
where 
Л 
t a, TR 2d, * (18) 


The values of the integration constants С, are determined 
by the terminal conditions, that is, by the distribution of current 





390 TRANSIENT PHENOMENA 


density at the moment of start of the transient phenomenon, 
or? = 0). 


For і = (), 
(2 & 1) яі 
21, 
Assuming that the current density ¢, was uniform throughout 
the conductor section before the change of the circuit con- 


ditions which led to the transient phenomena — аз would be 
expected in a direct-current circuit, —from (19) we have 


> С, сов we = — (e — 1,) = constant, (20) 


21, 


Т, = @,A + > С. сов (19) 


and the coefficients С, of this Fourier series are derived in the 
usual manner of such series, thus: 


(де 1) ES 


C, = 2 Е (eA — 1,) cos 57 
~ 


1-0 
& 

= ( — 1)*- = (6,4 Ей ћу), (21) 

where avg [F(z)] 72 nes the average value of the function 


F(x) between the "limits c=x, and ==, 


and equation (17) then assumes the form 


D, — (8 к — 1)? ада @к—1)х1 
1-64 — Ok CONT d d а= 


This then is the final ae of the distribution of the 
current density in the conductor. 

If now 4, = width of the conductor, then the total current in 
the conductor, of thickness 2 Z, is 


Hao, 
= d, f idl 
1 -h 
2 (2к- 1)? at 


= 2 2 M ol (е, А — Фо) YS One =e je 1?’ 


(22) 


0 





or 


8 4 S 1 5 9. 
== 2 4 a ELA "— —Á — (Be — ал . 
I Leah 1 ( 2 e) Ў arc | (23) 
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For the starting of current, that is, if the current is zero, 
2, = 0, in the conductor before the transient phenomenon, this 
gives 

icat с, к к с p 
07170 л? A (2 k — 17 

While the true ohmic resistance, r, per unit length of the 

conductor is 


1 


214 2 





To 


the apparent or effective resistance per unit length of the con- 
ductor during the transient phenomenon is 


To 
M CREE UM M IM UA 4 
S 1 (26) 
ji ^ —(2*—1)aj 
x 2 Qx – 1 
and in the first moment, for # = 0, is 
Т = 0, 
since the sum is 
ond um 
7" (28-1) 8 
The effective resistance of the conductor thus decreases from 


o» at the first moment, with very great rapidity — due to the 
rapid convergence of the series — to its normal value. 


67. As an example may be considered the apparent resist- 
ance of the rail return of a direct-current railway during the 
passage of a car over the track. 

Assume the car moving in the clirection away from the 
station, and the current returning through the rail, then the 
part of the rail behind the car carries the full current, that ahead 
of the car carries no current, and at the moment where the car 
wheel touches the rail the transient, phenomenon starts in this 
part of the rail. The successive rail sections from the wheel 
contact backwards thus represent all the successive stages of 
the transient phenomenon from its start at the wheel contact 
to permanent conditions some distance back from the car. 
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Assume the rail section as equivalent to a conductor of 
8 cm. width and 8 cm. height, or /,— 8, 4, — 4, and the car 
speed as 40 miles per hour, or 1800 em. per second. 

Assume a steel rail and let the permeability и = 1000 aud 
the electric conductivity 4 = 10°. 

Then с = V0.4 пил 107% = V1.2566 = 1.121, 
Ж 
à = 5 al = 0.35, 
a? = 0.122. 

Since „= 0, the current distribution in the conductor, by 

(22), is 


5 = е,4 11 + - >“ SED е —0-122 (26—17 сов 0.393 (2к — 1) n 


= 6,4 {1 — 1.27 [g- ?** соз 0.8981—47%1%®вов 1.181 + тш 
eos 1.964 +... J}, 
the ohmic resistance per unit length of rail is 














= === = 0.156 x 107% ohms per cin. 
T= 5 NE 0.156 х О 1 
and the effective resistance per unit length of rail, by (26), is 
0.156 107° 
r= 10.81 [2—98 ppe с ЊЕ с 6 т ar 


At a velocity of 1800 cm. per second, the distance from the 
wheel contact to any point p of the rail, //, is given as function 
of the time ¢ elapsed since the starting of the transient phenom- 
enon at point p by the passage of the car wheel over it, by the 
expression / = 1800 ż, and substituting this in the equation of 
the effective resistance r gives this resistance as function of the 
distance from the car, after passage, 


E 0.156 х 107° 
di. pu ET [Е 810797 p pcemaew? p KIT 7 ] 
ohms per cm. 


As illustration is plotted in Fig. 96 the ratio of the effective 


resistance of the rail to the true ohmic resistance, L, and with 
0 
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the distance from the car wheel, in meters, as abscissas, from the 
equation 

= 1 У 
t y^ 1 — 0.81 fe BR 415-9007 4 ah 670117 + alg Е 08/7 deut. J у 





As seen from the curve, Fig. 96, the effective resistance of the 
rail appreciably exceeds the true resistance even at a consider- 
able distance behind the car wheel. Integrating the excess of 
the effective resistance over the ohmic resistance shows that 
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Fig. 90. Transient resistance of a direct-current railway rail return. 
Car speed 18 meters per second. 


the excess of the effective or transient resistance over the ohmic 
resistance is equal to the resistance of a length of rail of about 
300 meters, under the assumption made in this instance, ancl at 
a car speed of 40 miles per hour. This excess of the transient 
rail resistance is proportional to the car speed, thus less at lower 
speeds. 


CHAPTER VIII. 


VELOCITY OF PROPAGATION OF ELECTRIC FIELD. 


68. In the theoretical investigation of electric circuits the 
velocity of propagation of the electric field through space is 
usually not considered, but the electric field assumed as instan- 
taneous throughout space; that is, the electromagnetic com- 
ponent of the field is considered as in phase with the current, the 
electrostatic component as in phase with the voltage. In reality, 
however, the electric field starts at the conductor and propa- 
gates from there through space with a finite though very high 
velocity, the velocity of light; that is, at any point in space 
the electric field at any moment corresponds not to the concli- 
tion of the electric energy flow at that moment but to that at a 
moment earlier by the time of propagation from the conductor 
to the point under consideration, or,in other words, the electric 
field lags the more, the greater the distance from the conductor. 

Since the velocity of propagation is very high — about 3 х 10% 
centimeters per second — the wave of an alternating or oscillating 
current even of high frequency is of considerable length; at 60 
cycles the wave length is 0.5 X 10? centimeters, and even at a 
hundred thousand cycles the wave length is 3 kilometers, that 


is, very great compared with the distance to which electric fields | 


usually extend. 

The important part of the electric field of a conductor extends 
to the return conductor, which usually is only a few feet distant; 
beyond this, the field is the differential field of conductor and 
return conductor. Hence, the intensity of the electric field has 
usually already become inappreciable at a distance very small 
compared with the wave length, so that within the range in 
which an appreciable field exists this field is practically in phase 
with the flow of energy in the conductor, that is, the velocity of 
propagation has no appreciable effect, unless the return conductor 
is very far distant or entirely absent, or the frequency is so high, 
that the distance of the return conductor is an appreciable part 
of the wave length. | 
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69. Consider, for instance, a circuit representing average trans- 
mission line conditions with 6 ft. = 182 cm., between conductors, 
traversed by a current of f = 105, or one million cycles, such as 
may be produced by a nearby lightning discharge. The wave 
length of this current and thus of its magnetic field then would 


ne 5 _ 3X 10" 
°F == 10 


6 182 1 
tween the line conductors would ђе 30,000 or тев of a wave 





= 30,000 cm. and the distance of 182 cm. þe- 


length or 250 = 2.2. That is, the magnetic field of the current, 


when it reaches the return conductor, would not be in phase 
with the current, but iz of a wave length or 2.2° behind the 
current. The voltage induced by the magnetic field would not 
bein quadrature with the current, от wattless, but lag 90 + 2.2 = 
92.2? behind the current, thus have an energy component equal 
to cos 02.2? — 3.8 per cent, giving rise to an effective resistance 
7з, equal to 3.8 per cent of the reactance z. Even if at normal 
frequencies of 60 cycles the reactance is only equal to the ohmic 
resistance rg—usually it is larger—the reactance x to 10° cycles 
Ü 

would be a = 16,700 times the ohmic resistance, and the effec- 
tive resistance of magnetic radiation, r, being 3.8 per cent of 
this reactance, thus would be 630 times the ohmic resistance; 
rs = 68070. Thus, the ohmic resistance would be entirely 
negligible compared with the effective resistance resulting from 
the finite velocity of the magnetic field. 

Considering, however, a high frequency oscillation of 10° cycles, 
not between the line conductors, but between line conductor and 
ground, and assume, under average transmission line conditions, 
30 ft. as the average height of the conductor above ground. The 
magnetic field of the conductor then can be represented as that 
between the conductor and its image conductor, 30 ft. below 
ground, and the distance between conductor and return conduc- 
tor would be 2 x 30 ft. = 1820 em. The lag of the magnetic 
field, due to the finite velocity of propagation, then becomes 22°, 
thus quite appreciable, and the energy component of tho voltage 
induced by the magnetic field is eos (90 -+ 22?) = 37 per cent. 
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This would give rise to an effective or radiation resistance 7з = 
0.37 x. Asin this case, the 60-cycle reactance usually is much 
larger than the ohmic resistance, assuming it as twice would 
make the radiation resistance тз = 12,600 то, or more than ten 
thousand times the true ohmic resistance. It is true, that at 
these high frequencies, the ohmic resistance would be very greatly 
increased by unequal current distribution in the conductor. But 
the effective resistance of unequal current distribution increases 
only proportional to the square root of the frequency, and, as- 
suming as instance conductor No. 00 B. & 8. G., the effective 
resistance of unequal current distribution, rı, would at 10% cycles 


be about 36 times the low frequency ohmic resistance ro. Thus 
А И А 12,600 
the effective resistance of magnetic radiation would still be 3 б 





= 850 times the effective resistance of unequal current distribu- 
tion;rs = 350 ту, and the latter, therefore, be negligible compared 
with the former. 

It is interesting to note, that the effective resistance of radia- 
tion, 73, does not represent energy dissipation in the conductor 
by conversion into heat, but energy dissipation by radiation into 
space, and in distinction from the “radiation resistance," which 
dissipates energy into space, the effective resistance of unequal 
current distribution may be called a “thermal resistance," as it 
converts electric energy into heat. | 

Thus in this instance of a 10° cycle high frequency discharge 
betweén transmission line conductor and ground, the heating of 
the conductor would be increased 36 fold over that produced by 
a low frequency current of*the same amperage, by the increase 
of resistance by unequal current distribution in the conductor; 
but the total energy dissipation by the conductor would be in- 
creased by magnetic radiation still 350 times more, so that the 
total energy dissipation by the 106 cycle current would be 12,600 
times greater than it would be with a low frequency current of 
the same value, and the attenuation or rate of decay of the cur- 
rent thus would be increased many thousand times, over that 
calculated on the assumption of constant resistance at all fre- 
quencies. 

70. The finite velocity of the electric field thus requires con- 
sideration, and may even become the dominating factor in the 
electrical phenomena: 


I 
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(a) In the conduction of very high frequeney currents, of 
hundred thousands of cycles. 

(6) In the action, propagation and dissipation of high fre- 
quency disturbances in electric circuits. 

(c) In flattening steep wave fronts and rounding the wave 
shape of complex waves and sudden impulses. 

(d) In circuits having no return circuit or no well-defined 
return circuit, such as the lightning stroke, the discharge path 
and ground circuit of the lightning arrester, the wireless antenna, 
ete. 

(e) Where the electric field at considerable distance from the 
conductor is of importance, as in radio-telegraphy and telephony. 

As illustrations of the effect of the finite velocity of the electric 
field may be considered in the following: 

(A) The inductance of a finite length of an infinitely long con- 
ductor without return conductor, self-inductance as well as 
mutual inductance. 

Such circuit is more or less approximately represented by the 
lightning rod, by the ground circuit of the lightning arrester, 4 
section of wireless antenna, etc. 

(B) The inductance of a finite length of an infinitely long con- 
ductor with return conductor, self-inductance, as well 2s mutual 


inductance. 
Such for instance is the circuit of a transmission line, or the 


circuit between transmission line and ground. 

(C) The capacity of a finite section of an infinitely long 
conductor, without return conductor as well as with return 
conductor. 

(D) The mutual inductance between two finite conductors at 
considerable distance from each other. Е 

Sending and receiving antenn& of radio-communieation repre- 
sent such pair of conductors. 

(E) The capacity of a sphere in space. 
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A. INDUCTANCE OF A LENGTH 1, OF AN INFINITELY LONG 
CONDUCTOR WITHOUT RETURN CONDUCTOR. 


71. Such for instance is represented by a section of a lightning 


stroke. | | 
The inductance of the length lo of a straight conductor is 


usually given by the equation 


/ 
L = 2% log x 107, (1) 


where У = the distance of return conductor ‚„ = the radius of 
the conductor, and the total length of the conductor is assumed 
as infinitely great compared with lo and V. This is approxi- 
mately the case with the conductors of a long distance transmis- 


Sion line. 

For infinite distance | of the return conductor, that is, a con- 
ductor without return conductor, equation (1) gives L = o; 
that is, a finite length of an infinitely long conductor without 
return conductor would have an infinite inductance L and in- 
versely, zero capacity C. 

In equation (1) the magnetic field is assumed as instantaneous, 


that is, the velocity of propagation of the magnetic field is 


neglected. Considering, however, the finite velocity of the mag- 


netic field, the magnetic field at a distance 7 from the conductor 
and at time # corresponds to the current in the conductor at the 


time i — #, where !' is the time required for the electric field to. 


travel the distance !, that is, # = 2 where S = 3 X 10:0 = the 


speed of light; or, the magnetic field at distance 1 and time £ cor- 
responds to the current in the conductor at the time # — * 


71. Representing the time # by angle 0 = 2 луі, where f= 
the frequency of the alternating current in the conductor, ancl 
denoting 


, (2) 
where 


l= = = the wave length of electric field, 
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the field at distance ? and time angle 0 corresponds to time 
angle 6 — al, that is, lags in time behind the current in the 
conductor by the phase angle al. 
Let 
i = I cos 0 = current, absolute units. (3) 


The magnetic induction at distance | then is 


@ = 21 соз (6 — al); (4) 


hence, the total magnetic flux surrounding the conductor of 
length Jo, from distance 1 to infinity is 


ф = nf ы cos (0 — al) dl 


= 21% {eos o J, OSA a + sino f Е ац. (5) 








cos al А : 
f 7 dl cannot be integrated in finite form, but represents 


a new function which in its properties is intermediate between 
the sine function 


fos аб di = 1 sin al 
a 


and the logarithmic function 


[а= вт 


and thus may be represented by a new symbol, 


sine — logarithm = sil. 








In the same manner, f = _ di is related to - eos al and 
to log 1. 
Introducing therefore for these two new functions the symbols 
Ё l 
sil al = |, ae dl, (6) 
2 { 
© a ГА 
col al = J —T dl, (7) 


400 TRANSIENT PHENOMENA 


gives 
Ф = 2 Il, {cos 0 sil al + sin 0 col al]. (8) 

The e.m.f. consumed by this magnetic flux, or e.m.f. of induc- 
tance, then is 


hence, 
e = + xf Il, (cos 0 col al — sin 0 sil al}; (9) 
and since the current is 
ї = Í вов ð, 


the e.m.f. consumed by the magnetic field beyond distance /, or 
e.m.f. of inductance, contains a component in phase with the 


current, or power component, 
e, = 4 л] 1 col al cos 6, (10) 


and a component in quadrature with the current, or reactive com- 


ponent, 
a =— izflisil alsin 0, (11) 


which latter leads the current by a quarter period. 

The reactive component e, is a true self-induction, that is, rep- 
resents a surging of energy between the conductor and its electric 
field, but no power consumption. The effective component e,, 
however, represents a power consumption 


р = e,t 
= 4 zf h col al cos’? (12) 
by the magnetic field of the conductor, due to its finite velocity; 


that is, it represents the power radiated into space by the conductor. 
The energy component e, gives rise to an effective resistance, 


е 
T= " = 4 zfh col al, (13) 
and the reactive component gives rise to a reactance, 


2 = [= 4 nfl sil al, (14) 


| 
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When considering the finite velocity of propagation of the 
electric field, self-inductance thus is not wattless, but contains 
an energy component, and so can be represented by an impe- 
dance, 








2 = т + ye 
= 4 rfl (col al + j sil al) 10-° ohms. (15) 
The inductance would be given by | 
= 2 lo {sil al — j col al} 107% henrys, (16) 
and the power radiated by the conductor is 
р = vr 
72. The functions 
sil al = | | _ a oy (6 
and i 
col al = | ES ал (7) 


can in general not be expressed in finite form, and so have to be 
recorded in tables.* Close approximations can, however, be 
derived for the two cases where | is very small and where 115 
very large compared with the wave length lẹ of the electric field, 
and these two cases are of special interest, since the former rep- 
resents the total magnetic field of the conductor, that is, its self- 
inductance for: | = L, and the latter the magnetic field inter- 
linked with a distant conductor, such as the mutual inductance 
between sending and receiving conductor of radio telegraphy, or 
the induction of a lightning stroke on a transmission line. 
It is 


sil 0 = oo; 

col0 = 5 (17) 
sil со = 0, 
со] co = 0. 


* Tables of these and related functions are given in the appendix, 
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And it сап be shown that for small values of al, that is, when 
l is only a small fraction of a wave length, the approximations 
hold: 


sil al = ree д 0.5772 








al 
5615 
= log ? al (18) 
col al = 5 — al 
while for large values of al, the approximations hold 
. sin al 
sil al = — з 
la] = 908 al 
col al = —— 


As seen, for larger values of al, col al has the same sign as cos 
al; sil al has the opposite sign of sin al. 

73. As Z in (15) is the impedance and L m (16) the inductance 
resulting from the magnetic field of the conductor lo, beyond the 
distance Г, Z in (15) represents the mutually inductive impedance 
and Г in (16) the mutual inductance of a conductor lg without 
return conductor, upon a second conductor at distance |. 

In this case, if 1 is large compared with the wave length, we 
get, by substituting (19) into (15) and (16): 
the mutually inductive impedance: 








2 = “EE oos al + j sin al | 107? 
a2 74 cos al — j sin а | 1079 ohms 
or, absolute 
Ё = ASh 10— ohms 
60 Ly а 
ri E ohms 


and, the mutual inductance: 


M = T (sin al — 1 cos al | 10-9 


Sl 
2 { sin al — j cos al | 107? Denrys 
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or, absolute: 


Slo 


m = => 107" henrys 


M (21) 
E ! henrys 


Making, in (15) and (16): 
l = l, = radius of the conductor, 
1, becomes the self-inductance, and Z the self-inductive imped- 
ance of the conductor. 
Since al, always is a small quantity, equations (18) apply, and 
it is, substituting (2) 


eol al, = И 


sil al, = log 0. ^L 
(21) 


where l, is the circumference of the conductor. 
Substituting (21) into (15), gives the self-inductive radiation 
impedance of the conductor without return conductor: 


2 = + ја 
т. 0.56 81 
4 afla { 5 + jlog =a | 1079 ohms (22) 





if 


comprising the effective radiation resistance: 
= 2 rfl 1079 ohms (23) 
and the effective radiation reactance: 
0.56 S 
fl. 
corresponding to the true self-inductance of the conductor without 
return conductor: 


L = 


1079 ohms (24) 





ж = 4 zfh log 


T 


дај 
= 2 h log È = 8 10-9 henrys (25) 
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As seen, the effective radiation resistance of a conductor with- 
out return conductor is proportional to the frequency f; the in- 
ductanee L decreases with increasing frequency, but logarithmic- 
ally, that is, much slower than the frequency, and the reactance 
х thus increases somewhat slower than the frequency. 

Thus per meter of conductor, or lo = 100 cem., with a conductor 
of No. 00 B. & 8. G., of l = 2.93 cm., it is, at 


f= 100,000 cycles f = 1,000,000 cycles 

r = 0.195 ohms у = 1.95 ohms 

L = 219 X 107'ћепту L = 1.73 X 1075 henry 
2 = 1.38 ohms 2 = 10.9 ohms 


По comparison, the true ohmic resistance of the conductor is 
= 0.00026 ohms, thus thousands of times E than the radia- 
Ж resistance at these frequencies. 
The power radiated by the conductor then is: 
p = vr 
= 2 fly? 107? watts (26) 
hence, at 100 amperes, per meter length of conductor, at 
f = 100,000 cycles : p = 1.95 kilowatts 
f = 1,000,000 cycles : p = 19.5 kilowatts 


B. INDUCTANCE OF A LENGTH б OF AN INFINITELY LONG 
CONDUCTOR, WITH RETURN CONDUCTOR AT DISTANCE Г. 


74. Such for instance is represented by a section of a trans- 
mission line, etc. Let again 
i = Icos@ = current, absolute units. (27) 


The magnetic induction, at distance 1 then is 
@ = _ сов (0 — ай) (28) 
hence, the total magnetic flux surrounding the conductor of 
length la from its surface at distance |. (the radius of the con- 
ductor) up to the return conductor at distance 1’, is 


if 
ф = f 21 сов (0 — al) dl 
lr 


( у 
21% | сов of cona dl n sin UR BE а} (29) 


| 
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It is, however, 


ЈЕ eost ас сщ B 
| сов al a с [| cos а E [| cos al q ceder ай ar | 
[А l lr l . r l | (30) 


ve. i 
| = al dl = col al, — col al’ | 














Ф = 2 Ilo{cos 6(sil al, — sil al’) + sin (col al, — col al’)} (31) 


The voltage induced by this magnetic flux in the conductor is 


_ 49 уз — agp © 192 
е = di 10 = 2 т] 79 10 volts 
= 4 «f Ilo {cos 8 (col al, — col al’) — sin 6 (sin al, — sin al’) | 1079 


(32) 


and the effective self-inductive radiation tmpedance of the con- 
ductor is 


| = 4 xfly{cos 0 (col al, — col al’) — sin 6 (sil al, — sil at) | 107 ohms 
or, in symbolic expression, 
24 ="7 + ја 


| 


4 rfly{ (сој al, — col al’) + (81. al, — sil al’)}10-%ohms (88) 
and, the effective radiation resistance: 
r = 4 ај. (col al, — col al’)10-9 ohms (34) 
effective radiation self-inductance: 
L = 2 ly (sil al, — sil al’) henrys (35) 


Since even at а billion cycles, the wave length 1, = 30 cm. is 
large compared with the conductor radius l, of a transmission 
line, al, is very small, and we can therefore substitute (18), and 
get: 


т = 4 flo 15 — col al’ | 1079 ohms (36) 
n ` 
L=2ly | log 228 — sil all | 1079 henrys (37) 


75. Under transmission line conditions, for all except the high- 
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est frequencies al’ is so small as to permit the approximations (18). 
This gives 
r = 4 rflal 107? ohms (38) 


Lz22l | log =. — log a] 10-7? henrys 


, 
= 2 ly log у 1079 henrys : (39) 


Equation (89) is the usual inductance formula, derived without 
considering the finite velocity of the elcetric field. 
Substituting (2) into (38) gives 


apap 
r= 8 P iga ohms 
S. 
= 2.63 f?l’ly 10-18 ohms (40) 


The effective radiation resistance r thus is proportional to the 
square of the frequency, and proportional to the distance from 
the return conductor, for all frequencies of a wave length large 
compared with the distance from the return conductor. For 
such frequencies, the finite velocity of the field has no appreciable 
effect yet on the inductance of the conductor. 

At al = 0.1 the error of approximations (18) is still less than 
0.01 per cent. 


and 
al’! < 0.1 
gives, by (2): 
S 
I< эр 
hence: 
6 
f« +770 x 10 


Atl’ = 6ft. = 182 cm., or 6 ft. distance between transmission 
line conductors, equations (39) and (40) thus are applicable up 
to frequencies of 


f= 2019 = 26.2 million cycles, 





thus for all frequencies which come into engincering consideration. 
In a high-frequency oscillation between line and ground, as 
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due for instance to lightning, assuming the average height of the 
line as 30 ft., it is: У = 2 X 30 ft. = 1820 cm., hence, 
f = 2.62 million cycles. 

However, even far beyond these frequencies, equations (39) 
and (40) are still approximately applicable. 

76. As an instance may be calculated the effective radiation 
resistance per kilometer of long distance transmission conductor 
of No. 00 B. & S. G., 

(a) Against the return conductor, at 6 ft. = 182 cm. distance; 

(b) Against the ground, at elevation of 30 ft. = 910 cm. 

The true ohmic resistance is 

Pg = 0.257 
The radiation resistance is, by (40), 
r = 2.63 f?l’ 10-18 ohms per cm. 
= 0.263 PLV 10713 ohms per km. 


hence for 
f= 25 60 108 
(a) V = 182; r = 3.0 X 1077 17.3 X 107° 48 x 1075 
(b) V = 1820; r = 30 X 10-8 173 X 107% 480 x 1075 
104 105 10% 101 108 cycles 
0.0048 0.48 48 4800 225,000 ohms* 
0.048 4.8 480  22,500%  194,000* ohms. 


By (40), the radiation ere r is proportional to the 


square of the frequency, that is, Bi is constant, up to those fre- 


i! 
uencies, where al’ = att becomes appreciable compared with 
q з 


the quarter wave M 5 that is, as long as f is well below the 


value 


S 
dum 
or, as long as the distanee of the return conductor, //, is well 
below 
| T 
= Af 
that is, a quarter wave length. 


* In these values, the more complete equation (36) had to be used. 
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ЈЕ the return conductor is at a distance equal to a quarter 
wave length, 


8 
, | ДР 
| = 4] 
then in equation (36), col al’ = 0, and this equation becomes 
= 2 fly 10-? 


= .19.7 flo 107? ohms 


which is the equation of the radiation resistance of a conductor 
without return conductor (23). That is, 

The radiation resistance of a conductor with п conductor 
at quarter wave length distance, is the same as that of a conductor 
without return conductor. 

The radiation resistance of a conductor is à maximum with 
the return conductor at such distance //, which makes col al’ in 
(36) a negative maximum. This is for al’ = r, hence, 

je 
2m 
r = 23.2 fly 107" ohms 
That is, 

The radiation resistance of a conductor is a maximum with 

the return conductor at half a wave length distance. 


C. CAPACITY OF A LENGTH lọ OF AN INFINITELY LONG 
CONDUCTOR. 


77. Such for instance is represented by a section of a transmis- 
sion line, etc. 
Let 
e = Е cos 0 
= voltage impressed upon conductor of radius |. (41) 


de 
~ di 
dielectric gradient at distance | from conductor (42) 


G 
Ar S? 


_ 1 de | 
= ie di (43) 


| 


К = 
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dielectric field intensity, and 


| 


D = kK 
k de 

— Ar®? dl (44) 
= dielectric density 

Y = 2 тЇр 
E kllo de 
- 38: di (5 
= dielectric flux, where 

2 ти = section traversed by flux. 
Thus, 
de 25? 
4d ki © (46) 


— dielectrie gradient, and 


г 
de 


25° ("y 
pA J Т (47) 


voltage impressed upon conductor, where: 
distance of return conductor. 


| 
It is, however, by definition (see “ Eleetrie Discharges, Waves 


and Impulses," Chapter X), 
Y = Ce (48) 


where 
C = capacity 


The dielectric flux Y, at distance J, lags behind the voltage 
impressed upon the conductor (41), by the phase angle al, thus is: 


Y = CE cos (0 — al) (49) 
Substituting (41) and (49) into (47), and cancelling by £, give 
У 
20 | cos (0 — al) 4 
1 








cos 0 = klo > 1 
2 4 
_ 28 C | cos 8 sil al + sin 0 col al} (50) 
klo l r 
thus, 
E = (п al, — silal’) + tan 6 (col al, — col al^) | 10-* (51) 
/ 0 


where the tan 0 represents the quadrature component of capacity, 
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or effective dielectric radiation resistance, and the 10-9 reduces 


from absolute units to farads. 


It then is, in complex expression: 


1 _ mss З i 
p E lal. — , x / 0—9 59 
C > ы, | Gil al, — sil al’) + j(col al, — col al |1 (52) 


78. Тһе dielectric radiation impedance then is 


Сео NN Sf = Po rel — al al 
Z= 50 = „ЕБ (col al, — col al’) — j(sil al, — sil al )| 
10-? ohms (53) 


Since by (33) the magnetic radiation impedance is 


Z' = 2fLj = 4 тј | (col al, — col al’) + j(sil al, — sil al’) ) 
10-9 ohms (33) 


it is, for the absolute values, 


= = 4710 = ы (54) 
or, in air, for k = 1, 
LC = A (55) 
and, per unit length, or lọ = 1, 
hs a (56) 


where L and C are the radiation inductance and radiation capac- 
ity, including the wattless or reactive components, the true in- 
ductance and capacity, as well as the energy components, the 
effective magnetic and dielectric radiation resistances. 

Equations (55) and (56) are the same equations which apply 
to the values of L and C calculated without considering the finite 
velocity of the field. Thus the capacity can be calculated from 
the inductance, and inversely, even in the general case. 

It is, by (18), 





В _ 0.56 
sil al, = log a a 
col al, = = 
2 


since al, is very small. 


s 


^e 
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Substituting (57) into (53) gives, as the dielectric radiation. 
impedance, 
S? {үт А 0.56 uou в 
E | (5 - — eol al) — j (log pg sil al ) |10 ohms (58) 
79. If 2’ is small compared with a quarter wave length, it is, 
hy (18), 








sil al’ = log t | 
| (59) 
col al’ = = — al | 
hence 
1 2S? rlin- 
С. {log 7. + jal 107 
and, substituting (2), 
1  28?[ ‚ nfl! 
C blo (log y +1 |10 S0) 
25° | О = 
= |, SET oa |10 ОП 
If 


that 15, ?n a conductor without return conductor, such as the vertical 
discharge path of a lightning arrester, it is, substituting (57) 
and (2) into (52): 
1 28 0.56 E 
0 7 Wear + 75107 (82) 
The capacity reactance, or dielectric radiation impedance of the 
conductor without return conductor, then is, 


= 1 
= fC 
5° 0.561. 
- Jus – Лов ет |107 (68) 


while the dielectric radiation impedance of the conductor with 
return conductor at distance У, is, by (60): 





L8 aft Big 
= і 2 1087, \10- 
98 8. Du 

AL = 1 8, 1981, 1110" oO 


Thus comprising an effective dielectric radiation resistance: 
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and 


Conductor with return conductor, 


Ву 
Т == dus 107? ohms 
Conductor without return conductor, 
| Shere 
r= Hil 107? ohms 


and an effective dielectric radiation (capacity-) reactance: 
Conductor with return conductor, 


= Эре? 10- 
PIE a 10-? ohms 


Conductor without return conductor, 


5° los 0.56 5 
то ^ 2 rfl, 


An effective capacity: 


1079 ohms 





_ | 
— дата 
Conductor with return conductor: 


E 9 
C = _Ме 10° 10 Ё farads 
2,52 log T 


Conductor without return conductor: 


ly 109 
= 0565 farads 


2S? log afl, 


С 





(65) 


(66) 


(67) 


(68) 


(69) 


(70) 


(71) 


It is interesting to note that the values, (70) апа (67) of the 
capacity and the capacity reactance of a conductor with return 
conductor at distance 7’, is the same as derived without consider- 
ing the velocity of propagation of the electric field. That is, 
the finite velocity of the electric field does not change the equa- 
tion of the capacity (nor that of the inductance), as long as the 


return conductor is well within a quarter-wave distance. 


As value of the attenuation constant of dielectric radiation then 


follows: 
9 &Z2rfg _ Afr 
Ug = e ATY mL 
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and by (65) to (68) conductor with return conductor: : 
4 f UK 





(72) 


Uy I’ 
S log A 
Conductor without return conductor: 
пој 
== 0.56 8 m 
5 2 rfl, 
While tho attenuation constant of magnetic radiation is, from 
(38) and (89), conductor with return conductor: 





" or Ат 
LagS / 
H S log, МАЈ 
and, from (28) and (25), conductor without return conductor: 
Шуша Жалый MM 
ПБ ү„0568 (75) 
89 af ly 


that is, the same values as the attenuation constant of dielectric 
radiation, as was to be expected. 

It is interesting to note, that the effective dielectric capacity 
resistance, of the conductor with return conductor (65) is again 
proportional to the distance of the return conductor, 1’, like the 
effective resistance of magnetic radiation. As the dielectric 
capacity reactance (68) is inverse proportional to the frequency, 
the capacity current is (approximately) proportional to the fre- 
quency, and the power consumption by dielectric radiation, 277, 
thus (approximately) proportional to the square of the frequency, 
just like the power consumption by magnetic radiation, in B. 

Numerical values are given in the next chapter, and in section 
IV. 

It is interesting to note, that the expressions of inductance L 
and capacity C, (39) and (70), are the same as the values of L 
and C, calculated without considering the finite velocity of the 
electric field, that is, are the “low frequency values" of external 
inductance and capacity. Thus, 

As long as the distance of the return conductor is small com- 
pared with a quarter wave length, electric radiation due to the 
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finite velocity of the electric field, does not affect or change the 
values of external inductance L and of capacity C, but causes 
energy dissipation by electromagnetic and by dielectric or electro- 
static radiation, which is represented by effective resistances. 
The electromagnetic radiation resistance is represented by a series 
resistance, proportional to the square of the frequency; the elec- 
trostatic resistance by a shunted resistance in series with the 
capacity. It is independent of the frequency and the power 
consumed by either resistance thus is proportional to the square 
of the frequency. 


D. MUTUAL INDUCTANCE OF TWO CONDUCTORS OF FINITE 
LENGTH AT CONSIDERABLE DISTANCE FROM 
EACH OTHER. 


80. Such for instance are sending and receiving antennsz of 
radio-communication. Or lightning stroke and transmission line. 

The electric field of an infinitely long conductor without re- 
turn conductor decreases inversely proportional to the distance 
l, and therefore is represented by 


у= 7 (76) 


where Ф is the intensity of the field at unit distance from the 
conductor. 

The electric field of a conductor of finite length 1, decreases 
inversely proportional to the distance І and also proportionally 
to the angle o subtended by the conductor J) from the distance I, 


e У | 
Ея Ren 
Since this angle o, for great distances J, is given by 
| 
p = " (78) 


the electric field of a conductor without return conductor, of 
finite length lo, at great distances І, is represented by 


lo 
јр 0 


тЇ? 
Since the electric field of the return conductor is opposite to 
that of the conductor, it follows that the electric field of an in- 





(79) 
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finitely long conductor, with the return conductor at distance lh, 
is, by (76), 
. М Y 

dai corp ет. 
where И = l, cos т is the projection of the distance | between 
the conductors upon the direction J, that is, У is the difference 
in the distance of the two conductors from the point l. 

For large distances І, equation (80), becomes 


у = 4 (81) 


(80) 


In the same manner, from equation (79) it follows that the 
decrease of the clectric field of the conductor of finite length lo 
with its return conductor at the distance l, that is, of a rectangu- 
lar circuit of the dimensions of h and hy, is: 








_ ЫТ A. lo 
И l/ 2: 
"(1 Е 5) T (0+5) 
hence, 
2 ll^ 
y= ра (82) 


81. Let lı and la be the lengths of two conductors without re- 
turn conductors, at distance ly from each other. 

By equation (79), the electric field of а conductor of length h, 
without return conductor, at distance |, is given by: 


= 25 (79) 
With the current 
i = I cos 0 (83) 
in the conductor l, the magnetic field at unit distance is 
Y = 27 (84) 


and the electromagnetic component of the field at distance | 
thus is 


_ 211 cos (0 — al) 

Sage 
where the al represents the finite velocity of propagation from 
the conductor lı to the distance І. 


(85) 
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The magnetic flux intercepted by the receiving conductor of 
length i», at distance Jo, then is: 


ъ=] 21.51 cos (0 — al) а 
lo 





rl? 


e * gin al 
_2 Libel | eT af cos al dl + sin of zx] ' (86) 
т lo lo 








[? 


These integrals can not be integrated in finite form, but repre- 
sent new functions, and as such may be denoted by 








a coll al = || “ = a di (87) 
i 

паша | : x di (88) 
1 


These functions are further discussed in the appendix. ` 
82. Substituting (87) and (88) into (86), gives: 


- 2 аб 
т 


Ф {cos 6 coll aly + sin 6 sill alo] (89) 


and the mutual inductance, 


Ф 
=] (90) 


thus is given, in symbolic representation: 
M = 2a hla{coll ala — j sill ala} 1079 henry. (91) 


By partial integration, coll and sill can be reduced to sil and 
col, thusly: 


a coll al = f osa dl = - [eos aq 2080 aeol al (92) 
; ; 


rre Í ре | E аа(5) = E + авй ої, (93) 
l 1 


[2 
For large values of I, by equations (20), col al approximates 
[ А ME in al А : 
o and sil al approximates — E that is, coll al and sill al 


approximate zero, with increasing J, at a higher rate than do 
sil al and col.al, as was to be expected. 
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E. CAPACITY OF A SPHERE IN ВРАСЕ. 


= radius of the sphere. 
ёо = E cos 0 = voltage of the sphere. 
e = voltage at distance l from centre of sphere. 


| 


The voltage gradient at distance | then is: 


and the electrostatic field, in electromagnetic units: 


G 


T 478° 


K 


de 
са 101 
4 т9° di чш) 
thus the dielectric flux: 
F = ФтрРК 
_ P de 5 
= tdi ао 
Let С = capacity of the sphere. The dielectric flux then is 
Y = Ce (103) 


and lags by angle al behind the voltage, duc to the finite velocity 
of the field (more correctly, by a(l — lo), but lo may be neglected 
against l). 

Thus the flux at distance 1 is 


Y = CE cos (6 — al) (104) 
Substituting (94) into (92), and resolving, gives: 


2 » 
5 = CE оов (0 =a) (105) 


and, integrated from h to œ: 


e = Ecos = све [95 = y (106) 
(о 


_ de (100) 
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Substituting (82) and (83) into (81) gives 
М = 2d: | Gag — acol alo) == 7 mm alo + a sil alo | 107 
т 0 
henry (94) 
From the mutual inductance M follows the mutual tmpedance 
Z=A4jnfM 
=4 aflils( sill Glo +] coll alo} 107? 


= 4 fils G une eer AE j as TANE 
: 0 


ohms (95) 
or, absolute, 


2 = 4 а му sill? alo + coll? al; 107? 


Fae iS везан 
=й fu] (= Жж al) EE (ex — alo) 10-9 











lo 
For large values of alo, it is: ohms: 90) 
sill аһ = — x (97) 
coll aly = Tae (98) 
thus, substituted into (86): 
Е. v 107? 
A su 10-? ohms. (99) 


Thus, for instance: 


lh = 1 = 50 ft. = 1515 cm. 
lo = 10 miles = 1.61 X 10 cm. 
f = 500,000 cycles 
| 2 = 58 X 1076 
and, if i; — 10 amps. 


2%, = 0.53 millivolts. 


co 
t2 
|| 
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1 | CUR al ain al 
— = 521 di + tan ө 1l 
C | © + tan f m 7 


where the 107? reduces the farads. 

The integrals are the same found in the case of mutual induc- 
tance, D, equations (87), (88), and reduce to sil and col by equa- 
tions (92) and (93). 

Writing them symbolically, (107) becomes: 


2 | ca — acol alo) sed [s + a sil ala) 10-* (108) 


hence, 


10-9 (107) 











E 
C 


0 0 


If, as usual, lo is small compared with the wave length, it is: 


cos alo = 1 
col alo = Э 
109 
sin aly = 0 (109) 
Р 0.56 
sil aly = log 15 
thus, i 
1 Р 1 ат | 0.56 | 
С ced = — ) + ja log—— 110-9 110 
C : in 3 39546 alg | ) 


and, substituting (2): 


1 „„[/1 rf 2af, 0568]. 
Taan | Кы aa рее мш doppi 
C s d 778 zd п) 





For a = О, or infinite velocity of the electric field, (110) be- 
comes 
C2 (112) 


which is the usual expression of the capacity of a sphere in space. 
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CHAPTER IX. 


HIGH-FREQUENCY CONDUCTORS. 


84. As the result of the phenomena discussed in the preceding. | 


chapters, conductors intended to convey currents of very high 
frequency, as lightning discharges, high frequency oscillations of 
transmission lines, the currents used in wireless telegraphy, etc., 
cannot be caleulated by the use of the constants derived at low 
frequency, but effective resistance and inductance, and therewith 
the power consumed by the conductor, and the voltage drop, 
may ђе of an entirely different magnitude from the values which 
would be found by using the usual values of resistance and induc- 
tance. In conductors such as are used in the connections and 
the discharge path of hghtning arresters and surge protectors, the 
unequal current distribution in the conductor (Chapter VIT) and 
the power and voltage consumed by electric radiation, due to the 
finite velocity of the electric field (Chapter VIID, require con- 
sideration. 

The true ohmic resistance in high frequency conductors is 
usually entirely negligible compared with the effective resistance 
resulting from the unequal current distribution, and still greater 
may be, at very high frequency, the effective resistance repre- 
senting the power raciated into space by the conductor. The 
total effective resistance, or resistance representing the power 
consumed by the current in the conductor, thus comprises the 
true ohmic resistance, the effective resistance of unequal current 
distribution, and the effective resistance of radiation. 

The power consumed by the effective resistance of unequal 
current distribution in the conductor is converted into heat in 
the conductor, and this resistance thus may be called the 
“thermal resistance” of the conductor, to distinguish it from the 
radiation resistance. The power consumed by the radiation 
resistance is not converted into heat in the conductor, but is 
dissipated in the space surrounding the conductor, or in any 
other conductor on which the electric wave impinges, That is, 

420 
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at very high frequency, the total power consumed by the effective 
resistance of the conductor does not appear as heating of the 
conductor, but a large part of it may be sent out into space as 
electric radiation, which accounts for the power exerted upon 
bodies near the path of a lightning stroke, as “side discharge." 

It demonstrates that safety from lighting is not given by merely 
affording a discharge path, but while discharging through such 
path, most of the energy of the lightning may be communicated 
by radiation to other bodies. 

The inductance is reduced by the unequal current distribution 
in the conductor, which, by deflecting most of the current into 
the outer layer of the conductor, reduces or practically eliminates 
the magnetic field inside of the conductor. The lag of the mag- 
netic field in space, behind the current in the conductor, due to 
the finite velocity of radiation, also reduces the inductance to 
less than that from the conductor surface to a distance of опе~ 
half wave. An exact determination of the inductance is, how- 
ever, not possible; the inductance is represented by the electro- 
magnetic field of the conductor, and this depends upon the 
presence and location of other conductors, ete., in space, on the 
length of the conductor, and the distance from the return con- 
ductor. Since very high frequency currents, as lightning dis- 
charges, frequently have no return conductor, but the capaeity 
at the end of the discharge path returns the current as “ аїз- 
placement current," the extent and distribution of the magnetic 
field is indeterminate. If, however, the conductor under con- 
sideration is a small part of the total discharge — as the ground 
connection of a lightning arrester, à small part of the discharge 
path from eloud to ground — and the frequency very high, so 
that the wave length is relatively short, and the space covered by 
` the first half wave thus is known to be free of effective return 
conductors, the magnitude of the inductance can be calculated 
with fair approximation by assuming the conductor as a finite 
section of a conductor without return conductor. 

85. In long distance transmission lines and other electric power 
circuits, disturbances leading to the appearance of high fre- 
quency currents may be either between the lmes—such as caused 
by switching, sudden changes of load, spark discharges or short 
circuits between conductors, etc. От they may be between line 
and ground, such as caused by lightning, by arcing grounds, 
short circuits to ground, with grounded neutral, etc. 
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In the former case, high frequency currents between the line 
conductors, the electric field is essentially contained between the 
line conductors, in a space which is usually practically free of 
other conductors. The effect of the finite velocity of the field 
on the inductance or rather the impedance of the conductor, the 
radiation resistance, etc., can be well approximated by the equa- 
tions of a finite section of an infinitely long conductor, having 
its return conductor at a distance equal to the distance between 
the transmission conductors (Chapter УШ). 

In the case of a high frequency disturbance between line and 
ground, all the line conductors may share in the conduction, 
that is carry current simultaneously in the same direction, as fre- 
quently the case with lightning discharges, etc. ‘The impedance 
then is the joint impedance of all the line conductors (about onc- 
third that of one conductor, with a three-wire line); the field is 
between the line and the ground, and usually fairly free of con- 
ducting bodies. Thus the radiation resistance, etc., can be cal- 
culated under the assumption of the image conductor as return 
conductor, that is a return conductor at a distance equal to twice 
the height of the line. 

If the high frequency disturbance originates between one line 
conductor and the ground, as usual with arcing grounds, and 
occasionally with lightning discharges, etc., the high frequency 
field is between this conductor and the ground as return conduc- 
tor, but the other line conductors (and other parallel circuits, as 
telephone lines, etc.) are within the high frequency field, and 
currents are induced in them by mutual induction. These cur- 
rents, being essentially in reverse direction to the inducing 
current, act as partial return current, and the constants, as 
radiation resistance, etc., are intermediate between those of the 
two cases previously discussed. 

With regards to unequal current distribution in the conductor, 
obviously the existence and location of the return conductor is 
of no moment. 

In many cases therefore, for the two extremes—low frequency, 
where unequal current distribution and radiation are negligible, 
and very high frequency, where the current traverses only the 
outer layer and the total effect, contained within one wave 
length, is within a moderate distance of the conductor the con- 
stants can be calculated; but for the intermediary case, of mod- 
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erately high frequency, the conductor constants may be any- 
where between the two limits, i.e., the low frequency values and 
the values corresponding to an infinitely long conductor without 


return conductor. 
Since, however, the magnitude of the conductor constants, 


as derived from the approximate equations of unequal current 
distribution and of radiation, are usually very different from the 
low frequency values, their determination is of interest even in 
the case of intermediate frequency, as indicating an upper limit 
of the conductor constants. 

86. Using the following symbols, namely, 


1 = the length of conductor, 

A = the sectional area, | 

lı = the circumference at conductor surface, that is, following 
all the indentations of the concluctor, 


la = the shortest circumference of the conductor, that is, cir- 
cumference without following its indentations, 


l, = the radius of the conductor, 

7 = the distance from the return conductor, 
A = the conductivity of conductor material, 
и = the permeability of conductor material, 
f = the frequency, 

S = the speed of ight = 3 x 10" cm., and 


2т] 


= 2.09f 10- = the wave length constant, ` (1) 


At low frequency, the current density throughout the conduc- 
tor section is uniform, and its resistance is the true ohmic resist- 


ance: 
то = d ohms. (1) 


The external reactance, that is, reactance due to the magnetic 
field outside of the conductor, is at low frequency, where the finite 
velocity of the magnetic field can be neglected, given by: 


f 
хо = 4 тј! log 7-107 ohms (2) 
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or, reducing to common logarithms, by multiplying with log 10 = 
2.3026: 


to = 9.21 rfl ЕТ 1079 ohms (8) 


where lg may denote the common, log the natural logarithm. 

In addition to the external reactance, there exists an internal 
reactance, due to the magnetic flux inside of the conductor. At 
low frequency, where the current density in the conductor is 
uniform, this is: 

zo = т]и 1079 ohms (4) 
and the total low frequency impedance thus is: 
Zo = To + J(2o + Xo’) 
will fo Үл. 4] | 
<li yg tile + и) 10 а 
MEME ja 
=l yg + inf 921187 + и) 10-8 } ohms 


and the low frequency inductance: 





то + Xo 
Lo = Qaf 
_ -—— 
= | (4.6 ЕТ + 5) 107? henry 


'The magnetic field of the current surrounds this current and 
fills all the space outside thereof, up to the return current. Some 
of the magnetic field due to the current in the interior and the 
center of a conductor carrying current, thus is inside of the con- 
ductor, while all the magnetic field of the current in the outer 
layer of the conductor is outside of it. Therefore, more magnetic 
field surrounds the current in the interior of the conductor than 
the current in its outer layer, and the inductance therefore in- 
creases from the outer layer of the conductor towards its interior, 
by the "internal magnetic field." In the interior of the conduc- 
tor, the reactance voltage thus is higher than on the outside. 
At low frequency, with moderate size of conductor, this differ- 
ence is inappreciable in its effect. At higher frequencies, how- 
ever, the higher reactance in the interior of the conductor, due 
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to this internal magnetie field, causes the current density to 
decrease towards the interior of the conductor, and the current 
to lag, until finally the current flows practically only through a 
thin layer of the conductor surface. 

As the result hereof, the effective resistance of the conductor 
is increased, due to the uneconomical use of the conductor mate- 
rial caused by the lower current density in the interior, and 
due to the phase displacement between the currents in the suc- 
cessive layers of the conductor, which results in the sum of the 
currents in the successive layers of the conductor being larger 
than the resultant current. Due to this unequal current dis- 
tribution, the internal reactance of the conductor is decreased, 
as less current penetrates to the interior of the conductor, and 
thus produces less magnetic field inside of the conductor. 

The equivalent depth of penetration of the current into the con- 
ductor, from Chapter VII, (40), is 


104 5030 | 


бр = = = | 
том — УМ 


hence, the effective resistance of wnequal current distribution, or 
thermal resistance of the conductor, is, approximately, 


(7) 











_ 4 Qi Osaf., 1.981 bef ang 
телш i | Aca oe e 








The effective reactance of the internal flux, at high frequency, 
approaches the value: 


21 = 7 = DEI d 10-4 ohms. (9) 





87. The effective resistance resulting from the finite velocity 
of the electric field, or radiation resistance, by assuming the con- 
ductor as a section of an infinitely long conductor without return 
conductor, from Chapter VIII, (23), is 


ra = 2 lef 10-9 = 1.97 If 10-8 ohms, (10) 


and the effective reactance of the external field of a finite section 
of an infinitely long round conductor without return conductor, 
from Chapter VIII, (25), is 


25 = 4 rfl (Ies 2. — 05772) 10-7? ohms. (11) 
аһ 
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and, substituting (7), 
23 = 4nfl (log zu Er 0.5772) 10-° ohms 


= 411 (21.72 — log Lf) 1079 ohms 
or, substituting the common logarithm: log = 2.303 lg, gives: 
xo = 2.89 fl(9.45 — Ig Lf) 10-8 ohms (13) 
Assuming now that the external magnetic field of a conductor 
of any shape is equal to that of a round conductor having the 


same minimum circumference, as is approximately the case, that 
is, substituting: 


(12) 


ly = 2 al, 
in equations (12) and (13), gives 


to = 4nfl (les 2 - 0.5772) 10-* ohms 


= 9.891 (10.25— 16 lef) 10-8 ohms 


While the case of a conductor without return conductor may 
be approximated under some conditions, such as lightning dis- 
charges, under other conditions, such as high frequency disturb- 
ances in transmission lines, the case of a conductor with return 
conductor at finite distance | is more representative. 

The effective radiation resistance and reactance of a section of 
an infinitely long conductor with return conductor at distance |, 
are, by Chapter VIII (42), and by (45) (44): 

Radiation resistance, 


rs = Ат (5 — col al’) 10-* ohms 
or, substituting (1), 
тз = Arfl (5 — бо a 277 ) 1078 ohms (15) 


(14) 


and, if the distance of the return conductor, 1”, is small compared 
to the wave length, this becomes 


272 
Зи 10-? ohms 
5 (16) 
= 2.63 f7l’l 10-18 ohms 


Radiation reactance, 





Tg = 


ла = Anfl (log X — 0.5772 — sil al’) 1079 ohms (17) 
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or, substituting (7), 


Хз = Anfl (log 5 Wh 0.5772 — sil adr =) 1079 ohms 


(18) 
= 4rfl (21. 72 — log Lf — sil уа ohms 


and, if the distance of the return conductor, I’, is small compared 
to the wave length, (17) becomes the ordinary low frequency 
reactance formula: 


2rl’ 


ty = Ат] log 7 107? ohms = 4x/fl log —— 10-? ohms (19) 
88. The total impedance of a conductor for ms frequencies is 


therefore: 
Conductor without return conduclor: 


Z = (rı + 72) + J (ла + zs) 
= ] ENSE 10-4 + 2r?f 10- | + ЛА Nd КИ 10-4 + 
1 
Arf (log 7 ЫТ 0. 5772) i| | ohms 


= || ч 10-4 + 1.977 TES ЈЕ uf 10-4 + 
1 1 


2.89f (10.25 — lg lef) по || ohms (20) 


Conductor with return conductor at distance l: 


= (7 + l'a) +7 (23 + 23) 
d [m auf , Ву ^| | Е O.4uf |. 
| drf log | | | 


= || 08 JH то-* + 2.6392 w| 4 Е 98. fif 10-« +. 


2.80f lg 7 Гло | ohms (21) 
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or, if 1 is of the same or higher magnitude as the wave length, 


Z = (ri + ra) +j (1 + 2з) 


- ||; Мини со ot 2) 10 o] 


TENET uf уза р 4л] (log 5 gap ~ 95772 – 


sil © )10 | | 
= g} [1:98 af 19-4 т _ о] 2777. 2 
=| : Је 10 + 41 (5 col =z) 10 ES 
j d 10-4 + 4f (21.72 — log lif — 
h МА 
ra =2-) 10-9 | ohms (22) 
The inductance L = 9218: 
и without return conductor, 
oe 10-4 + 2 (log 7. — 0. 5772) 10-79 | ћепгу (23) 


M bof 


Conductor with return conductor at distance |, 


L=1} 


L- =: АШ” dH 194i. 2 log 7 i| henry | (24) 


– 13 is us S _ = 
L 2-1 xf 10 + 2 (log Sef, 0572 


gil —— ш. =) 10-| henry 
0.316 | (25) 
-0516 7 = 10-4 + 2(21. 72 — log Lf — 


gue ==) 10-9 | henry 


89. As an instance may be considered the a frequency im- 
pedance of a copper wire No. 00 B. & S. G., that is of the radius, 
1, = 0.1825 in. = 0.468 cm. 


under the three conditions: 
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(a) Return conductor at У = 6 ft. = 182 em. distance, cor- 
responding to transmission line conductors oscillating against 
each other. 

(b) With the ground as return conductor, at 30 ft. distance, 
that is, У = 2 X 30 ft. = 1820 cm., corresponding to a trans- 
mission line conductor oscillating against ground. 

(c) No return conductor, corresponding to the vertical dis- 
charge path of a lightning stroke. 

With copper as conductor material, it is: 


`= 6.2 X 105 
w=l 


It is then, by the preceding equations, per meter length of 
conductor, or 
lo 


| 


100 em. 


Low frequency values: 
true ohmic resistance, (1), 


100 


Al? 


0.24 X 1078 ohms 


To = 
external reactance, (2): 


t 
to = 0.4 rf log 7 10-* ohms 


hence, 
(a) И = 182: ao = 7.5] 10-5 ohms 
(b) — 1820: ж, = 10.4 f 1075 ohms 
(с) = ©: = с 


internal reactance, (4): 


zo = 0.1 xf 1075 


0.314 f 107* ohms 


High frequency values: 
thermal resistance, (8): 


ie m А Mf 9-4 = $0 Paw 10-4 = 8.65 у 10-5 ohms 


internal reactance, (9): 
ду = т = 8.65+/f 10—% ohms 








430 TRANSIENT PHENOMENA 


radiation resistance, 


(a) and (5) (16): 
тз = 1 irm 10-5 = 268 ЈУ 10-18 ohms 
(a) | = 182: тз`== 0.048 f? 1071? ohms 
(b V = 1820: 7з = 048 f? 10733 ohms 
(c) l = о (10): 
ra = 0.2т?/ 1075 = 1.97 f 1075 ohms у, 
radiation reactance, * 


(a) and (b) (19): | 
ла = 04 rf log: 1078 = Ko 


1.5 f 10-5 ohms 
10.4 f 1075 ohms 


|| 


(a) 1 = 182: 23 
(D Г = 1820: Tz 
(c) = ә E 


жез] - 04 nf (log у. eae 5772) 10-5 = f(28.5 — 2.89 lg f)10-* ohms 

For r; and g for f = 108, У = 182, and for f = 107 and 108, PI 
l' = 1820, the more complete equations (15) and (18) must be 
used, as У exceeds a quarter wave length. 

Table I gives numerical values, from 1 cycle to 108 cycles, of 
r, 2, Z, cos а and the resistance ratios. These values are plotted 
in Fig. 97, in logarithmic scale. 

90. The low frequency values of resistance ro and external and 
internal reactance xo + 20, have no existence at the higher fre- 
quencies. But as they are the values calculated by the usual 
formulas, they are given in Table I for comparison with the 
true effective high frequency values. The values уз and л», ДЕ. 
though given for all frequencies, have a meaning only for the a 
very high frequencies, 10* and higher, since at lower frequencies | 
the condition of a conductor without return conductor can hardly 
be realized, as any conductor within a quarter wave length would 
act more or less as effective return conductor. 

As seen from the equations, and illustrated in Table I, the 
thermal resistance of the conductor, that is, the resistance which 
converts electric energy into heat in the conductor, is the true 
ohmic resistance at low frequencies, but with increasing frequency 





| 
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begins to rise due to unequal current distribution in the conductor 
at about 1000 cycles in copper wire number 00 B. & S. G., and 
approaches proportionality with the square root of the frequency, 
hence reaches values many times the ohmic resistance, at very 
high frequencies. 

The radiation resistance of the conductor without return con- 
ductor, тз, is proportional to the frequency, but the radiation 
resistance of the conductor with return conductor, rs, is propor- 
tional to the square of the frequency, hence very small until high 
frequencies are reached—10,000 to 100,000 cycles. The radia- 
tion resistance r; of the conductor with return conductor then 
increases very rapidly and reaches values many thousand times 
the ohmic resistance. At the very highest frequencies, many 
millions of cycles, its rate of increase becomes less again, and it 
approaches proportionality with the first power of the frequency, 
and approaches the value of radiation resistance 7з, of the conduc- 
tor without return conductor, at frequencies of a wave length 
comparable with the distance of the return conductor. The radi- 
ation resistance rs of the conductor with return conductor is the 
larger, the greater the distance of the return conductor, and is 
proportional to this distance, within the range in which it is pro- 
portional to the square of the frequency. The radiation resist- 
ance of the conductor without return conductor, at the very 
highest frequencies, is the same as that of the conductor with 
return conductor, but, being proportional to the frequency, with 
decreasing frequency, it decreases at a lesser rate, and would even 
at commercial machine frequencies still be appreciable, if at such 
frequencies the conditions of a conductor without return con- 
ductor could be realized. 

The total effective resistance of a conductor under transmission 
line conditions, that 18, with return conductor at finite distance, 
is at low frequencies constant and is the true ohmic resistance. 
With increasing frequency, it begins to increase first slowly—at 
about 1000 cycles under transmission line conditions—and ap- 
proaches proportionality to the square root of the frequency, as 
the result of the screening effect of the unequal current distribu- 
tion in the conductor. Then the increase becomes more rapid, 
due to the appearance of the radiation resistance—at about 
100,000 cycles under transmission line conditions-—-and reaches 
proportionality with the square of the frequency, at values many 


Sh! 


й 


HIGH-FREQUENCY CONDUCTORS 433 


thousand times the ohmic resistance. Finally, at the very high- 
est frequencies—10 million cycles—the rate of increase becomes 
less again, and approaches proportionality with the frequency. 

91. It is interesting to note that the external reactance of the 
conductor with return conductor, or radiation reactance zs, has 
up to very high frequencies, millions of cycles, the same value zo 
as calculated by the low frequency formula, that is, by neglecting 
the finite velocity of the field, hence is proportional to. the fre- 
quency. The internal reactance 21 is = шу, and proportional 
to the frequency at low frequencies, but drops behind х0 due to 
unequal current distribution in the conductor, and approaches 
proportionality with the square root of the frequency. As, how- 
ever, the internal reactance is a small part of the total reactance, 
it follows, that the total reactance of the conductor and thus also 
the absolute value of the impedance (for all higher frequencies, 
where the reactance preponderates) can be calculated by the 
usual low frequency reactance formula, which neglects the finite 
velocity of the field. Hence, the inductance L of the conductor 
can be assumed as constant for all frequencies up to millions of 
cycles; it decreases only very slowly by the decreasing internal 
reactance of unequal current distribution. Only at the very 
highest frequencies, where the wave length is comparable with 
the distance of the return conductor, the inductance L decreases, 
and the reactance x1 + ха increases less then proportional to the 
frequency. 

In a conductor without return conductor, the reactance at the 
very highest frequencies is approximately the same as in a con- 
ductor with return conductor. With decreasing frequency, how- 
ever, t; + 1» decreases less than proportional to the frequency, 
that is, the inductance L increases—and becomes infinity for 
zero frequency, if such were possible. 

Without considering unequal current distribution in the con- 
ductor and the finite velocity of electric field, the power factor 
cos w would steadily decrease, from unity at very low frequencies, 
to zero at infinite frequency. Due to the increase of the effective 
resistance, the power factor cos w first decreases, from unity at 
low frequency, down to a minimum at some high frequency, and 
then increases again to high values at very high frequencies. 
The minimum value of the power faetor is the lower and occurs 
at the higher frequencies, the shorter the distance of the return 
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conductor is. Thus with the return conductor at 6 ft. distance, 
the power factor is 0.43 per cent at 100,000 cycles; with the re- 
turn conductor at 60 ft. distance, it is 0.72 per cent; in the con- 
ductor without return conductor the power factor is 11.2 per 
cent at 1000 cycles. 

92. It is of interest to determine the effect of size, shape and 
material on the high-frequency constants of a conductor. 

These high-frequency constants are, per unit length of con- 
ductor: 

Internal constants: Thermal resistance and internal reactance: 





m= 1, = т ы ohms рег cm. (8) (9) 
External constants: Radiation resistance: 
3 = =] + 1079 ohms per cm. (16) 
External reactance: 
$3 = 4 тў log xd 10-? ohms per cm. (19) 


These approximations hold for all but the very highest, and 
very low frequencies, that is, are correct within the frequency 
range with lower limit of about 1000 to 10,000 cycles, and upper 
limit of about 10 million cycles. "Thus they apply for all thosc 
high frequencies which are of importance in the disturbances oc- 
curring in industrial circuits, with the exception of the lowest 
harmonics of low-frequency surges. 

The constants of the conductor material enter the equations 


only as the ratio (5) permeability to conductivity, in the in- 


ternal constants 71 and т. Thus higher permeability has the 
same effect in increasing the thermal resistance as lower conduc- 
tivity, and for instance, a cast silicon rod of permeability u = 1, 
and conductivity А = 55, has the same high-frequency resistance 
and reactance, as a rod of the same size, of wrought iron, of per- 
meability р = 2000 and conductivity А = 1.1 X 105, that is, of 


the same = = 0.0182, though the latter has 2000 times the con- 


ductivity of the former. 
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Provided, however, that size of conductor and frequency are 
such as to fulfill the conditions under which equations (8) and 
(9) are applicable, which is, that the conductor is large compared 
with the depth of penetration of the current into the conductor: 

И 09 
"o mV OA Аў 

Thus an iron rod of 2 inches (5 cm.) diameter has at one million 
cycles the same thermal resistance as a silicon rod of the same 
size: 0.17 ohms per meter, since the depth of penetration is 1, = 
0.00034 cm. for iron, 0.68 cm. for silicon, thus in either case small 
compared with the radius of the conductor Ь = 2.5 cm. 

At 10,000 cycles, however, the iron rod has the thermal resist- 
ance and internal reactance т: = 21 = 0.017 ohms per meter, the 
penetration being 1, = 0.0034 cm., thus small. For the silicon 
rod, however, at 10,000 cycles the penetration is lp = 6.8 cm., 
thus at the radius [, = 2.5 cm. formulas (8) and (9) do not apply 
any more, but it is approximately (that is neglecting unequal 
current distribution): = 0.093 ohms per meter, or 5.5 times the 
resistance of the iron rod, while the internal reactance is ху = 
0.031 ohms per meter, hence 80 per cent. higher than that of the 
iron rod of the same size. 

93. In the equations of the external constants, the radiation 
resistance and reactance, the material constants of the conductor 
do not enter, and the radiation resistance and the external react- 
ance thus are independent of the conductor material. 

The dimensional constants of the conductor, size and shape, 
enter the equation only as the circumference of the conductor 
1, 1, that is, only the circumference of the conductor counts in 
high-frequency conduction, and all conductors of the same mate- 
rial, regardless of size and shape, have the same high-frequency 
resistances and reactances as long as they have the same con- 
ductor circumference. Thus a solid copper rod or a thin copper 
cylinder of the same outer diameter as the rod, or a flat copper 
ribbon of a circumference equal to that of the rod, are equally 
good high-frequency conductors, though the hollow cylinder or 
the ribbon may contain only a small part of the material con- 
tained in the solid copper rod. Provided, however, that the 
thickness or depth of the conductor (the thickness of wall of the 
hollow cylinder, half the thickness of the copper ribbon) is larger 
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than the depth of penetration of current into the conductor, which 
is 

10: 
AME a 0.4 Auf 


In the expression of the radiation resistance, rs, neither the 
material nor the dimensions of the conductor enter, that is, the 
radiation resistance of a conductor is independent of size, shape 
or material of the conductor and depends only on frequency and 
distance of the return conductor. 

Thus a thin steel wire or a wet string have the same radiation 
resistance as a large copper bar. Obviously, the thermal resist- 
ance of the former is much larger and the total effective resist- 
ance thus would be larger except at those very high frequencies, 
at which the radiation resistance dominates. 

94. As illustration may be calculated, for frequencies from 
10 thousand to'10 million cycles and for 60 cycles, the resistances 
and reactances and thus the total impedance, the power factor, 
the voltage drop per meter at 100 amperes, of various conductors, 
for the three conditions: 


[ 


(a) High frequency between conductors 6 ft. apart: 
V = 182 ст. 


(b) High frequency between conductor and ground 30 ft. be- 
low conductor: 
V = 1820 cm. 


(c) High-frequency discharge through vertical conductor with- 
out return conductor: 


| 
8 


For the conductors: 
(1) Copper wire No. 00 B. & S. G. 
l, = 0.468 cm. А = 6.2 X 105 
(2) Iron wire of the same size as (1): u = 2000 
À — 1.1 X 105 


(3) Copper ribbon of thickness equal to twice the depth 
of penetration at 10,000 cycles, and the same amount 
of material as (1) 
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(4) Iron ribbon of the same size as (8). 
(5) Two inch iron pipe, 1 inch thick. 


This gives the depth of penetration at f = 104 cycles: 


6.4 
for copper, [= —= = 0.064 cm. 
p vf 
for iron, јр = о 0.0034 ст. 


It thus is: 


(1) and (2) copper wire: l = l = 2т = 2.91 cm. 

(8) The area of the copper wire is A = rh}? = 0.672 cm.? 
Twice the depth of penetration is: 2 1, = 0.128 cm., hence 
the thickness of the copper ribbon of equal weight with 
the wire is 0.128 cm. = 0.05 inches, the width is lą = 5.25 
em. or about two inches. The circumference then is: 


lL = 15 = 10.75 cm. or 3.7 times that of the wire. 


(4) The same dimensions as (8). 
(5) L = 1 inch = 2.54 cm. 
ly = 1, = 16 ст. 


А = 4.6 cm.? = 6.85 that of (1) to (4). 


Table II gives the values of ro, ri, rs, rs, Zo, 21, Ua, 22, T1 + T3, 
Tı + 72, 21 + 25, 21 + 25, 2, COS w, € and lp, for f = 10° cycles. 

Table III gives the values of rı + rs or rı + 72, 2, cos w and 
e, for f = 60, 104, 105, 105, 107 cycles for the five kinds of conduc- 
tors. 

95. It is interesting to compare in Table ITI, the constants 
of the first four conductors, as they have the same section, repre- 
senting about average section of transmission conductors, but 
represent two shapes, round wire and thin flat ribbon, and two 
kinds of material, copper—high conductivity and non-magnetic, 
—and iron—magnetie material of medium conductivity. 

As seen, the effect of conductor shape and conductor material 
is very great at machine frequencies, 60 cycles, but becomes 
small and almost negligible at extremely high frequeucies. This 
is rather against the usual assumption, 
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The reason is, at machine frequencies, the unequal current 
distribution, or the screening effect of the internal magnetic field, 
is still practically absent in copper conductors, even in round 
wires of medium size, and it is practically complete in iron con- 
ductors, even in ribbon of 129 inch thickness, while at very high 
frequencies the effect of radiation preponderates, which is inde- 
pendent of the material, and the radiation resistance even inde- 
pendent of the shape of the conductor. 

Thus under transmission line conditions, first and second of 
Table ITI, at 60 cycles the impedance, and hence the voltage 
drop in the iron conductor is from 7 to 20 times that of the copper 
conductor; at 10,000 cycles the voltage drop in the iron conductor 
is only from 1.5 to 2.5 times that in the copper conductor; the 
difference has decreased to from 14 per cent. to 44 per cent. at 
100,000 cycles, 5 per cent. to 12.5 per cent. at one million cycles, 
while at 10 million cycles the voltage drop in the iron conductor 
is only 3 to 5 per cent. higher, thus practically the same and the 
only difference is that due to the conductor shape. 

The effective resistance, and thus the power consumption in 
the iron conductor at 60 cycles is from 8 to 30 times that of the 
copper conductor, but with increasing frequency the difference 
in the effective resistance increases to from 88 to 106 times at 
10,000 cycles, reaches a maximum and then decreases again, and 
is from 15 to 65 times that of the copper conductor at 100,000 
cycles, only 114 to 17 times at a million cycles, while at 10 million 
cycles and above all the differences in the effective resistance 
practically disappear. 

As the result, the power factor of the conductor—being the 
same, 100 per cent., at extremely low frequency and not much 
different, and fairly high at machine frequency—decreases with 
increasing frequency, reaches a minimum and then increases 
again to considerable values at extremely high frequency—where 
the high radiation resistance comes into play. The difference 
between iron and copper, however, is that the minimum value 
of the power factor, at medium high frequencies, is very low in 
copper, а, fraction of 1 per cent., while in the iron conductor the 
power factor always retains considerable values, the minimum 
being 10 or more times that of the copper conductor. Thus an 
oscillation in an iron conductor must die out at a much faster 
rate than in a copper conductor and the liability of the formation 
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of a continual or cumulative oscillation may exist in copper 
conductors but hardly in iron conductors. 

The effect of the shape of the conductor on the impedance or 
voltage drop is fairly uniform throughout the entire frequency 
range, the voltage drop being the smaller, the larger the circum- 
ference. 

With regard to the effective resistance, however, the effect 
of the conductor shape is considerable already at very low fre- 
quencies in iron conductors, but still absent with copper con- 
ductors, due to the absence of the screening effect in copper at 
low frequency. With increasing frequency, the difference appears 
in the effective resistance of the copper conductor also, with 
the appearance: of unequal current distribution, and the ratio of 
the resistance of the round conductor to that of the flat con- 
ductor approaches the same value in copper as in iron. With 
the approach of very high frequency, however, the difference 
decreases again, with the appearance of radiation effect, and 
finally vanishes. 

96. Thus to convey currents of extremely high frequency, an 
iron conductor is almost as good as a copper conductor of the 
same shape and cross section. As iron is very much cheaper 
than copper, it follows that in high-frequency conduction an 
iron conductor under the conditions of Table III, should be better 
than a copper conductor of the same cost and the same general 
shape, due to the larger size or rather circumference of the iron 
conductor. 

There is, however, a material advantage at extremely high 
frequencies as well as at moderately high frequencies, in lower 
voltage drop at the same current resulting from such a shape 
conductor as gives maximum circumference, such as ribbon or 
hollow conductor. This advantage of ribbon or hollow tube, 
over the solid round conductor, exists also in the resistance and 
thus power consumption at medium high frequencies, but not at 
extremely high frequencies, but at the latter, in power consump- 
tion all conductors, regardless of size, shape or material, are prac- 
tically equal. 

With the thickness of ribbon conductor considered in Table 
ПІ, of about 149 inch, which is about the smallest mechanically 
permissible under usual conditions, the screening effect even in 
copper conductors is practically complete already at 10,000 cycles, 
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that is, the depth of penetration less than one-half the thickness 
of the conductor. Herefrom follows, that in the design of a high 
frequency conductor, the thickness of the ribbon or hollow cylin- 
der is essentially determined by mechanical and not by electrical 
considerations; in other words, the thinnest mechanically per- 
missible conductor usually is thicker than necessary for carrying 
the current. As iron usually cannot be employed in as thin rib- 
bon as copper, due to its rusting, an iron conductor would have a 
larger section than a copper conductor of the same voltage drop 
and power consumption. Thereby a part of the advantage 
gained by the employment of the cheaper material would be lost. 

97. The last section of Table III gives the constants of the 
conduetor without return conductor, such as would be repre- 
sented by the discharge circuit of a lightning arrester, by a wire- 
less telegraph antenna, etc.; while the first two sections corre- 
spond to transmission line conditions, high-frequency currents 
between line conductors and between line and ground. 

In the third section of Table III, the 60-cycle values are not 
given, and the values given for the lower high frequencies, 10+ 
and even 105 cycles, usually have little meaning, are rarely 
realizable; they would correspond to a vertieal conductor, as 
lightning arrester ground circuit, under conditions where no 
other conductor is within quarter-wave distance. Even at 105 
cycles, however, the quarter-wave length is still 750 ш. Thus 
there will practically always be other conductors within the field 
of the discharge conductor, acting as partial return conductor, 
and the actual values of impedance and resistance, that is, of 
voltage drop and power consumption in the conductor, thus will 
be intermediate between those given in the third section, for a 
conductor without return conductor, and those given in the first 
sections, for conductors with return conductors. Except at ex- 
tremely high frequencies, at which the wave length gets so short 
that the condition of a conductor without return conductor be- 
comes realizable. It is interesting to note, therefore, that at 
extremely high frequencies, the constants of the conductor with- 
out return conductor approach those of the conductor with return 
conductor. At lower high frequencies, impedance and resist- 
ance, and thus voltage drop and power consumption, of the return 
less conductor are much higher than those of the conductor with 
return, the more so, the lower the frequency. This is due to 
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the considerable effect exerted already at low frequencies by 
electrical radiation. 

However, while the case of the conductor without return con- 
ductor ig not realizable at low and medium high frequencies in 
industrial circuits, it probably is more or less realized by the 
lightning discharge between ground and cloud, and the constants 
given in the third section of Table III would probably approxi- 
mately represent the conditions met in the conductors of light- 
ning rods such as used for the protection of buildings against 
lightning. 

It is interesting to note that with such a conductor without 
return conductor, the power factor is always fairly high, even 
with copper as conductor material. The impedance and thus 
the voltage drop does not differ much from those of the conductor 
with return conductor. The resistance, however, and thus the 
power consumption are much higher, sometimes, in copper con- 
ductors, more than a hundred times as large, showing the large 
amount of energy radiated by the conductor—which reappears 
more or less destructively as “induced lightning stroke" in ob- 
jects in the neighborhood of the lightning stroke. 


SECTION IV 
TRANSIENTS IN TIME AND SPACE 
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TRANSIENTS IN TIME AND SPACE 


CHAPTER 1. 


GENERAL EQUATIONS. 


1. Considering the flow of electric power in a circuit. Elec- 
tric power p can be resolved in two components, one component, 
proportional to the magnetic effects, called the current 7, and 
one component, proportional to the dielectric effects, called the 
voltage e: 

p= 6 

There may be energy dissipation, and energy storage in the 
electric circuit, and either may depend on the voltage, or on the 
current, giving four constants r, g, L and C, representing respec- 
tively the energy dissipation and the energy storage depending 
on eurrent and on voltage respectively. 

The rate of energy storage can not be proportional to the 


current 7 or voltage e, but only to their rate of change, 2 апа 


de. 
dt” 
then at constant current 7, energy storage would constantly take 
place, and the amount of stored energy continuously increase, 
at constant condition of the circuit, which obvious is 
impossible. 

Energy dissipation however, in its simplest form, a be 
proportional to the current itself, respectively the voltage. 
Thus we have: 

Energy dissipation: 7 


: if the rate of energy storage depended on the current 2 itself, 


Energy storage: L di 


The energy relation of an electric circuit thus can be charac- 
terized by four constants, namely: 
449 
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= effective resistance, representing the power or rate of 
energy consumption depending upon the current, 2; or the 
power component of the e.m.f. consumed in the circuit, that is, 
with an alternating current, the voltage, ir, in phase with the 
current. 
L = effective inductance, representing the energy storage 


2 


4 


L : 
depending upon the current, T as electromagnetic component 
of the electric field; or the voltage generated due to the change 


d Md ; 
of the current, L^. that is, with an alternating current, the 


reactive voltage consumed in the circuit jæi, where x = дају; 
and f — frequency. 

g — effective (shunted) conductance, representing the power 
or rate of energy consumption depending upon the voltage, eg; 
or the power component of the current consumed in the circuit, 
thatis, with an alternating voltage, the current, eg, in phase with 
the voltage. 

C = effective capacity, representing the energy storage 


2 
depending upon the voltage, =, as electrostatic component of 
the electric field; or the current consumed by a change of the 
voltage, C =, that is, with an alternating voltage, the (leading) 


reactive current consumed in the circuit, је, where b = 2«fC 
and f = frequency. 

In the investigation of electric circuits, these four constants, 
г, L, 9, C, usually are assumed as located separately from each - 
other, or loealized. Although this assumption ean never be per- 
fectly correct, — for instance, every resistor has some inductance 
and every reactor has some resistance, — nevertheless in most 
cases it is permissible and necessary, and only in some classes of 
phenomena, and in some kinds of circuits, such as high-frequency 
phenomena, voltage and current distribution in long-distance, 
high-potential circuits, cables, telephone circuits, etc., this 
. assumption is not permissible, but r, L, g, C must be treated as 
distributed throughout the circuit. 

In the case of a circuit with distributed resistance, inductance, 
conductance, and capacity, as т, L, g, C, are denoted the effec- 
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tive resistance, inductance, conductance, and capacity, respec- 
tively, per unit length of circuit. Theunit of length of the circuit 
may be chosen as is convenient, thus: the centimeter in the high- 
frequency oscillation over the multigap lightning arrester circuit, 
or a mile or kilometer in a long-distance transmission circuit or 
high-potential cable, or the distance of the velocity of light, 
300,000 km., as most convenient in studying the laws of electric 
waves, ete. 

The permanent values of current and e.m.f. in such circuits 
of distributed constants have, for alternating-current circuits, 
been investigated in Section III, where it was shown that they 
can be treated as transient phenomena in space, of the complex 
variables, current J and e.m.f. Æ. 

Transient phenomena i in circuits with distributed constants, 
and, therefore, the general investigation of such circuits, leads to 
transient phenomena of two independent variables, time £ and 
space or distance l; that is, these phenomena are transient in 
time and in space. 

The difficulty met in studying such phenomena is that they 
are not alternating functions of time, and therefore can no longer 
be represented by the complex quantity. 

It is possible, however, to derive from the constants of the 
circuit, r, L, g, C, and without any assumption whatever regard- , 
ing current, voltage, etc., general equations of the electric cir- 
cuits, and to derive some results and conclusions from such 
equations. 

These general equations of the electric circuit are based on the 
single assumption that the constants r, L, g, C remain constant 
with the time ¢ and distance /, that is, are the same for every unit 
length of the circuit or of the section of the circuit to which the 
equations apply. Where the circuit constants change, as where 
another circuit joins the cireuit in question, the integration con- 
stants in the equations also change correspondingly. 

Special cases of these general equations then are all the phe- 
nomena of direct currents, alternating currents, discharges of 
reactive coils, high-frequency oscillations, ete., and the difference 
between. these different circuits is due mercly to different values 
of the integration constants. 

2. In a circuit or a section of a circuit containing distributed 
resistance, inductance, conductance, and capacity, as а trans- 
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mission line, cable, high-potential coil of a transformer, telephone 
or telegraph circuit, ete., let r = the effective resistance per unit 
length of circuit; L = the effective inductance per unit length 
of circuit; 9 = the effective shunted conductance per unit 
length of circuit; б = the effective capacity per unit length of 
circuit; ¢ = the time, Z = the distance, from some starting 
point; е = the voltage, and 7 = the current at any point 1 and 
at any time 1; then e and т are functions of the timet and the dis- 
tance /. 

In an element dl of the circuit, the voltage e changes, by de, 
by the voltage consumed by the resistance of the circuit element, 
ri dl, and by the voltage consumed by the inductance of the cir- 


li 
cuit element, L gd. Hence, 


де _ xis di 
dit t gp 
In this circuit element dl the current i changes, by di, by the 
current consumed by the conductance of the circuit element, 
gedl, and by the current consumed by the capacity of the circuit 


(1) 


element, C са Непсе, 


урнама 2 
43 ye © (2) 

Differentiating (1) with respect to ¢ and (2) with respect to L 
and substituting then (1) into (2), gives 


б di d 
an "UP OC P gib Ee ae (3) 
and in the same manner, 
(Ре де Фе 


These differential equations, of the second order, of current 2 
and voltage e are identical; that is, in an electric circuit current 
and e.m.f. are represented by the same equations, which differ 
by the integration constants only; which are derived from the 
terminal conditions of the problem. 

These differential equations are linear functions in the depend- 

t variable and its derivates, and as the general exponential 

netion is the only integral of such a differential equation, that 
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is, is the only function linearly related to its derivates, these 
equations are integrated by the exponential function. That is: 
Equation (8) is integrated by terms of the form 


i = Ag 458, (5) 
Substituting (5) in (8) gives the identity 
а“ = тд — (rC + gL) b + LC? 
= (bL — r) (С — 0). (6) 


Та the terms of the form (5) the relation (6) thus must exist 
between the coefficients of 2 and t. 
Substituting (5) into (1) gives 


— = (r — bL) Ac- 4-8, (7) 


and, integrated, 





bL — 
= M Ascot (8) 
Or, substituting (5) in (8), and then substituting: 
а = VOL — r)(bC — g) 
glves: _ бр —"т | pbL-—r 
77774 МО Sy (8) 
as what may be called the “surge impedance," or “natural im- 
pedance" of the circuit, and 





= bL Zr —al—bt 
e = Мт a (10) 
or: в = zi (11) 


The integration constant of (8) would be a function of ¢, and 
since it must fulfill equation (4), must also have the form (5) 


for the special value a = 0, hence, by (6), b = у ог b= a and 


therefore can be dropped. 
In their most general form the equations of the electric circuit are 


i= Dpef Anem), (12) 





= >" бї, Ш Т Ane ant Ont T (13) 


Фа, 
— (bal — 7) (b.C — g) = 0, (14) 
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where А, and a, and b, are integration constants, the last two 
being related to each other by the equation (14). 

8. These pairs of integration constants, An and (ал, ба), are 
determinated by the terminal conditions of the problem. 

Some such terminal conditions, for instance, are: 

Current + and voltage е given as a function of time at one 
point l, of the circuit — at the generating station feeding into 
the circuit or at the receiving end of the transmission line. : 

Current 7 given at one point, voltage e at another point — 
as voltage at the generator end, current at the receiving end of 
the line. | 

Voltage given at one point and the impedance, that is, the 
S at another point, as voltage at the gen- 
erator end, load at the receiving end of the circuit. 

Current and voltage given at one time % as function of the 
distance I, as distribution of voltage and current in the circuit 
at the starting moment of an oscillation, etc. 

Other frequent terminal conditions are: 

Current zero at all times at one point J), as the open end of the 
circuit. 

Voltage zero at all times at one point 1, as the grounded or 
the short-circuited end of the circuit. 

Current and voltage at all times at one point J of the circuit, 
equal to current and voltage at one point of another circuit, as 
the connecting point of one circuit with another one. 

As illustration, some of these cases will be discussed below. 

The quantities 7 and e must always be real; but since a, and 
b, appear in the exponent of the exponential function, a, and 
b, may be complex quantities, in which case the integration 
constants A, must be such complex quantities that by com- 
bining the different exponential terms of the same index n, that 
is, corresponding to the different pairs of а and b derived from 
the same equation (13), the imaginary terms in A, and 


b,L-—r 
—  —— А „ cancel. 
ln 


complex ratio 


In the exponential function 


oe. 
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writing 
a=h+ 7h ' and b=p + jq, (15) 


we have 
є7%@-М LM poi ад, 


and the latter term resolves into trigonometric functions of the 
angle 

kl + qt. 

kl + qi = constant (16) 


therefore gives the relation between | and £ for constant phase 
of the oscillation or alternation of the current or voltage. 

À and p thus are the coefficients of the transient, k and q the 
coefficients of the periodic term. 

With change of time t the phase thus changes in position / 
in the circuit, that is, moves along the circuit. 

Differentiating (16) with respect to # gives 


di 
ke + д = 0, 
or 
@ 9, 
di^ kj a 


that is, the phase of the oscillation or alternation moves along 


the circuit with the speed — = or, in other words, 


q 
S D (18) 
is the speed of propagation of the electric phenomenon in the cir- 
cuit, and the phenomenon may be considered a wave motion. 

(If no energy losses occur, r = 0, g = 9, in a straight con- 
ductor in a medium of unit magnetic and dielectric constant, 
that is, unit permeability and unit inductive capacity, S is the 
velocity of light.) 

4. Since (14) is a quadratic equation, several pairs or corre- 
sponding values of a and b exist, which, in the most general case, 
are complex imaginary. The terms with conjugate complex 
imaginary values of a and 5 then have to be combined for the 
elimination of their imaginary form, and thereby trigonometric 
functions appear; that is, several terms in the equations (12) and 
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(13), which correspond to the same equation (14), and thus can 
be said to form a group, can be combined with each other. 
Such a group of terms, of the same index n, is defined by the 


equation (14), 
02 = (бы — т) (РАС — 9). 


For convenience the index n may be dropped in the investiga- 
tion of a group of terms of current and voltage, thus: 


a@ = bL — r) (С — 0), (19) 
and the following substitutions may be made: | 
а = a, VIC, (20) 
в = А + jk, 
в, = h, + 15, (21) 
bp 


from which 
ћ = h, У LC and 


k = k, VLC. (22) 
Substituting (18) in (19), 
"X ; T ; 
(«+ њу = [о +10– 1 |[9+20- 5] ез 


Carrying out and separating the real and the imaginary terms, 
equation (28) resolves into the two equations thus: 


and жа (> Е i) (» E o) -4 
(24) 
hk, = а (3 p -+-®) 
Substituting 
uw =5(к +) (25) 
L C 


2-9 os 
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and p=stu (27) 


into (24) gives 


hè — k? = 5 — (р — та 
1 —k, q | (28) 
ог hk, = sq, 
and 
-f= 2 — kj) + mm, 
1 i (29) 
or за = ЉЕ.. 


Adding four times the square of the second equation to the square 
of the first equation of (28) and (29) respectively, gives 


hi + ва = V@ oP n Fey 





= М + фФ т) + + фт | (80) 
u | 
and 
въ = КЕ: 
~ УКЕ Еу ра вз) 
== ћу, 
and substituting (22), gives, by (28), (29) and (30), (31) 


ma / 1 
h = vao fR? + 52 — Фф — me}, 


b= VTO (Rt 2 +f т), (82) 


RÈ = м(8 + Фф — та + 4 фт, 





or 


oo 
| zV; (ву + — 0 + LOm'], 


| 1 1 , , (88) 
= IO V 5 {Ry — IP +k — Lm, 


at 


5 


R? = VP + E + Cm) — 4 LCR mr. 
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If, however (+ h + jk) and (u + s + jq) satisfy equation (19), 

then any other one of the expressions 
(+ h + jk) and (ù + s + jq) 
also satisfies equation (19), providing also the second equation 
of (28) or (29) is satisfied, 
hk = LC sq; (34) 

that is, if s and q have the same sign, A and k must have the same 
sign, and inversely, if s and g have opposite signs, h and & must 
have opposite signs. 

This then gives the corresponding values of а and b: 


(1) a=+h+ jk ђ=е— 8— 10 
+h- qk и — 8 + jq 
(2) а= ~ h — jk b=u—s— 10 
— h + jk ш — 8-10 (35) 
(3) a= ~ А+ jk b=u+s— 11] 
— h — jk и +8 + 19 
(4) a= +h -— jk b—uds-— 7 
+h + qk и +8 + jq 


or eight pairs of corresponding values of а and b. 

p is called the attenuation constant, since it represents the de- 
crease of the electrical effect with the time. ' 

u is called the dissipation constant, since it represents the dissi- 
pation of electrical energy in resistance and conductance. 

т 18 called the distortion constant, since on it depends the dis- 
tortion of the electric circuit, that is, the displacement’ between 
current and voltage, as will be seen hereafter. 

s is called the energy transfer constant, since it represents the 
energy transfer, as will be seen hereafter. 

5. Substituting the values (1) of (85) into one group of terms 
of equations (12) and (13), 


1 = Де. 71-% 


and | 
| 36 
oL — P де“ lb eu 
a 4 





е 
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gives 
7. == Д е Ф+Е—(и—в—70) t + Ае iB L7 us tip t 
1 1 


— eM Q7 st {ДА е IE Hiat + Ale HH TRE 


and substituting for the exponential functions with imaginary 
exponents their trigonometric expressions by the equation 
etl? == cos z +7 sina 
gives 
= Ри [cos (gt — kl)+ 7812 (ql — kl)] 
+ A,’ [cos (qt — kl) — 7 sin (gt — #01] 
=e Мошо (A +A’) cos (gt—kl) +} (A,— 4.) sin (gt — kl) |; 


hence, A, and A,’ must be conjugate complex imaginary quan- 
tites, and writing 
С, = А, + A, 
and (37) 
Cy =] (4, = Ay) 
gives 
t, = е0 HSO cos (gi — kl) + C, sin (gt — kD}. (38) 


Substituting in the same manner in the equation of e, in (86), 
gives 


(u 7$ TIDE — T A e deii usii 


a= h + jk 
(u — 8 + 19) L — "A fg - (h—jk)l— (шв +j) t 
h — jk ! 
= e~h- (us) i (e – 8 — 10 1 — 71 – je), +i (01-0) 
12 + k 1 
, Ur – 8 + 19 L — т] (h + jk) A /c-iat- ut 
hè + k 


hence expanding, and substituting the trigonometrie expressions 


-u-u ТЕ а н _ lero batty 
RoR TES: 


A, [eos (gt — hl) +7 sin (gt — k0)] 4- ( 


(0—8) L—r] k+ 981 
+ рр 


e == 


[Qu —8) L—r] h —qkL 
12 4-0 


) A Leos (gt — kl) —j sin и ; (89) 
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and introducing the denotations 
, | qkLb + h[r — uw — SL] Ат в) р 


E № + 02 + 02 Р 
, alr (и—)1]—4М, _k(m +s) – qh, ) 
a Р + Ё TO ES ” 


and substituting (40) in (39), gives 
e,=6 I1 - 0-79! e, + je’) А, [сов gt — D) + jsin (gt — АЁ] 
+(— e, — je,’) A4 [соз (9 — М) — j sin (gt — kD]j 
se М—@—3)44[ с, (А, + A,’)+ је (4, — Ay’)] cos @ — El) 
+[— je,(4,— A,)— су (А, + А,)] sin (gt — А0) }. (41) 
Substituting the denotations (87) into (41) gives 
e, =e 7 (7911 (oC — eC.) cos (gé— Б) 
— (e,C,! + ¢,/C,) sin (gt — №) }. (42) 

The second group of values of a and b in equation (35) differs 
from the first one merely by the reversal of the signs of h and k, 
and the values т, and e, thus are derived from those of т, and e, 
by reversing the signs of h and k. 

Leaving then the same denotations с, and c, would reverse 
the sign of е,, or, by reversing the sign of the integration con- 
stants C, that is, substituting 

C, =— (А, + Aj) 

and | (48) 
Су =— ](А„— А,), 
the sign of 1, reverses; that is, 

t, = — 60-00-9100, сов (gt + kl) + С sin (gt +kl)} (44) 
and 

e, = e* M7 (7911 le O — cC.) cos (gt + kl) 

— (¢,C + e,'C,) sin (gt + kD}. (45) 
The third group in equation (85) differs from the first one by 


the reversal of the signs of h and s, and its values т, and e, there- 
fore are derived from т, and e, by reversing the signs of В and s. 
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Introducing the denotations 


gk — h (m — s) 


Ur ERO A T 
, km-s) ar; 
02 = e+ 12 
and 
= А А, 
Е ш | (47) 
C4 =] (A= A, ), 
gives 


ty = etH- 09! {C cos (gt — kl) + Cy sin (gt — kl)} (48) 
and 
e, = etm uts) F(o 7^ — cC) cos (gt — kl) 
— (cC, + c/C,) sin (gt — Му}. (49) 


The fourth group in (35) follows from the third group by the 
reversal of the signs Л and k, and retaining the denotations c 
and су, but introducing the integration constants, 


C, =— (A, + A4) | 
Са ==] А = A4, 


апа | (50) 


gives 
i, =— eM - 079! [0 сов (gt + kl) + CY sin (gt + kD} (51) 
and 


e, = 2 7*9! [(e ^0 ^ — eC.) cos (gt + kl) 
— (0,0 + ¢,/C,) sin (gt + kl). (52) 


6. This then gives as the general expression of the equations of 
the electric circuit: 


= Dg ЕУ cos (gt — kl) + С, sin (gt — kl) | (5) 
= dgn и cos (gt + kl) + C,/ sin (gt + kel) } (5) (53) 
Бе та О cos (gt — kl) + СА sin (gt — kl) | (4) 
— eH- G9![0, cos (gt + kl) + Cy sin (gt + kl) }] (i) 
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and 


gom ЊУ M ы (eH t - eC) cos (qt > kl) 
Бр (e, € E eC) sin (gt ~“ kl) } (е,) 

+ etl-Wsil (etC — c0.) cos (gt + kl) 

Б (ON e + eC) sin (qt iE kDj (e) 

+ а. (e0 ics cC a) cos (qt — kl) 

— (0С, + ¢,C,/) sin (qt — kl)} (ej) 

eT бө IC? — c0.) cos (gt + kl) 

- (JC, овна а), 


(54) 


where С,, C,’, Cy C/, C4, CJ, Cy, С and two of the four values 
з, 9, А, k are integration constants, depending on the terminal 


conditions, and 
DE qk -- h (m +s) 


: ја + 0 5 
k (т + з) — gh 
Z кзз лы се ы. ууй с, Б 
| TB LÀ 5, 


Ре gk — h (m — s) 
2 В+ | 
Б (m — s) + gh 

Р E ` 
^ № + 12 Е 


апа 


and Л, k and s, q are related by the equations 


h = N LO V4 
k=VLOV3 


and 
ЕЁ = У( + Ф mH gin; 
hence, + i? = ТОВ, 





Rë — ёф + nt 


(55) 


(56) 


(57) 


(58) 


NS 
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or 
= VI {Re + ће — 12 + LC®}, 
= FHV 1 IR? — 12 + — От}, (59) 
and 
Ра = У Де + 18 + Сту — + LCR; 
ћепсе, 
R 2 
S+? = т (60) 
Writing 
D (gt + kl) = О cos (gt + Kl) + 0' sin ( + Kl) (61) 
and 


Н (gi + kl) = (cC — cC) cos (qt + kl) 
— (eC + cC") sin (qt + Kl), (62) 


equations (50) and (51) can be written thus: 


4 acu D, (gi — kl) e * M (и) D, (gt 4- kl) (1) Т 


+ etc 91 D. (80—00) eM 9! Ба + kl] (Q7) 
and 


e = » ea (gi — kl) +++ (9-9 H (qt+ kl) (e) i А 
6 


Зи "ак о": (gi — kl) је“ Ме: H (gt +kl)] (e^) 


CHAPTER II 


DISCUSSION OF SPECIAL CASES 


7. The general equations of the electric circuit, (12) and (18) 
of Chapter I, consist of groups of terms of the form: 





t= Де 1 cM (1) 

е = bL — a РА ои 3 
a 
bL =r, шы (2) 
РО ve 

= 21 
where 

bL — 

2= AEG — | (8) 


is the “surge impedance,” or “natural impedance"! of the circuit 
and a and Ь are related by the equation (14) of Chapter I: 


a? = БІС — b (gL + rC) + rg 
= (bL — r)(bC — g) 


These equations must represent every existing electric circuit 
and every circuit which can be imagined, from the lightning 
stroke to the house bell and from the underground cable or 
transmission line to the incandescent lamp, under the only con- 
dition, that r, L, g and C are constant, or can be assumed as 
such with sufficient approximation. 

The difference between all existing circuits thus consists 
mérely in the difference in value of the constants A, and the con- 
stants а and 6, the latter being related to each other by the equa- 
tion (4). 

To illustrate this, some special cases may be considered. 

In general, A, a and b are general numbers, that is, complex 
imaginary quantities, but as such must be of such form that in 
the final form of 7 and e the imaginary terms eliminate. Thus, 
whenever a term of the form X + ЈУ exists, another term must 
exist of the form X — ЈУ. 


(4) 
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I. SPECIAL Case b = 0: PERMANENTS 


8. 5 = 0 means, that the electrical phenomenon is not a func- 
tion of time, that is, is not transient, periodic or varying, but is 
constant or permanent. 

By (4) it is: 

а= + v/rg (8) 


That is, two values of a exist, either of which gives a term 
equation (1), (2), and any combination of these terms thus also 
satisfies the differential equations. 


In this case, by (3): 
5 
г= + ү (6) 


hence, the general equation of a permanent is: 


4 = А є = У ти 4. Ave T rg 
: те 7 
е = ү јаз Мт = А зе а ) 


These equations do not contain L and C, that is, inductance 
and capacity have no effect in a permanent, that is, on an elec- 
trical phenomenon, which does not vary in time. 

Equations (7) are the equations of a direct current circuit 
having distributed leakage, such as a metallic conductor sub- 
merged in water, or the current flow in the armor of a cable laid 
in the ground, or the current flow in the rail return of a direct 
current railway, etc. 

ris the series resistance per unit length, g the shunted or leak- 
age conductance per unit length of circuit. 

Where the leakage conductance is not uniformly distributed, 
but varies, the numerical values in (7) change wherever the cir- 
cuit constants change, just as would be the case if the resistance 
r of the conductor changed. If the leakage conductance g is not 
uniformly distributed, but localized periodically in space—as at 
the ties of the railroad track—when dealing with a sufficient cir- 
cuit length, the assumption of uniformity would be justified as 
approximation. 

9. (a) If the conductor is of infinite length—that is, of such 
great length, that the current which reaches the end of the con- 





466 TRANSIENT PHENOMENA 


ductor, is negligible compared with the current entering the con- 
ductor—it is: 

А» m 0 
since otherwise the second term of equation (18) would become 
infinite for] = o. 


This gives: 
t= Де Мт 
ае 8 
€ = A М ) 
g 
or, 


о 


d я 


that is, a conductor of infinite length (or very great length) of 
series resistance 7 and shunted conductance g, has the effective 


. T 
resistance rg = ne 
0 


It is interesting to note, that at a change of r or of g the effec- 
tive resistance 7, and thus the current flowing into the conductor 
at constant impressed voltage, or the voltage consumed at con- 
stant current, changes much less than r or g. 

(b) If the circuit is open at І = Jp, it is: 

t= Aye 7 Vira + Age Тамо =0 


hence, if 
A = Aye ch Vra = — Age tovr 
it is 
cs Afet o-DVrg _ e- o — 0м) 
е = A E (e ev рес 0- 0v7) (10) 
g 
(c) If the circuit is closed upon itself at | = 10, it is, 
€ = ме оуд — Aze + ут | = 0 
hence, if 
A = Aj 7 бут = Ane + Ут c 
it is 
i = Afet %-DVi 4 e- Ф - Dra) 
r (11) 


ё = ае - nva ES е & - 0м) 
g | 
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If, in (11), ly = 0, that is, the circuit is closed at the starting 
point, it is 
i = Afe ivre 4 е Мт 


e= A Ete env 


or, counting the distance in opposite direction, that is, changing 
the sign of 1: 
i = Aletivr 4 ec iv] 


€ = Ales — е Ут ] 


Assuming now 1 to be infinitely small, 


(12) 


[2 0 
we get, by 
eS=ltistHt 
i = 2A 
e= элү], lA rg = ЗАт = rli 


rl = ro is, however, the total resistance of the circuit, and the 
equations (28), for infinitely small 1, thus assume the form: 


e = Pot (13) 
that is, the equation, of the direct current circuit with massed 


constants, which so appears as special case of the general direct 


current circuit. 
10. (d) If the circuit, at | = lo is closed by a resistance ro, it 


is: 








hence, _ 
Agen hw rg — Asc + тд 70 


Aye~ “Ут p Age toV AE 


T 
Wo рту мр - — То 


rare ee 
en 
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Ue cite 

А = Ay Va е 
5 

J£ + ro 


(14) 


: | 
€: To 
3 0 — (2h —DY rq: 


[4 7 
To + P 





These equations (12) and (14) can be written in various differ- 
ent forms. They are interesting in showing in a direct current 
circuit features which usually are considered as characteristic of 
alternating eurrents, that is, of wave motion. 

'The first term of (12) or (14) 1s the outflowing or main current 
respectively voltage, the second term is the reflected one. 

At the end of the circuit with distributed constants, reflection 
occurs at the resistance то. 


If ro > 7 the coefficient of the second term is positive, and 


partial reflection of current occurs, while the return voltages add 
itself to the Incoming voltage. 


If ro < 4 reflection of voltage occurs, while the return cur- 
rent adds itself to the incoming current. 


If ro = x! 2 the second term vanishes, and the equations (14) 


become those of (8), of an infinitely long conductor. That is: 
A resistance ro, equal to the effective resistance (surge imped- 


ance) Np of a direct current circuit of distributed constants, 


passes current and voltage without reflection. A higher resist- 
ance r, partially reflects the voltage—completely so for то = oo, 
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or open circuit. A lower resistance 7, partially reflects the cur- 
rent—completely so for то = 0, or short circuit. 


r gs 2. - 
МЕ thus takes in direct current circuits the same position as 


the surge impedance in alternating current or transient circuits. 


II. SpecraL Case: a = 0 
11. By equation (4), this gives two solutions: 


b = + апађ = 2 


L C 
(a) E 
b = L 
substituted in (1) and (2) gives: 
7, = Ae E! | (15) 
е=0 | 


that is, the inductive discharge of a circuit closed upon itself. 
(b) Substituting in equations (1) and (2): 








В = bL — Ta 
d 
hence, 
— n a —al—bt 
i-B ЫЙ 
e = Beet 
and then substituting, 
= 0.Ь = 2. 
а = 0; 6 С 
gives i20 (16) 
_ 2. 
e= Be © 


that is, if the condenser C is shunted by the conductance g, at 
voltage e on the condenser and thus also on the conductance g, 
the current in the external or supply circuit is zero, that is, 
the current in the conductance g is equal and opposite to that in 
the condenser: 


—! 
tı = ge = (Ве e (17) 
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(16) and (17) thus are the equations of the condenser discharge 
through the conductance g. 


III. SeEcrAL Case: [ 2 0: Massep CONSTANTS 


12. In most electrical circuits, the length of the circuit is so 
short, that at the rate of change of the electrical phenomena, 
no appreciable difference exists between the different parts of 
the circuit as the result of the finite velocity of propagation. Or 
in other words, the current is the same throughout the entire 
circuit or circuit section. 

In general, therefore, the electrical constants, resistance, in- 
ductance, capacity, conductance, can be assumed as massed 
together locally, and not as distributed along the circuit. 

The case of distributed constants mainly requires consideration 
only in case of circuits of such length, that the length of the cir- 
cuit is an appreciable part of the wave length of the current, or 
the length of the impulse, ete. This is the case: 

1. In circuits of great length, such as transmission lines. 

2. When dealing with transients of very short duration, or 
very high frequency, such as high frequency oscillations, switch- 
ing impulses, etc. 

The equations of the circuit of massed constants—the usual 
alternating or direct current circuit—should thus be derived 
from the equations (1) and (2) by the condition. 


[= 0 


In any electric circuit, there must be а point of zero potential 
difference. Before substituting | = 0, into equations (12) and 
(13), that is, considering only an infinitely short part of the cir- 
cuit at | = 0, these equations must be so modified as to bring 
the zero point of potential difference within this part of the circuit. 

Thus, we first have to substitute in (1) and (2): 


e=Oatl=0 
by equations (4) it is: 
а= +V OL- r) (00 — 0) (18) 


that is, to every value of b correspond two values of a, equal 
numerically, but of opposite signs. 
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Substituting these in equations (1) and (2), gives 
1 = Ае е ®! + А шша: 
об — т (19) 


and fore = Oatl = 0: 


thus, 
1 = A ett(e-ot + etal) 
Е bL— r (20) 


A —bt/.—al _. „а 
" ee etal) 





е 


substituting now, for infinitely small /, 
ete = ] cal 


gives, as the general equation of the circuit with massed constants: 


· = Be— ы 
i € (21) 
e = (ro — bLo)Be - * 
where 
B=2A 
ro = lr = total resistance of circuit 
Ly = bL = total inductance of circuit. 
The equations of voltage, in (21), may also be written: 
е = robe -h — LobBe — h 
"e с) 
dt 


which is the equation of the inductive circuit with massed con- 
stants. 
Or : 
е = (ro = Бо) (23) 
(a) D. C.: Direct Currents. 
13. 5 = 0, that is, the electric effect is a permanent, does not 
vary with the time. Substituted in equations (21) gives: 


т=В 
е = nB (24) 


|| 


the equations of the direct current circuit. 
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(b) I. C.: Impulse Currents. 
b — real 


that is, as function of time, the electrical effect is not periodic, 
but is transient, or is an impulse. 
Solving equation (4) for b, gives: 
b—ucs (25) 
where 





ao 
8 = MES + та (26) 


and 


(27) 
iE - 9) | 


Substituting these values into the general equation of massed 
constants, (21), gives: 
$ = Вує (0-9 4 Belet) 
or: 
1 = е (Вјен! + Boe 4} (28) 
e = Bir — (и — s) Lje- 6-9! + Bar — (и + s) Ljet): 
or: 
e=e™{(r — ч) (Веі + Boe**) + sL (Bret! — Boe**)} (29) 
Assuming ¢ = 0 for t = 0, that is, counting the time from the 
zero value of current, gives: 


Bi e eem В, = B 
hence, 
1 = dui 6 -— est) | (30) 
e= Be utf (y = uL)(etst, — € st) + sL(etst 4+ e#)} 
In this case, by (25) and (26), it must be: 
и? 2 s? > т? (31) 
14. (ba) In the Special Case, that 
© =ч 
it is, by (28) and (29), 
q = В, + By? 
e = rBi + В, (r — 2uL)e? (32) 
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or, substituting for u, gives: 


wep le 
i = В, + Be Lg C 
EN (33) 
е = rBı + 9 Bs L: e 


This is the general equation of a direct current circuit having 
inductance, resistance, capacity and conductance, including per- 
manent as well as transient term. 


If i = 0 at t = 0,itis 


hence, 


с 
|| 
o9 
~ 
| 
M 
| 
tix 
M 
| 
Qa 


. (84) 


These are the general equations of a direct current with starting 
transient. 


For g=0 


that is, no losses in the condenser circuit, equations (34) assume 
the usual form of the direct current starting transient: 


bee see) | (85) 
e = rB 


(c) A. C.: Alternating Currents. 
b= +74 


15. That 15, as function of time, the electrical effect is periodic 
(since the exponential function with imaginary exponent is the 
trigonometric function), or alternating. 

Substituted in equations (21), this gives: 

1 = Byetiat + Bois 
e = (r + јар) Biet + (т — 391) Bae?! 


and, substituting, 


(36) 


+74 


е = cos gi + j sin qt 
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into (36), gives 
i = А: cos gt + А» sin gl | 7) 
e = (74: + 41А») cos gt + (rAz — ФА.) sin gt 


where 
A, = Bi В | 
(38) 
Аз = j (Bı 25 В») 
substituting, 
qi = ф 
а = дај (89) 
дају = x 
gives 
i = A,cos¢+ Аз Sin ф 
e = (rA, + 242) cos ó + (rA: — 241) sin à (40) 


= r(Aicos ф + Agsin ф) + v (А, cos ф — Asin ф) 


(4) О. C.: Oscillating Currents. 
16. б = р + ја 


In the general case of the circuit of massed constants, where b 
is a general number or complex quantity, it is, substituting in (21) 

А e?! ( Beet + Вље“-11'1 

e = e€?!|r — pL + jgD) Bie” + (т — pb — jgL)Bse t 
and, substituting again the trigonometric function for the imag- 
inary exponential function in (41), gives, in the same manner as 
in (с) 

$ = є A, cos gt + As sin qt] 

e = e Pl [(r — pL)Ai + 9А») cos gt + [(r — 21)4» 

— gL Aj] sin qt} (42) 
e РЦ (т — pL)(A1 cos gt + Aasin gt) + | 
gl (Aa cos gt — Asin gt)} 

These are the equations of the oscillating currents and voltages, 
in a circuit of massed constants, consisting of the transient term 
ePi, and the alternating or periodic term. The latter is the same 
as with the alternating currents, equations (87) or (40), except 
that in (42), in the equations of voltage (r — pL) takes the place 


| 


(41) 
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of the resistance r in (37). That is, the effective resistance, with 
oscillating currents, is lowered by the negative resistance of 
energy return, pL. 


Substituting p = 0 in (42) gives (87). 


IV. SPECIAL САВЕ: IMPULSE CURRENTS. 
b = real. 
17. By the equation (4) 
a? = b?LC — b (rC + gL) + rg, 


to every value of b, correspond two values of a, equal numerically 
but opposite in sign: 
ка 


To every value of a correspond two values of b: 


b=u+ts (43) 
where | 


ДЕ 
+ eo 
"-i -8 


As b is assumed to be real, it must be positive, as otherwise the 
time exponential е would be increasing indefinitely. Thus it is, 
from (43): 


u 


5? < u? 

Since u and b are real, s must be real. That is, by (44) 
a? 
m2 + те 


must be real and positive. 
As m? is real, a? must be real, and must either be positive, or, 


2 
if negative, — тб must be less than m?. 


However, a ean never be complex imaginary, without also 
making b complex imaginary, and impulse currents thus are 
characterized by the condition, that а is either real, or purely 
imaginary. 
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We thus get two cases of impulse currents: 





b=uFs 
(1) a? positive (2) a? negative | 
а= +В a= + jk 
= ја | 
= 2 MM - ou d 
V E Hus» Ме | (46) 
= VLO — m?) k = A/LC(m2 — з?) 
и? > 8° > та eLm 
k? < m? LC 
non-periodic in space. periodic in space. 
а. ђ: а: ђ: 
+h u— 8 | + jk u— 8 | 
— h u — 8 — jk u—s 
i 47 : ig 4 
— h u + 8 ut + jk utes (48) 
+h и + 8 — jk м + 8 


(1) Now-PERIODIC IMPULSE CURRENTS. 


18. Substituting (47) into (1) and (2) gives 
1 = gu Aye Ма + Agetiitst + Аек! + А ,e*h 7st) (49) 

(ш — в) L — (u—s)L— 
Ay А Ў h 


ыча A A 7 ibat Е 





ё = є“ | 


А (u+ts)L—-—r (uts)L—r 
3 h ZEE MEN 


h 





ethi—st 4. А, Ep (50) 


It is, however, 
(028) 1 —'т uL—rrsL 





ћ h 
and, substituting for h from (45), and substituting for u 


Ler. g = 
&ergL-: SET OEE — mL F sh 
ћ, VLC (s? — m?) М LO (s? — m?) 


NUN ET 
S Tm 
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stm _ 
JR. (en) 
RET 

h e 


(uts)L—r _ AE 
h ur. 


and, substituting these values into (50), gives 


or, substituting, 





it is 


| 





F f 
emm le є б Ay еМ! — cAgethitet 4 1 А з ghost 
С | с 
E = А, een (52) 


The equations (49) and (52), of current and voltage respec- 
tively, of the non-periodic impulse, are the same as derived as 
equation (9) in Chapter III, as special case of the general circuit 
equation. 

The constants Ai, As, As, А, of (60) are denoted by Ci, — С», 
Cs, — C, in (9) of Chapter ПІ, and the further discussion of the 
equations given there. 


(2) PEn10DIC IMPULSE CURRENTS. 


19. Substituting (48) into (1) gives: 
1 = eU [ett (Ay e + AS eH) + emst( Ay ecitt + Ay enhn] 
and, substituting the trigonometric expressions, this gives 
i = eU (e (D, cos kl — De sin kl) + eD, cos kl — Рази kl)j 


(53) 

where РО, = Ai + А» 
De = 7 (Ay EE А) (54) 

D; = Аз + А, 


D, = j(Às = Aa) 


The expression 
Ы. — т 
а 
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in equation (2) assumes the form, by substituting (46) and (48): 

















üL—-r (wrsL-r. — (т + 8) 
а + jk + ЈУТС (те — sè) 
d AL m + 8 
т Е 8 
and, substituting, ; А 
[ms 
e= Nm — s (35) 
gives 
DE ы j (а 
aioe inf respectively + "4m (56) 


Substituting now (48) and (56) into (2) gives 
L E UM и urs E id 
в= At e ee (А. зе ikl Age) + те 8t(A є — А 4+1) | 
and, substituting the trigonometric expression: 


в = Re ett сет (Р, cos kl + D; sin kl) + 


еч (Dcos He D Sad) | (57) 


The equations (58) and (57), of current and voltage repec- 
tively, of the periodic impulse, are the equations (24) of Chapter 


III, derived by specialization from the general circuit equations; 
and their further discussion is given there. 


V. SPECIAL CASE: ALTERNATING CURRENTS 


b= imaginary. 
20. If 
b= + Ја 
by equation (4), it is 


| 


а (r F gah) (g F jaC) (58) 


= (А + jk) 


| 


That is, а, as square root of a complex quantity, also becomes 
complex imaginary. 


For b=-+ jq 
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it is 
а? = (r — jab)(g — 3qC) 
= (rg — dL) — jq (rC + gL) 
that is, the sign of the imaginary term of a? is negative, and the 
sign of the imaginary term of a must be negative, that is,.a = 


+ (h— jk), and inversely. 
The corresponding values of b and a thus are: 


па 


b: a: 
+ jq +h — jk 
— jd +h + jk 
m — А — ЈЕ 
+ jq — h + jk 


Substituting these values into (1) gives: 
T = eM А yet iat) + A ge Eai) A eL A se iHa) + A де“ ilkitat) ) 
Thus, in trigonometric expression: 
i = e™{ By cos (kl — qt) + Basin (kl — qt)] 
+ etH! B; cos (kl + qt) + Basin (kl + 4} (59) 


where 


ВБ, = А. + А; Ва = Аз + Ag | 
В» = j(Ai — А») By = j(As — Аз) 
Resolving in equation (59) the trigonometric function, and 
re-arranging, gives: 
a = e{(B, cos qt — Bz sin gt) cos kl + (Bs cos qt + 
j^ В; sin qt) sin kl} 
+ e" ((Bs eos qt + Basin qt) cos kl + (В, cos qt — 
Вз sin gt) sin kl} (60) 
21. The equations (60) can be written in symbolic expression, 
by representing the terms with cos qt by the real, the terms with 
sin gi by the imaginary vector, that is, substituting, 


В, cos qt — Basin ф = Bi + jBs = Ал 


hence 
В, cos gt + В. вір gt = В, — ЈВ, = — ЈА 
В; cos qt + Basin gt = Bs — jb4 = — А» 
В, cos qt — Вз sin gt = В, + 9B; = — ЈА; 
hence 


I = Aie" (cos kl — j sin kl) — Ае“ (cos kl + j sin kl) (61) 
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This is the equation (23) on page 295 in Section III, derived 
there as the current in a general alternating-current circuit of 
distributed constants. 

Analogous, by substituting into equation (2), the equation of 
the voltage is derived: 


E = Ае (сова — jsin М) + Ален (eos + jsinkD] (62) 


Where 
2 = r + jL 
У = g + jqC 
and 
0 = 2af 


Alternating currents, representing the special case, where b is 
purely imaginary, and impulse currents, representing the case, 
where b is real, thus represent two analogous special cases of the 
general circuit equations. 

These two classes are industrially the most important types 
of current, though their relation to the operation of electric sys- 
tems is materially different: 

The alternating currents are the useful currents in our large 
electric power systems. 

The impulse currents are the harmful currents in our large 
electric power systems. 

The alternating currents have been extensively studied, and 
the most of the preceding Section III is devoted to the general 
alternating-current circuit. 

Very little work has been done in the study of impulse current, 
and the next Chapter thus shall be devoted to an outline of their 
theory. 


CHAPTER III 


IMPULSE CURRENTS 


22. The terms of the general equations of the electric circuit 
(53) and (54) contain the constants: 

The eight values, C and С”. 

The four values, c and c'. 

And the exponential constants u, т, h, k, s, 0. 

Of these, the values c and c’ are expressions of L and of the 
exponential constants, by equation (55), thus are not independent 
constants. 

u апа m are circuit constants, and as such are the same for all 
terms of the general equation. 

Of the four terms Л, k, s, q, two are dependent upon the other 
two by the equations (57) and (59). 

Thus there remains ten independent constants, which are to 
be determined by the terminal conditions: 

Two of the four exponential terms h, k, s, q, and the eight 
coefficients C and С”. 

À and s are attenuation constants, in length or space and in 
time respectively, and k and q are wave constants, in space and 
in time respectively. 

In a non-periodie electrical effect, k and q thus would be zero, 
while k = 0 but д = 0 gives a phenomenon periodic in time, but 
non-periodic in space, and inversely, q = 0, but k = 0 give a 
phenomenon, periodic in space, but non-periodic in time. 

If of the four constants: s, 9, Р, k, one equals zero, another one 
also must be zero; if 

s=0 
it is, by equations (58) and (57): 
R2 = gq? + та 
h=0 
k = VLC (р + m?) 


9 = 0 
481 
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it is, either 
212 = 52 — т? 


h = МТО (s? — m3) 
к= 0 
or, 
R: = т? — 8? 
h=0 
k = VLO (m? — 83) 
if, 


ћ=0 
it is, either 
R2 = k? — LCm? 


ee ee 
LENLE ” 








or 
R2 = LCm? — k? 
s= e — Lu 
5 ІС 
4 = 0 
if 
k=0 
it is 
R2 = h? + Lm? 
Ss h? 2 
S= 4 Iro +m 
q=0 
and this gives the three sets of values: 
8 gq h k 
0 k 2 
Jr — с 0 0 МТС (m? — 8°) 


h? е 
К + т? 0 VLC (s? — m?) 0 
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s = 0 and А = 0 gives an electrical effect which is periodic in 
time and in space, and is transient in time. This case leads to 
the equation of the stationary oscillation of the circuit of dis- 
tributed resistance, inductance, capacity and conductance, such 
as the transmission line, more fully discussed in Section III, and 
in Chapters V and VII of Section IV. 

да = 0 gives а non-periodic transient. 

Such a non-periodic transient is called an impulse, and cur- 
rents, voltages and power of this character then are denoted as 
impulse currents, impulse voltages, and impulse power. 

Impulse currents thus are non-periodic transients, while alter- 
nating currents are periodic non-transients or permanents. 

23. An impulse thus is characterized by the condition: 

q=0. 
Substituting this in equation (57) gives: 





Ву = 8° — т? or Ri = m? — 8? 
ћ = VLC (8 — те) ог h=0 (2) 
Е = 0 or k =L (те — s?) 
and inversely, by equation (59): 
Ro = h? + LCm? or R= LCm? — k? 
eee eee ‚= ү" — E 
s= io^" or s = aim те (8) 
q= or 4=0 
and 
3 on dre hè = ид — ад _ k? = 
m 8 Toe m 8 то = 0 (4) 


That is, either & = 0, that is, the impulse is non-periodic in 
space also, or h = 0, that is, the impulse is periodic in space, has 
no attenuation with the distance. 

By the character of the space distribution, we thus distinguish 
non-periodic and periodic impulses. One of the two constants, 
h or k, must always be zero, if = 0, that is, the space distribu- 
tion of an impulse can not be oscillatory, but is either exponential 
or trigonometric. 

If 

s? > m?, the impulse is non-periodic; and 12 > LCs? 
if 
s? < та, the impulse is periodic, and k? < LCm? 


484 TRANSIENT PHENOMENA 


We thus distinguish two classes of impulses: 

Non-periodic impulses and periodic impulses. The “ periodic” 
here refers to the distribution in space, as in time the impulse 
always must be exponential or transient. 


А. NowN-PERIODIC IMPULSES. 


24. À non-periodie impulse is an electrical effect, 3n which the 
electrical distribution is non-periodie, or exponential, in time as 
wellas in space. Its condition is: 


q=0 
8° > т? 
henee: 
k=0 | 
NP NS | (5) 
h = LC (8° — m?) 
о, 
or 8 = те + т 


Substituting these values in equations (55) gives 


а= е CI E 
8 — т С 











_,в—тт_ JL j|s—-m 1 L 

GRE S а= Ne (6) 
e 0 

€x = 0 


where 


m scm. 
^7 Ns—m т) 


Substituting (5), (6) and (7) into equations (53) and (54), the 
sin terms vanish, and with them the integration constants C’, 
and only the integration constants C remain; the cos terms be- 
come unity, and these equations assume the form: 


t= xí Cy“ lue) PS QC gthi- (i8) t + Caethi—(ute)t m 
C e luts) i } | 


e = — JL [eC ea + CC gethl—(u-s) t + аи utes) t (8) 
c 


+ 1 Cy њен 
C 


S 
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or, considering only one group of the series, and separating e*t: 


i = et Cue es Бел Coethitst -- Сев: =e Cage hs} 


е = — Re et [Citi + СС ње + 1 Сремом + (9) 
1 Caci 
C 


25. The equations (9) can be simplified by shifting the zero 
points of time and distance, by the substitution: 




















С; == Пе = и | С, REN Deu 30 
Саъ Гленн | С, = + Dogthlitets (10) 
hence, E 
Di = M X66; D, = МЕ, (11) 
et 2hli-3sn = + “i et 2hlit2s tt = + С, 
(68 T C: 
gti = + СС, | 
Е (12) 
+49 ty СС, 
er = 
СС, | 
or 
NEN то 
n = ay los (+ 0100) 
(13) 
h = 05 (+ te) 
1 48 T СС | 
where the + denotes the positive value of the С product. 
Making also the further substitution: 
c = th; 1 = gh (14) 
hence, 
_loge 1, s+m 
бушл ve o pu (15) 
(10) and (14) substituted in (9) gives: 
4 — gc utt Duae Hera eg) + ЕР= 0) == Do(ethl sito 
+ got 
+ Q6) 


е = — ne e tl Dy (eh tel! + etH st) + Dalet tse + 


ete) } 
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where 


(17) 
| 


By the substitution: 


et tt et = 2 cosh x 
ett — e = 2 sinh €t 


Equations (16) can be written in hyperbolic form thus: 
2 = e Di cosh [ЛИ — s(t’ —to)]— Dy cosh [A7 -- s(t' —19)]] 


e= — үр e"! Di cosh [А — st’) + Ру cosh [hl’ + sét’]} (17b) 
Or the corresponding sinh function, in case of the minus sign 
in equations (16). 
26. The impulse thus is the combination of two single impulses 
of the form 
(е и + са) 


which move in opposite direction, the D, impulse toward rising 1: 


@ > 0, and the Ds; impulse toward decreasing I: oe 0 


The voltage impulse differs from the current impulse by the 
factor Ма (the “surge impedance"), and by а time displacement 


to. That is, in the general impulse, voltage е and current 2 are 
displaced in time. 

to thus may be called the time displacement, or time lag of 
the current impulse behind the voltage impulse. 

to is positive, that is, the current lags behind the voltage im- 
pulse, if in equation (15) the log is positive, that is, m is positive, 


or: ў > A that is, the resistance-inductance term preponderates. 


Inversely, to is negative, and the current leads, or the voltage 
impulse lags behind the current impulse, if m is negative, that is, 


т < A -or the capacity term preponderates. 


If g =0, that is, no shunted conductance, the current impulse 
always lags behind the voltage impulse. 
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1, А 
If m = 0, that is, 7 = ог = іо = 0, that is, the voltage 


impulse and the current one are in phase with each other, 
that is, there is no time displacement, and current and voltage 
impulses have at any time or at any space the same shape: dis- 
tortionless circuii. m therefore is called the distortion constant 
of the circuit. 
27. If 

s= 38 (18) 
it is 

ћ= 0 (19) 
hence, substituting into equations (16) 

{ == Ae - "t (e mU — in) + eT m — to) 


e = Bale є tee mt + em mt) (20) 
where 
A = D, = Ds 
В = D, + D, 
that is, a simple impulse. 
Or, substituting for u and т their values 
t= Ал eel + А, eT 
f (21) 


e = ње с + Bo є- 71 | 
‚ Thus, the capacity effect, as first term, and the inductance 
effect, as second term, appear separate. 

28. In the individual impulse: 


e У hitet + erat uei є—Ме—(и—в)! + eth Cuba) t (18) 


the term e^" is the attenuation of the impulse by the energy dis- 
sipation in the circuit, that is, represents the rate at which the 
impulse would die out by its energy dissipation. 

The first term, є 3, dies out at a slower rate than given by 
the energy dissipation, that is, in this term, at any point l, energy 
is supplied, is left behind by the passing impulse, and as the result, 
this term decreases with increasing distance 1, by the factor є"; 
inversely, the second term, є *9*, dies out more rapidly with the 
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time, than corresponds to the energy losses, that is, at any point 
1, this term abstracts energy and shifts it along the circuit, and 
thereby gives an increase of energy in the direction of propaga- 
tion, by e*". In other words, of the two terms of the impulse, 
the one drops energy while moving along the line, and the other 
picks it up and carries it along. 

The terms e** thus represent the dropping and picking up of 
energy with the time, the terms e^" the dropping and picking 
up of energy in space along the line. In distinction to u, which 
may be called the energy dissipation constant, s (and its corre- 
sponding A) thus may be called the energy transfer constant of the 
impulse. The higher s is, the greater then is the rate of energy 
transfer, that is, the steeper the wave front, and s thus may also 
be called the wave front constant of the impulse. 

The transformation from the four constants C to the two con- 
stants D obviously merely represents the shifting of the zero 
value of time and distance to the center of the impulse. 

Also, in equations (16), in the energy dissipation term є“, ob- 
viously also the new time И may beused: ec" = g^ "479, and 
this would merely mean a change of the constants D, and D; 
by the constant factor є“. 


Substituting in equations (16): ¿ = 0, gives the equation of the 


impulse in a circuit with massed constants 
Ф = Де (ен + et) 
L 
е = aL e Ht (ets) 2—40) + esUt) 
where 
A = Di EE D» 
B= Di + De 
29. The equations (9) can be brought into a different form by 
the substitution, 
C4 == Вене 
С, c Ве- (tto gst 


Са = + Вен) ва 
О, = + Bethiig-sti 


(22) 


where the + sign applies, if Ca, etc., is of the same sign with C, 
the — sign, if it is of opposite sign. 


de 


e 
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Substituting also equations (14), this transforms equations (9) 
into the form 
i = Веч (еса) р со alt) (е 000—0) Es t) 
+ 00—20) 800—8) 


ё = — Mc Be- "t { (e Mat + ere) + (e 040—1) Fut? | (23) 
+ € Mh- I) 7 ahy] | 
where 
i =: l = li ] 24 
И =+-һ +0 | (24) 
or, re-arranging equations (28) 
1 = Вече „=== et) (ets ort + e 0r) 
е = — Vz B etf enhn 4 eat) } [eter teu) | (25) 
Or substituting 
Ша 
В= А є > 
апа (26) 
pug 
gives 
1 = Де" [eH 22 e") Leti] F ect) 
(27) 


e= We Ає "є + e) [ en + e 


30. These equations show the non-periodic impulse as con- 
sisting of the product of a time impulse 
erat + e 


and a space impulse 
e + ct 


Or, the impulse of current and of voltage consists of a main 


impulse, decaying along the line by the factor 
c 


and a reflected impulse, or impulse traveling in the opposite 
SA ETT А ШИ! > | 
direction, from the reflection point 5, and dying out at the rate 
e oU) 


and, by shifting the starting point of distance І to the reflection 


Am А | В ; 
point 5, the simplest form of impulse equations (27) are derived. 
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As seen from equations (27), and also from (25): 

In the voltage impulse, the main and the reflected impulse 
add, in the current impulse they subtract. 

The current impulse lags behind the voltage impulse by time 
to. 

to may be positive, or negative, that is, the current lag or lead, 
depending whether the resistance—inductance term, or the capac- 
ity term preponderates in the line constants, as discussed before. 

Equations (27) may also be written in the form of hyperbolic 
function, as 


1 = Age“ sinh Al sinh s(t’ — to) 
e = : А ое“ cosh Al cosh st’ 


or (28) 
i= Aye“ sinh Al cosh s(t’ — to) 


e= ae Aye“! cosh hl sinh st’ 


31. Still another form of equations (9) is given by the substitu- 
tion, 


Ce = Beth en 
Cs == Beh gn 
Cs = Вен) вва (29) 


en = Већа 


с = ert 
this gives 


4 = Bent { etelt!—to) (е, T eH!) ==, 9007—10) (geh) + 
e 0—10) ] 
L | ; А (80) 

е = — ти они + e ) + e (etra —lo) + 


eU) 


where 
i! 


|| 


l-h 


|| 
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Equations (80) can be written in hyperbolic functions in the 
form 


1 = BecUt[et*U'—te cosh hl’ — etto cosh h (И — lo} 


e= — ву ечен sinh hl’ + e7*" sinh h W — lo)} 


or (82) 
i = Веч et? t—to sinh hl! — e-t sinh h (I — 19] 


= — Bale e"! fete’ cosh hl’ + e^" cosh A (V — 10) } 


В. Periopic IMPULSES 


32. A periodic impulse is an electrical effect, in which the elec- 
trical distribution is periodic in space, or can be represented by 
a periodic function, such as а trigonometric series. In time, 
however, it is non-periodic. 

As any function can be represented within limits by a trigo- 
nometric series, it follows, that any electrical distribution can 
be represented by a trigonometric series with the complete cir- 
cuit as one fundamental wave, or a fraction thereof, and thus 
every electrical impulse can be considered as periodic within 
the limits of its circuit. | 

As seen in the preceding (page 483), the periodic impulse is 
characterized by 











8° < т? 
4 = 0 
ћ= 0 
33 
k = VLČ (m3 — s?) G3) 
or 8 = me — LC 
Substituting these values in equations (55) gives 
Сі == : 
Со = 
" mts. , ЈЕ 34 
af = LT = б ELAN (89 





кыз L mos ait 
e k NO Nm-4-s смс 
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where 
m + 
m — 
Substituting (33), (84) and (35) into equations (53) and (54), 
and substituting, 


с 


(85) 





с = 


со 


Ci = Ce = Di | 
Су + C = Dg 
Cs -— C, = D; | (89 
Са + с; = D, 
gives 
t= Xe C-O'(D, cos kl — Dea sin kl) + 
ets) t(D cos kl — D, sin Ей) | 


e = 242 | се“ (4-8) #( Do eos kl + D, sin kl) + (87) 
тесно, cos kl + Ds sin №)) 





or, considering only one group of the series, separating є“, und 
substituting, 





c = ert (38) 
hence, 
_ , loge 1 т + 8 
Meg Eo т — 8 (89) 
gives 
1 = e“t{etst(D, cos kl — Ds sin kl) + е“ "(Ра cos kl — 
D, sin ki)} 
e = ај et ++) (Do eos kl + Di sin kl) + (40) 
es (t+ to) (Dz cos ki + D; sin КЇ) | 
33. Substituting, 
D, = Ay cos kl, Ds = А, cos k (1 == 10) (41) 
1, = 4! sin kh D; = A» sin Б (lı = lo) 
and 
А; == Ае“ 
А, = + Aet | (42) 
gives 
1 = Ae #{fetal4) cos k (l+ li) + et- cos k (44, —lo)} 
е = A JL enero sin kl (1 + 11) + e (tity bey) (48) 


sin k(l +h = 10) } 
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substituting the new coórdinates of time and distance, that is, 
changing the zero point of time and of distance, by the expression: 


A = { — ty + to 

EM Е 
gives 
i = Atif etto cos kl’ + ema cos k (I — 109)] 
е= А {ен sin kl’ + e! sin k (V — б)] (45) 
or, substituting, 

А = Bee (46) 

gives 
1 = Bel’ {610—410 cos kl’ + e7U'—75? cos k (У — lo} | 
е= В B ewe sin kl’ + e" sin k (У — lo} | (an) 


where the + sign applies, if Ai and A» are of the same, the — 
sign, if А. and А» are of different sign. 
Substituting, instead of the equations (41), the equations 


D, = А, sin kh, Ds = А, sin k (ly — lo) 
Ds = Ax cos kl D, = А cos k (l5 — lo) | не 
gives 
i = Bem {ete— gin kl’ + e-*0— gin kc (И — 10) } 
(49) 


e=-—B E euren cos kl’ + et cos k (V — lo)} 


The equations (47) and (49) of the periodic impulse, are of the 
same form as the equations (32) of the non-periodic impulse, ex- 
cept that in the latter the hyperbolic functions take the place of 
the trigonometric functions in (47) and (49). 

34. From these equations (37), (40), (48), (45), (47) and (49) 
it follows: 

In the periodic impulse, (37), current and voltage each consist 
of two components, which are periodic functions of distance, but 
exponential functions of time. The second component dies out 
at a faster rate than the first component. Since the attenuation 
‘due to the energy dissipation by resistance and by conductance 
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follows the exponential term e", it follows, that the first com- 
ponent of current and voltage respectively dies out with the 
time at a slower rate, the second component at a faster rate than 
corresponds to the energy dissipation in the circuit. That is, 
the first component receives energy, the second gives off energy, 
and the second component thus continuously transfers energy to 
the first component. 

The coefficient u thus may be called the energy dissipation 
constant, the coefficient s the energy transfer constant, while и — 8 
and u + s respectively are the attenuation constants of the two 
respective components. 

By energy transfer, the first component thus increases in 
energy by et, the second decreases by e^, while both simulta- 
neously decrease by є“, by energy dissipation, as seen from (40). 

From (43), (45) and (47) it follows, that current and voltage 
are in quadrature with each other in their distribution in space, 
in either of the two components of the periodic impulse. That 
is, in each of the two components maximum current coincides 
with zero voltage, and inversely. 

From (45) and (47) it follows, that the two components of the 
periodie impulse differ in the phase of their space distribution by 
the distance J), the second component lagging behind the first 
component by the distance б. 

In each of the two components of the periodic impulse, the 
current lags behind the voltage by the time to. 

Current and voltage thus are in quadrature with each other 
in space, and displaced from each other in time, by the “time 
displacement" to. 

From equations (89) it follows, that to is positive, that is, the 
current lags behind the voltage by time to, if m is positive, and 
ty is negative, that is, the current leads the voltage, if m is nega- 
tive. 


| = | а | 

Since m = 14 (= 5), it follows: 
The current lags behind the voltage, if т > e that is, if the 

inductance effect preponderates, and 
The current leads the voltage, if - > P that is, if the capacity 


effect preponderates. 


4 


x 
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35. From (47) it follows: 
The voltage equals the current times the surge impedance 2 = 
NE but is in quadrature with it in space, and the current is lag- 


ging by to in time. 
By the conditions of existence of the periodic impulse, 8 must 
numerically be smaller than m. 


8 = 0 gives 
By (89) sto = 0 
By (88) k = mV LC 
and by (49) 


i = Be™{ cos КИ + cos (# — ђ)] | 


e=B Z ече [sin kl' + sink (У — 10)} = 


hence, current and voltage are in phase in time, but in quadrature 
in space. 
s = m gives 
k=0 
Hence, from (40) 


1 = e (Det! + Ре") 


NC E74 е") + Пе“ "+ 


| 


е 


hence, substituting for u and m, 


0 


7: T 
т = Dyt! + Dez! 


(51) 
pes A. (Dj'e—6 (2+0) Ае (05-20) | 


where 
д, = Dot 


52 
Di = П.е (5 ) 


In this impulse, the capacity terms and the inductance terms 
are separate, and current and voltage are uniform throughout 
the entire circuit. | 

36. The constants D or A ог B are determined, as integration 
constants, by the terminal conditions of the problem. 
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For instance, if at the starting moment of the impulse, that is, 
at time t = 0, the distribution of current and of voltage through- 
out the circuit are given, it is, by (87), for t = 0, 

4 


|| 


2 (0, + Ds) cos kl — (Dz + Dy sin kl] | 
L ( р, 4. Ds Ds\ i (53) 
82 C UE cos kl + СОКЕ: sin kl 


The development of the given distribution of current and vol- 
tage into a Fourier series thus gives in the coefficients of this 
series the equations determining the constants D, De, Ds, Da. 


6 


| 


CHAPTER IV. 
DISCUSSION OF GENERAL EQUATIONS. 


37. In Chapter I the general equations of current and voltage 
were derived for a circuit or section of a circuit having uniformly 
distributed and constant values of r, L, g, C. These equations 
appear as a sum of groups of four terms each, characterized by 
the feature that the four terms of each group have the same values 
of s, q, h, k. : 

Of the four terms of each group, 71, їз, £s, 44 ОГ €i, ез, ©з, 64 
respectively (equations (53) and (54) of Chapter I), two contain 
the angles (gt — kl): 5, е and ts, ез; and two contain the angles 
(qt + kl): 52, ез апа 14, е4. 

In the terms 4,, e, and t, ез, the speed of propagation of the 
phenomena, follows from the equation 


gt — kt = constant, 
thus: 


hence is positive, that is, the propagation is from lower to higher 
values of 1, or towards increasing J. | 
In the terms t, e, and ?, e, the speed of propagation from 


gt + kl = constant 
is 


hence is negative, that is, the propagation is from higher to 
lower values of J, or towards decreasing /. 

Considering therefore %,, e, and 7,, e, as direct or main 
waves, t, e, and т,, e, are their return waves, or reflected waves, 
and т,, e, is the reflected wave of à, e,; ?,, e, is the reflected wave 
Of ћу ез. 

407 
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Obviously, 55, e; and 24, e may be considered as main waves, 
and then 21, e; and 25, ез are reflected waves. Substituting ( — 1) 
for (+ 1) in equations (53) and (54) of Chapter I, that is, looking 
at the circuit in the opposite direction, terms 2, ёз and 71, е, and 
terms 74, e, and ?з, ез merely change places, but otherwise the 
equations remain the same, except that the sign of 7 is reversed, 
that is, the current is now considered in the opposite direction. 

Each group thus consists of two waves and their reflected 
waves: ?, — 2, and e, + e, is the first wave and its reflected 
wave, and 7, — 2, and e, + e, is the second wave and its 
reflected wave. 

In general, each wave and its reflected wave may be con- 
sidered as one unit, that 15, we can say: 7 = 4, — ?, and е = 
е, + e, is the first wave, and 7” = 4, — i, and e" =e, + e, is 
the second wave. 

In the first wave, 7, е’, the amplitude decreases in the direction 
of propagation, e^" for rising, et” for decreasing l, and the 
wave dies out with increasing time # by e (^79! = е7 ets, 

In the second wave, 7", e", the amplitude increases in the 
direction of propagation, «+” for rising, €^" for decreasing |, 
but the wave dies out with the increasing time i by «7679: 
= g^. e75 that is, faster than the first wave. 

If the amplitude of the wave remained constant throughout 
the circuit — as would be the case in a free oscillation of the 
circuit, in which the stored energy of the circuit is dissipated, 
but no power supplied one way or the other — that is, if h = 0, 
from equation (59) of Chapter I, s = 0; that is, both waves coin- 
cide and form one, which dies out with the time by the decrement 
e, 

It thus follows: In general, two waves, with their reflected 
waves, traverse the circuit, of which the one, 2", e", increases in 
amplitude in the direction of propagation, but dies out corre- 
spondingly more rapidly in time, that is, faster than a wave of 
constant amplitude, while the other, 2’, e’, decreases in amplitude 
but lasts a longer time, that is, dies out slower than a wave of 
constant amplitude. In the one wave, 7”, e", an increase of 
amplitude takes place at a sacrifice of duration in time, while in 
the other wave, 2’, е’, a slower dying out of the wave with the 
time is produced at the expense of a decrease of amplitude during 
its propagation, or, in 7", e" duration in time is sacrificed to 
duration in distance, and inversely in 7’, e'. 


de 


ESI 
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It is interesting to note that in a circuit having resistance, 
inductance, and capacity, the mathematical expressions of the 
two cases of energy flow; that is, the gradual or exponential 
and the oscillatory or trigonometric, are both special cases of 
the equations (63) and (64) of Chapter I, corresponding respec- 
tively tog = 0,6 = 0 and toh = 0, s = 0. 

38. In the equations (53) and (54) of Chapter I 


qi = 3m 


gives the time of a complete cycle, that is, the period of the wave, 


рт 
ma 
and the frequency of the wave is 
x ын 
27 
kl = 27 
gives the distance of a complete cycle, that is, the wave length, 
Az 
(Жа э 
10 k 2 


(u — 85): = 1 and (4 +8) = 1 
give the time, 


is 








1 
and ¿”= vc 


1 З 
during which the wave decreases to m 0.3679 of its value, and 


М = 1 
gives the clistance, 


1 
, = 7, 


1 


over which the wave decreases to : — 0.3679 of its value; 


that is, gis the frequency constant of the wave, 


њи 22; (1) 
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kis the wave length constant, 


2; 
1, ==; (2) 








1 
[ү = 
u~s 
(3) 
t Mf 1 ; 
+ utes 
and л is the distance attenuation constant of the wave, 
1 
[ =>. 4 
| Rh (4) 


39. If the frequency of the current and emf. is very high, 
thousands of cycles and more, as with traveling waves, lightning 
disturbances, high-frequency oscillations, etc., g is a very large 
quantity compared with s, u, m, h, k, and k is a large quantity 
compared with A, then by dropping in equations (53) to (64) of 
Chapter I the terms of secondary order the equations can be 
simplified. 

From (57) of Chapter I, 


28 (g — т?) |? 
,Q — т? 
q + т? 


= (0 + т?) | + 





= Фф + т + 8 
= Ф + т? + 8 
= Ф, 
h=V V} [R F $-—q m} =s VIC, 
b= VIO V [E SY ETT] Lame aam] е 
№? + e = (5 + Фф) 10 = eL, 


== ——————— —M——— ——— — == 
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ahs), gb _ ЈЕ 


„л ж ош. 


orn о + 8) — qh p_a VLC (т a ВИМЕ 
1 h + k LC = q С? 


Е (т = в) + gh, УТС (т — 8) + qs VLC, m Т. 


f 


Ca 12 + ke | ф LC q C 
that is, 
L 
С, == = C 
and (9) 
m, JL 
сү = с, = Т 2. 
Writing 
e= VLC 


, EE (7) 
a 


where с is the reciprocal of the speed of propagation (velocity 
of light), we have 


h = os, | 
& 
ime] (8) 
= and ses 
т (9) 
б = с, EE 


and introducing the new independent variable, as distance, 


= сї, (10) 
we have 
kl = ga 
and | (11) 
hl = 81; 
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hence, the wave length is given by 


0л = 2 я 
as 
2л 
Ay = q ’ (12) 
and since the period is 
d ‘ 
^ c q’ 


it follows that by the introduction of the denotation (10) distances- 
are measured with the velocity of propagation as unit length, and 
wave length 1, and period t thus have the same numerical 
values. 

The use of the velocity of propagation as unit of length of 
electric circuits such as transmission lines offers many ad- 
vantages in dealing with transients, and therefore is generally 
advisable. 

Substituting now in equations (63) and (64) of Chapter I 
gives 


i = еу fe" D, [g (7 2]-e** D, [g E+] @) 
+ є7*%-® D, [g(t — 2)]—-«7* €*9 D, [g (£4- 2)]] G7) (13) 
and 
e = eH e 079 Н, [0 42) e** 699 Hg 2] (e) 
Tos Н [g (— 2) +e H lg @-Е3)]}, (6) (14) 
where 
D(¢a@+A)]=Coosqtt 2) + C'sinq (t + 1) 
and = 
Hg (+ 2] = ү or C) сову (# + 2 
CIN 
- (C  C')sing ( + nt. (15) 
40. As seen from equations (13) and (14), the waves are 
products of є“ and a function of (#— Х) for the main wave, 
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(t + 4) for the reflected wave, thus: 
1, +i = 6 Uf, (E À) | 


1, + а = 67 "f, E+ А); 
hence, for constant (¢ — 4) on the main waves, and for constant 
(i + 2) on the reflected waves, we have 


5, +i = Ве“ | 


and (16) 


| 


and (17) 
i, + i = Ва“, J 

that is, during its passage along the circuit the wave decreases 

by the decrement «~™, or at a constant rate, independent of 

frequency, wave length, etc., and depending merely on the 

circuit constants r, L, g, C. The decrement of the traveling 

wave in the direction of its motion is 


1/r 
g = c 2 (z +0): 
and therefore is independent of the character of the wave, for. 
instance its frequency, etc. 

41. The physical meaning of the two waves 7’ and e’ can best 
be appreciated by observing the effect of the wave when travers- 
ing a fixed point 4 of the circuit. 

Consider as example the main wave only, У = t, + ty and 
neglect the reflected waves, for which the same applies. 

From equation (74), | 

i = eA“ OD [g (E — 2)] + et A! D, [g E — 2)]; (18) 
or the absolute value is: 

1 = De moman $ Dearne (19) 


where D, and D, have to be combined vectorially. 
Assuming then that at the time # = 0, J = 0, for constant À 
we have 


РД 


1 = р са, Жз g OE (20) 


the amplitude of 7 at point 4. 
Since (81) is the difference of two exponential functions of 
different decrement, it follows that as function of the time ї, 1 
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rises from 0 to a maximum and then decreases again to zero, as 
shown in Fig. 98, where 


1, = Demot, 
[га De. 
des 


and the actual current ? is the oscillatory wave with J as envelope. 
The combination of two waves thus represents the passage of 

a wave across a given point, the amplitude rising during the 

arrival and decreasing again after the passage of the wave. 








Fig. 98. Amplitude of electric traveling wave. 


42. If h and so also s equal zero, 7, e’ and ?", e" coincide in 
equations (13) and (14), and C, and C, thus can be combined 
into one constant B,, С, and С, into one constant B,, thus: 


Cy pe. = By 
со Су = By 21 
Су C; = Ву Pn 


Cy qo = Ву, 
and (13), (14) then assume the form 


1 = “УВ, cos q @ — 4) + В’ sing (t — 2)] 
– [B, cosg @+ 2) + B/smg(t4- 5), (22) 


= vé [в - B, cos g (—2) — (AB. B/) 


sing (t—2) |+| (7B; —B, Jeosq @+ 2) -(B, +B,’ Jsinq(t-- 2) |+: 
q q pes 
(23) 
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These equations contain the distance А only in the trigono- 
metric but not in the exponential function; that is, 2 and e 
vary in phase throughout the circuit, but not in amplitude; or, 
in other words, the oscillation is of uniform intensity throughout 
the circuit, dying out uniformly with the time from an initial 
maximum value; however, the wave does not travel along the 
circuit, but is a stationary or standing wave. Itis an oscillatory 
discharge of a circuit containing a distributed r, L, g, C, and 
therefore is analogous to the oscillating condenser discharge 
through an inductive circuit, except that, due to the distributed 
capacity, the phase changes along the circuit. The free oscilla- 
tions of a circuit such as a transmission line are of this character. 

For 4 = 0, that is, assuming the wave length of the oscillation 
as so great, hence the circuit as such a small fraction of the wave 
length, that the phase of 7 and e сап be assumed as uniform 
throughout the circuit, the equations (22) and (23) assume the 
form 


i = £7 B, cos gt + Ву sin gt] 
and (24) 
T | (e ) | (= Jsi | 
= 4/7454 |—В'— В ) cos gt — {B+B )sin qi e; 
C q 1 q : 


these are the usual equations of the condenser discharge through 
an inductive circuit, which here appear as a special case of a 
special case of the general circuit equations. 

If q equals zero, the functions D and Я in equations (13) and 
(14) become constant, and these equations so assume the form 


ex. 
| 


Lg S utem + Ce 


| к Ты. a Cer 
and (25) 


vz gout | (t~A) 4 Bese) 


oe [В +s (EA) + Be t AE 


a 
| 
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where 
B=—C’-C. (26) 


This gives expressions of current and e.m.f. which are no 
longer oscillatory but exponential, thus representing a gradual 
change of 7 and е as functions of time and distance, corresponding 
to the gradual or logarithmic condenser discharge. For А = 0, 
these equations change to the equations of the logarithmic con- 
denser discharge. 

These equations (25) are only approximate, however, since in 
them the quantities s, и, л have been neglected compared with 
q, assuming the latter as very large, while now it is assumed as 
Zero. 

43. If, however, 


Ly. Gy. 
n-z(rz-t)-0 (27) 
that is, 
тй 
19 (28) 
or 
r-g-LaC, 


or, in words, the power coefficients of the circuit are proportional 
to the energy storage coefficients, or the time constant of the 


electromagnetic field of the circuit, Dp equals the time constant 
of the electrostatic field of the circuit, A then 
u = 7 = 5 = time constant of the circuit, (29) 


and from equation (57) of Chapter I 


В = 82 + 4, 
h = УТО = оз, (80) 


k = gV LČ = a, 
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_and from equation (55) of Chapter I 


1, L 
ae ae g^ 
c, = 0, ) 
(81 
а ЛЕ ше 
PRESA I EE 
and а C 
Cf = , 


hence, substituting in equations (53) and (54) of Chapter I, 


ime (ete079 D, [g @ — 2] — e****9 D, [q (+ 4) 
+ eG р, [g (t — 2] — e7**9 D. [а (t + 21) (82) 


and 


e =- VET (ert) ру @ — 2] + eH D, la + D] 


+ «79659 Р, [g (£— 2)] + e7*€*9 D [a (t + DY}. 
(33) 


These equations are similar to (18) and (14), but are derived 
here for the case m = 0, without assumptions regarding the 
relative magnitude of q and the other quantities: “distortionless 
circuit.” 

These equations (32) and (33) therefore also apply for д = 0, 
and then assume the form 


dude L' ([G e во Се“ 50791—[C,e ** UTR Oe et (34) 


Рр — vac Cete о + C789] 
+ [Cte + ЕР АЈ (85) 


These equations (34) and (85) are the same as (25), but in the 
present case, where m = 0, apply irrespective of the relative 
values of the quantities s, etc. 

Therefore in a circuit in which m = 0 a transient term may 
appear which is not oscillatory in time nor in space, but 
changing gradually. 








EEUU eee 
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If the constant Л in equations (53) and (54) differs from zero, 
the oscillation (using the term oscillation here in the most general 
sense, that is, including also alternation, as an oscillation of zero 
attenuation) travels along the circuit, but it becomes stationary, 
as a standing wave, for h = 0; that is, the distance attenuation 
constant À may also be called the propagation constant of the 
wave. 

h — 0 thus represents a wave which does not propagate or 
move along the circuit, but stands still, that is, a stationary or 
standing wave. 

If the constant А in equations (53) and (54) of Chapter I differs 
from zero, the oscillation (using the term oscillation here in the most 
general sense, that is, including also alternation, as an oscillation 
of zero attenuation) travels along the circuit, but it becomes 
stationary, as a standing wave, for h = 0; that is, the distance 
attenuation constant А may also be called the propagation con- 
stani of the wave. 

h = 0 thus represents а wave which does not propagate or 
move along the circuit, but stands still, that is, a stationary 
or standing wave. 


nu 


CHAPTER V. 


STANDING WAVES. 


44, If the propagation constant of the wave vanishes, 
h = 0, 


the wave becomes a stationary or standing wave, and the equa- 
tions of the standing wave are thus derived from the general 
equations (53) to (64) of Chapter I, by substituting therein h = 0, 
which gives 


R? = У (P - Lom): (1) 
hence, if P)» LCm, 

RZ =k — ГСту; 
and if № < LC’, 


R? = LO – 02. 


Therefore, two different cases exist, depending upon the rela- 
tive values of 22 and LCm?, and in addition thereto the inter- 
mediary or critical case, in which А = ДС, 

These three cases require separate consideration. 


шт we (34-07 = {aV z Vay c 


is a circuit constant, while & is the wave length constant, that is, 
the higher k the shorter the wave length. 
A. Short waves, 


№? > 1,02%, (8) 
hence, 
RZ == 1? — LCm (4) 
and 
8 = 0, 


„2 
q= Vis — пр, (5) 
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or approximately, for very large k, 


k 
{=--=. 
17 VIG 59) 
Herefrom then follows 
L 
б, = = = б, 
e = aoe E 
7) 
C, = б = | 
2 7 t = 0, 
mL 
and z G= up ét. 


Substituting now A = 0 and (5), (6) in equations (53), (54), of 
Chapter I, the two waves У, е! and 2", e” coincide, and all the 
exponential terms reduce to e~t; hence, substituting 


Б, = С, + Су 
с, i5 
B, = Cy an Cas 
and B/ = (С, + Cj 
gives 
t= e~™ [[B, cos (qt — kl) + В, sin (qt — kl)] 
— [B, cos (4 + kl) + В, sin (gt + kl)}} (9) 
and | 


e= zac {[(mB,’ — qB,) cos (gt — kI) — (mB,+qB,’) sin (qt— kI)] 
+ [тв —qB,) cos (gt+kl) — (mB, +qB,/) sin (gi+kl)]}. (10) 


Equations (9) and (10) represent a stationary electrical oscil- 
lation or standing wave on the circuit. 


B. Long waves, 
k? < LCm?*; (11) 


i 
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hence, 
E? = LOr? — k. (12) 
and 
ina 
8 = у та — то & 
q = 0, 


or approximately, for very small values of 5, 


l/r д 
8 == 7 == x — 5); (14) 


herefrom then follows 
с, = е, = 0, 
с = Os s)L 


and (15) 
SA (m—s)L | 


А k 








Substituting now h = 0 and (13), (15) into (53) and (54) of 
Chapter I, the two waves 2’, e' and i”, e" remain separate, having 
different exponential terms, «~~ and є “+9, but in each of 
the two waves the main wave and the reflected wave coincide, 
due to the vanishing of q. 

Substituting then 


B, = C, — C, 
B/^-C/ qup 
1 1 2 (16) 
BSC, 
and BY = Of + CY; 


gives 


i = sf (Byet™ + Bem") cos kl- (Bet + BY е“) sin Kl] 
(17) 


А Lar OP а a ate rg ЖЫ УЕ КЕЛИ 
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and 
L – , Poms a 
ease v [m + s) Be*s + (m — s) Ве) cos kl 


+ [On + 8) Bet + (m— s) B,s- У] sin hi} 


7 e= [n[(B'e** + By«-*) cos kl 
+ (B,e** + B,e7*) sin KL] (18) 

+ s[(B,'s** — Ва“ +) cos kl 

+ (Bist — Bye—*) sin КД] 
Equations (17) and (18) represent a gradual or exponential 
circuit discharge, and the distribution still is a trigonometric 
function of the distance, that is, a wave distribution, but dies out 


gradually with the time, without oscillation. 
C. Critical case, 


E = Lom (19) 
hence, 
Rj = 0, 
s = (), (20) 
q = 0, 
and 


€, = б, = 0, 


[| 
С? 
[| 
3 
-| È, 
| 
Но 
| 
сз. 


i (21) 
6 . 


and all the main waves and their reflected waves coincide when 
substituting A = 0, (20), (21) in (53) and (54) of Chapter I 
Hence, writing 
В =C -C, +0,- C, 7 
and (22) 
B’ MENS cy + C + CZ + 64 
gives 


ї = 7“ {В cos kl — B' sin kl} (23) 
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and 


ё = Jae (В' cos kl + B sin kl]. (24) 


In the critical case (23) and (24), the wave is distributed as 
a trigonometric function of the distance, but dies out as a 
simple exponential function of the time. 

45. An electrical standing wave thus can have two different 
forms: it can be either oscillatory in time or exponential in time, 
that is, gradually changing. It is interesting to investigate the 
conditions under which these two different cases occur. 

The transition from gradual to oscillatory takes place at 


Ку = mLC; (25) 


for larger values of Æ the phenomenon is oscillatory; for smaller, 
exponential or gradual. 

Since / is the wave length constant, the wave length, at which 
the phenomenon ceases to be oscillatory in time and becomes a 
gradual dying out, is given by (2) of Chapter IV as 

à 
loo = d, 
D (26) 
m VIG 
In an undamped wave, that is, in a circuit of zero r and zero g, 
in which no energy losses occur, the speed of propagation is 
us db. 
bk VEC’ (27) 
and if the medium bas unit permeability and unit inductivity, it 
is the speed of light, 
S, = 8 X 108. (28) 


In an undamped circuit, this wave length J, would correspond 
to the frequency, 
Б» 
VLC 





qu = = m; 
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hence, from (1) of Chapter IV, 
т 
" 0 ox = Ол ' (29) 
The frequency at the wave length J, is zero, since at 
this wave length the phenomenon ceases to be oscillatory; that 18, 
due to the energy losses in the circuit, by the effective resistance 7 
and effective conductance g, the frequency f of the wave 18 
reduced below the value corresponding to the wave length Lu 
the more, the greater the wave length, until at the wave length 
ба, the frequency becomes zero and the phenomenon thereby 
non-oscillatory. This means that with increasing wave length 
the velocity of propagation of the phenomenon decreases, ancl 
becomes zero at wave length М. 


If ПРЕС = 0, 
k, = Oandl, = о; 
that is, the standing wave is always oscillatory. 
If mLC = o, 
Е = œ andl, = 0; 
that is, the standing wave is always non-oscillatory, or gradually 
dying out. 
In the former case, m?LC = 0, or oscillatory phenomenon, 
substituting for m, we have 


and 


or 
TC — gL = 0 (distortionless circuit). 


In the latter case, m?LC = с, or non-oscillatory or exponen- 
tial standing wave, we have 


посо (Ex 
L б 
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and since neither r, g, L, nor C can be equal infinity it fol- 
lows that either L = OorC = 0. 

Therefore, the standing wave in a circuit is always oscillatory, 
regardless of its wave length, if 


rC — gL = 0, (30) 
or 
т L 
See 31 
g О? ( ) 
that is, the ratio of the energy coefficients is equal to the ratio 
of the reactive coefficients of the circuit. 

The standing wave can never be oscillatory, but is always 
exponential, or gradually dying out, if either the inductance L or 
the capacity C vanishes; that 15, the circuit contains no capacity 
or contains no inductance. 

In all other cases the standing wave is oscillatory for waves 


bs | 2л 
shorter than the critical value bo S where 
to 


kj = тС fr z9 Vē (32) 


and is exponential or gradual for standing waves longer than the 
critical wave length lẹ; or for k < k, the standing wave is 
exponential, for k > k, it is oscillatory. 

The value А, = m “LC thus takes a similar part in the theory 
of standing waves as the value ry = 4 L,C, in the condenser 
discharge through an inductive circuit; that is, it separates 
the exponential or gradual from trigonometric or oscillatory 
conditions. 

The difference is that the condenser discharge through an 
inductive circuit is gradual, or oscillatory, depending on the 
circuit constants, while in a general circuit, with the same circuit 
constants, usually gradual as well as oscillatory standing waves 
exist, the former with greater wave length, or 


m VLC > k, (33) 


the latter with shorter wave length, or 
mVIC <k. (84) 
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An idea of the quantity k, and therewith the wave length L., 
at which the frequency of the standing wave becomes zero, or 
the wave non-oscillatory, and of the frequency f, which, in an 
undamped circuit, will correspond to this critical wave length La, 
can best be derived by considering some representative numerical 
examples. 

As such may be considered: 

(1) A high-power high-potential overhead transmission line. 

(2) A high-potential underground power cable. 

(3) A submarine telegraph cable. 

(4) A long-distance overhead telephone circuit. 


(1) High-power high-potential overhead transmission line. 


46. Assume energy to be transmitted 120 miles, at 40,000 
volts between line and ground, by a three-phase system with 
erounded neutral. The line consists of copper conductors, wire 
No. 00 В. and 5. gage, with 5 feet between conductors. 

Choosing the mile as unit length, 


т = 0.41 ohm per mile. 
The inductance of a conductor is given by 


L=] (2 log. ^ + £) 107%, in henrys, (35) 
where / = the length of conductor, in em.; 2. = the radius of 
conductor; ба = the distance from return conductor, and yp = 
the permeability of conductor material. For copper, и = 1. 

As one mile equals 1.61 х 10° cm., substituting this, and 
reducing the natural logarithm to the common logarithm, by the 
factor 2.3026, gives 


l : 
TA (0.7415 log 2 + 0.0805), in mh. per mile. (36) 
For l, = 0.1825 inch and /, = 60 inches, | 
L — 1.95 mh. per mile. 
The capacity of a conductor is given by 


Qu. | 10°, in farads, (37) 


[252 log. 


A 
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where S, = 3 X 109 = the speed of light, and д = the allow- 
ance for capacity of insulation, tie wires, supports, etc., assumed 
as 5 per cent. 

Substituting S,, and reducing to one mile and common loga- 
rithm, gives 





С = 0.0808; yin mf.; (38) 
log 2 i, 
hence, in this instance, 
C = 0.0162 mf. 


Estimating the loss in the static field of the line as 400 watts 
per mile of conductor gives an effective conductance, 


400 


= 30000 7 0.25 x 107° mho, 
2 


which gives the line constants per mile asr — 0.41 ohm; L — 
1.95х 107? henry; g = 0.25 X 107% mho, and C = 0.0162 x 107? 
farad. 

Herefrom then follows 


lr ду 1 
“= 2 (р+5)- 5 (210 + 15.5) = 113, 


"= (7 - 2- 97, 
c = УТО = V31.6 x 107" = 5.62 x 107, 
= m УТО = 545 x 107; 
hence, the critical wave length is 


272 . 
L, = >— = 11,500 miles, 
0 Е, 


and in ар undamped circuit this wave length would correspond 
to the frequency of oscillation, 


=; = = 15.7 cycles per sec. 
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Since the shortest wave at which the phenomenon ceases to be 
oscillatory is 11,500 miles in length, and the longest wave which 
can originate in the circuit is four times the length of the circuit, 
or 480 miles, it follows that whatever waves may originate in this 
circuit are by necessity oscillatory, and non-oscillatory currents 
or voltages can exist in this circuit only when impressed upon it 
by some outside source, and then are of such great wave length 
that the circuit is only an insignificant fraction of the wave, and 
great differences of voltage and current of non-oscillatory nature 
cannot exist, as standing waves. 

Since the difference in length between the shortest non- 
oscillatory wave and the longest wave which can originate in the 
circuit is so very great, it follows that in high-potential long- 
distance transmission circuits all phenomena which may result 
in considerable potential differences and differences of current 
throughout the circuit are oscillatory in nature, and the solution 
case (4) is the one the study of which is of the greatest 
importance in long-distanee transmissions. 

With a length of cireuit of 120 miles, the longest standing wave 
which ean originate in the circuit has the wave length 


і = 480 miles, 


and herefrom follows 


Кш i. = 0.0134 


1D 


and 
E Е 0.0134? 
LC 316 x 107? 


hence, in the expression of qin equation (101), 


ps Ж ~ n? 


= V5.7 X 10° — 0.00941 x 108, 


= 5.7 x 10°; 


m is negligible compared with <- I "E that is, 
| k _ _ 0.0134 
А Ер CAL 2880; (89) 


VIC 5.62 ҳ 1056 
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or 


= 380 cycles per sec. 





q 
Ju 


Hence, even for the longest standing wave which may origi- 
nate in this transmission line, 9 = 2380 is such a large quantity 
compared with m = 97 that m can be neglected compared with 
q, and for shorter waves, the overtones of the fundamental wave, 
this is still more the case; that is, in equation (9) and (10) the 


terms with m may be dropped. In equation (10) - thus be- 


come common factors, and since from equation (39) 


Le — L 
= МЕ (40) 


by substituting m = 0 and (40) in (9) and (10) we get the 
general equations of standing waves in long-distance transmission 
lines, thus: 


$ =e“ В, cos (gt — kl) + В, sin (qt — kl)] 
— [B, cos (gt + М) + В, sin (gt + &D)]], (41) 


ё =— Vee“ (LB, cos (gt — kl) + В, sin (qt — kl] 
+ [B, cos (qi + kl) + В, sin Qi+hl)]}, (42) 


or 
e = e^" ([A, cos gt + kl) + А, sin (gt + kD] 
+ [A, cos (gt — kl) + А, sin (gt — Му]}, (43) 
i = ie e^" (LA, cos (gt + kl) + А, sin (gt + 50] 
— [A, cos (gt — kl) + А, sin (gt — kD]], (44) 
where 


L L 
A,=- Мез, A, =— УВ, ete. 


(2) High-potential underground. power cable. 
47. Choose as example an underground power cable of 20 
miles length, transmitting energy at 7000 volts between con- 





SER LS чет 
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ductor and ground or cable armor, that is, a three-phase three- 
conductor 12,000-volt cable. 

Assume the conductor as stranded and of a section equiva- 
lent to No. 00 B. and 8. G. 
the expression for the capacity, equation (23), multiplies with 
the expression for the capacity, equation (119), multiplies with 
the dielectric со or specific capacity of the cable insula- 
tion, and that "d Л 4 is very small, about three or less; or taking the 
values of the circuit constants from tests of the cable, we get 
values of the magnitude, per mile of single conductor, r = 0.41 
ohm; L = 0.4 x 107? henry; g = 107° mho, corresponding to a 
power factor of the cable-charging current, at 25 cycles, of 
1 per cent; С = .6 x 107° farad. 

Herefrom the following values are obtained: и = 518, т = 512, 
с = VLC = 15.5 X 1075, k, = m VLC = 7.95 x 107, and the 
critical wave length is /, = 790 miles, and the frequency of an 
undamped oscillation, corresponding to Z is f, = 81.5 cycles 
per second. 

Ás seen, in an underground high-potential cable the critical 
wave length is very much shorter than in the overhead long- 
distance transmission line. At the same time, however, the 
length of an underground cable circuit is very much shorter than 
that of a long-distance transmission line, so that the critical wave 
length still is very large compar ed with ‘the greatest wave length 
of an oscillation originating in the cable, at least ten times as 
great. Which means that the discussion of the possible рће- 
nomena in any overhead line, under (1), applies also to the under- 
ground high-potential cable circuit. 

In the present example the longest standing wave which may 
originate in the cable has the wave length 


lp = 80 miles, 
which gives 
= 0.0785 
and 
Ё 


— = 5070, 
ALCO 


„ҖЕ 
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or about ten times as large as m, so that m can still be neglected 
in equation (26) of Chapter IV, and we have 


k 
= —— = 5070, 
VLC 
or / = 810 cycles per second, 


and the general equations of the phenomenon in long-distance 
transmission lines, (27) to (29), also apply as the general equa- 
tions of standing waves in high-potential underground cable 
circuits. 

(3) Submarine telegraph cable. 

48. Choosing the following values: length of cable, single 
stranded-conduetor, ground return, = 4000 miles; constants per 
mile of conductor: r = З ohms, L = 107? henry, g = 10-* mho, 
апа 6 = 0.1 x 107° farad, we get u=1500;m = 1500; 7 = VLC 
= 10 x 1075, and k, = m VLC = 15 x 107°, from which the 
critical wave length is J, = 418 miles, and the corresponding 
frequency ј = 239 cycles per second. 

From the above it is seen that in a submarine cable the critical 
wave length L, is relatively short, so that in long submarine 
cables standing waves may appear which are not oscillatory in 
time but die out gradually, that is, are shown by the equation 
of ease B. In such cables, due to their relatively high resist- 
ance, the damping effect is very great; u = 1500, and standing 
waves, therefore, rapidly die out. 

In the investigation of the submarine cable, the complete 
equations must therefore be used, and q cannot always be 
assumed as large compared with m and u, except when dealing 
with local oscillations. 

(4) Long-distance overhead telephone circuit. 

49. Consider a telephone circuit of 1000 miles length, metallic 
return, consisting of two wires No. 4 В. and 8. G., 24 inches 
distant from each other. 

Calculating in the same way as discussed under (1), the follow- 
ing constants per mile of conductor are obtained: r = 1.31 ohms, 
L = 1.84 х 1073 henry, and С = .0172 X 107° farad. | 

As conductance, g, we may assume 

(a) g = 0; that is, very perfect insulation, as in dry weather. 

(b) g = 2.5 X 1079; that is, slightly leaky line. 
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(c) g = 12 X 1075; that is, poor insulation, or a leaky line. 

(d) g = 40 X 1075; that is, extremely poor insulation, as 
during heavy rain. 

The condition may also be investigated where the line is 
loaded with inductance coils spaced so close together that in 
their effect we can consider this additional inductance as uni- 
formly distributed. Let the total inductance per unit length 
be increased by the loading coils to 


І, = 9 x 107A, 


or about five times the normal value. 
Denoting then the constants of the loaded line by the index 1, 
we have: 


Quantity 


Једва 
— 211 


VIC = 5.63 (10-5 


VLO = 19.45 x 10-6 


т м0 = 210-8 1.6x10-5 | 33.7 x10-95 | 4.56 10-3 
910 x10 -^ 3.45 xX10-? | 13.5. x 10-3 
3,140 187,000 1,380 
1,820 464 
0,96 128 
44 > 178 








In a long-distance telephone line, distributed leakage up to a 
certain amount increases the critical wave length and thus 
makes even the long wave oscillatory. Beyond this amount 
leakage again decreases the wave length. Distributed induc- 
tance, as by loading the line, increases the critical wave length 
if the leakage is small, but in a very leaky line it decreases the 
critical wave length, and the amount of leakage up to which an 
increase of the critical wave length occurs is less in a loaded line, 
that is, in a line of higher inductance. 


ES! 
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In other words, a moderate amount of distributed leakage 
improves a long-distance telephone line, an excessive amount of 
leakage spoils it. An increase of inductance, by loading the line, 
improves the line if the leakage is small, but may spoil the line 
if the leakage is considerable. The amount of leakage up to 
which improvement in the telephone line occurs is less in a 
loaded than in an unloaded line; that is, a loaded telephone line 
requires a far better insulation than an unloaded line. 


CHAPTER VI. 
TRAVELING WAVES. 


50. As seen in Chapter V, especially in electric power cir-. 
cuits, overhead or underground, the longest existing standing 
wave has a wave length which is so small compared with the 
critical wave length — where the frequency becomes zero — that 
the effect of the damping constant on the frequency and the 
wave length is negligible. The same obviously applies also to 
traveling waves, generally to a still greater extent, since the 
lengths of traveling waves are commonly only a small part of the 
length of the circuit. Usually, therefore, in the discussion of 
traveling waves, the effect of the damping constants on the fre- 
quency constant q and the wave length constant k ean be 
neglected, that is, frequency and wave length assumed as inde- 
pendent of the energy loss in the circuit. 

Usually, therefore, the equations (13) and (14) of Chapter IV 
can be applied in dealing with the traveling wave. 

In these equations the distance traveled by the wave per 
second is used as unit length by the substitution 


A= cl, 

where с = VLC, 
as this brings t and ^ into direct comparison and eliminates Л and 
k from the equations by the equation (11) of Chapter IV. 

With this unit length the critical value of k, Ко = mv LC, by 
substituting (8) and (7) of Chapter IV, gives go = m, and the 
condition of the applicability of equations (13) and (14) of 
Chapter IV, therefore, is that g be a large quantity compared 
with go = m. 

In this case 7 is a small quantity, and thus can usually be 


neglected in equations (15) and (14) of Chapter IV, except when 
C and C" are very different in magnitude. 
524 
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This gives, under the limiting conditions discussed above, the 
general equations of the traveling wave, thus: 


t= 67 {180-0 сова (t — A+ С, sing (1 — А)] 
— gts (+A) [C, cosg @ + Ņ+ C/ sin q 6 +d] 
+ 6750-9 [C, cos а @ — D+ Cy sing (t — 2] 
— eS [C, cos g (t + 2) + C, sin р (E 3j (1) 
and 
НЕ Vz QUU fete 0-0) [С сова (£ — 44+ С,’ sing t — 2)] 
С A тз. 
+ є**@+%® [C, cosg @ + 2)-- Cy sing (t+ 2) 
+e [C сову (t — + Cy sing (t — 2)] 
+ e7*€*9 (C, cosg (t + D+ C sing (t + 2)]], 


(2) 
Or 
6 =e) (ИГД. COS 9 (t + д) + A,’ sin q (t T 4)] 
+ e** 6-9 [4, сова (E — 2) -- А, sin q (t — 2] 
+ eTEN [A cos (E + 2+ Ag sing @ + 2)] 
+ s79*079 [A, cosg (£ — А) + А; sinq (t — 2)]] (3) 
and 
— 67659 [4, cos g Œ — 2) + А, sin g (t — A] 
+ є7#@+® (А, cosg (t + A+ Ал sing (t + A] 
— 270-0 [A сова @ — A+ A, sing — ayy}, 
| (4) 
where 
1 (E42) 
A = cl, 5) 
and 
с = VIC. 


In these equations (1) to (4) the sign of Х may be reversed, 
which merely means counting the distance in opposite direction. 


526 TRANSIENT PHENOMENA 


This gives the following equations: 


j 5 ата АТВ cosg C= 4) + B’ sing — 4)] 
— ett [B, сова @ + 2)+ Ву sing ({ + 4] 
ж 290-0 [B cos q @ — )+ By sing (6 — A] 
— g73**9 [B cos q @ + 2)+ Ви sing ( + 4)]}, (6) 


апа 


= 
е = ү tien [В, сов 4 (t — à) + В; sin @ @ - à)] 
4g tsuta [B, cos q ( + 1) + Ву sing (t + 1) 
+ 2780-9 [B, cos q (t — 2) - Ву sing (t — 2)] 
+ 2-849 [B, cos q @ + A+ B, sing @ + 2)]]; 
(7) 


or 


e = 7" (e** 6-9 [4 cos (0 — 0+ А sing (t — 4] 
+ те [А cos q (t + 2) + А, sing (t + 2)] 
+ є7#@-® [А eos q (0 — 2) + А, sing E — 4)] 
+ £759 (A, cos q @ + A+ А sin q (E + 2)]] (8) 


and 


Put Менс [4 , cos q (t — 4) + A, sing (t — 4)] 
— g** 6*9 (A, сова (E + A+ A, sing (t + 2)] 
+e "YA cos q (t — A) + A,’ sing (t — 4)] 
— e**09 [4, cos q E+ 2) + А sing (t + 2)]]. 
(9) 


In these equations (1) to (9) the values A, B, C, etc., are 
integration eonstants, which are determined by the terminal 
eonditions of the problem. 

The terms with (¢ — 4) may be considered as the main wave, 
the terms with (t + 4) as the reflected wave, or inversely, depend- 
ing on the direction of propagation of the wave. 

51. As the traveling wave, equations (1) to (9), consists 
of a main wave with variable (# — 4) and a reflected wave of the 
same character but moving in opposite direction, thus with the 
variable (t + 2), these waves may be studied separately, and 
afterwards the effect of their combination investigated. 
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Thus, considering at first one of the waves only, that with the 
variable (2 — А), from equations (8) and (9): we have 


e = e "(ets 679 [А сово (£ — A+ А; sing (t — 4] 
+ e7* 079 [A. cosg @ — A) + Ay sing (t — 2)]] 
= e (А 43659 + A,475*-9) cosg (t — 2) 
+ (А *%-® 4 A 6750679) sing (t£ — 2} 
(10) 


D эү к (11) 


that is, in a single traveling wave current and voltage are in 
phase with each other, and proportional to each other with an 
effective impedance, the surge impedance or natural impedance of 


the circuit 
Oe L 
2 = LT RE (12) 


This proportionality between e and 7 and coincidence of phase 
obviously no longer exist in the combination of main waves 
and reflected waves, since in reflection the current reverses with 
the reversal of the direction of propagation, while the. voltage 
remains in the same direction, as seen by (8) and (9). 

In equation (10) the time # appears only in the term (f — X) 
except in the factor =“, while the distance 4 appears only in the 
term (# — 4). Substituting therefore 


and 


i =t — à, 


hence 


that is, counting the time differently at any point А, and counting 
it at every point of the circuit from the same point in the phase of 
the wave from which the time ¢ is counted at the starting point 
of the wave, A = 0, or, in other words, shifting the starting point 
of the counting of time with the distance 4, and substituting in 
(150), we have 
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e = e™™ fers (А. cos gt; + A,’ sin gt) 
+ «~ (A, cos gt + A,’ sin gt)} 
= g^ метан CA. cos gt, + А, sin gl) 
+ 27° (А, cos gt) + A, sin 95) } 
=eT e (А, et + А, eT) cos qt, 
a em ek Мао ЈА 


(13) 


The latter form of the equation is best suited to represent the 
variation of the wave, at a fixed point A in space, as function of 
the local time 5. 

Thus the wave is the product of a term 67% which decreases 
with increasing distance А, and a term 


€, =e Mt Let (A, cos gt, + A,’ sin gt) 
+ 27° (A, cos gt, + A,’ sin gtj)] 
= eT Mh CA et Б A, e7) cos gt, 
+ (Ay et AG 779 sin gh}, 
(14) 
which latter term is independent of the distance, but merely a 
function of the time ¢, when counting the time at any point of the 
line from the moment of the passage of the same phase of the 
wave. 


Since the coefficient in the exponent of the distance decrement 
«^'^ contains only the circuit constant, 


dis и i 8), 
2\L C 
but does not contain s and q or the other integration constants, 
resubstituting from equations (10) to (7) of Chapter IV, 
à = ol = I VIG, 
we have 
иА = и МТО 


1 vc vz} 
= 4 rq/a ко, 
| ШАД: 


where / is measured in any desired length. 
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Therefore the attenuation constant of a traveling wave is 
ПР ye yz | 
uy и ТО esi Р) б]? (15) 


and hence the distance decrement of the wave, 
g^ Li „ VLC, 

depends upon the circuit constants r, L, 9, C only, but does not 
depend upon the wave length, frequency, voltage, or current; 
hence, all traveling waves in the same circuit die out at the same 
rate, regardless of their frequency and therefore of their wave 
shape, or, in other words, a complex traveling wave retains its 
wave shape when traversing a circuit, and merely decreases in 
amplitude by the distance decrement e ^'^. The wave attenua- 
tion thus is a constant of the circuit. 

The above statement obviously applies only for waves of con- 
stant velocity, that is, such waves in which д is large compared 
with s, u, and m, and therefore does not strictly apply to ex- 
tremely long waves, as discussed in 13. 

52. By changing the line constants, as by inserting inductance 
Lin such a manner as to give the effect of uniform distribution 
(loading the line), the attenuation of the wave can be reduced, 
that 15, the wave caused to travel a greater distance 2 with the 
same decrease of amplitude. 

As function of the inductance L, the attenuation constant (155) 
is a minimum for 


du o 
dL 9; 
hence, 
rC — gL = 0, 
ог 
L r (16) 
C М 


and if the conductance g = 0 we have L = со; hence, in a per- 
fectly insulated circuit, or rather a circuit having no energy losses. 
depending on the voltage, the attenuation decreases with increase 
of the inductance, that is, by “loading the line,” and the more 
inductance is inserted the better the telephonic transmission. 
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In a leaky telephone line increase of inductance decreases the 
attenuation, and thus improves the telephonic transmission, up 
to the value of inductance, . 


L = —, (17) 


and beyond this value inductance is harmful by again increasing 
the attenuation. 

For instance, if a long-distance telephone circuit has the 
following constants per mile: r—1.31 ohms, L = 1.84 x 10^? 
henry, g = 1.0 x 10-* mho, and С = 0.0172 x 10-* farad, the 
attenuation of a traveling wave or impulse is 


u, = 0.00217; 
hence, for a distance or length of line of 4, = 2000 miles, 
є7'Ө® = 68 — 0),0129; 


that is, the wave is reduced to 1.29 per cent of its original value. 
The best value of inductance, according to (17), is 


L = =C = 0.0225 henry, 


and in this case the attenuation constant becomes 


u, = 0.00114, 


and thus 
Є Wolo = 6—24 = (.1055, 


or 10.55 per cent of the original value of the wave; which means 
that in this telephone circuit, by adding an additional inductance 
of 22.5 — 1.84 = 20.7 mh. per mile, the intensity of the arriving 
wave is increased from 1.29 per cent to 10.55 per cent, or more 
than eight times. 

If, however, in wet weather the leakage increases to the value 
g = 5 X 1078, we have in the unloaded line 


u, = 0.00282 and є = 0.0035, 


while in the loaded line we have 
u, = 0.00341 and =“! = 0.0011, 
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and while with the unloaded line the arriving wave is still 0.35 
per cent of the outgoing wave, in the loaded line it is only 0.11 
per cent; that is, in this case, loading the line with inductance 
has badly spoiled telephonic communication, increasing the 
decay of the wave more than threefold. A loaded telephone line, 
therefore, is much more sensitive to changes of leakage g, that 15, 
to meteorological conditions, than an unloaded line. 
53. The equation of the traveling wave (13), 


е = g^ g^ t {ete (A, cos qi + A’ sin qi;) 
+ &-* (A, cos gt, + A,’ sin 45) |, 


can be reduced to the form 
ё = {Еч (е8 — 755) sin gt, 
+ Буе“ "и (eta — ema) cos gt; |, (18) 


where 


(19) 


“Жык alle c ee e 
and 


t 


2 


= ġ — Y, = t А — у; 
By substituting (19) in (18), expanding, and equating (18) 
with (13), we get the identities 
E 75” cos ду, — Hye sin gy, = Ay, 
Hye“ sin gy, 4 ET cos gy, = 47, 


(20) 
Het cos gy, — Het sin gy, = — А, 


Eet sin ду, + Eth cos gy, =—A,’, 


and these four equations determine the four constants E, E,, 


Yp Yo 
Any traveling wave can be resolved into, and considered as 


consisting of, a combination of two waves: 
the traveling sine wave, 


ё, = Bh Е и (2-80, n g^ S^) sin 91, (21) 


and the traveling cosine wave, 
e, = Eg e^ "tt (et 82 AES eT Sa) eos qh, (22) 


: 
i 
ћ 
| 
| 
| 
| 
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Since 0 is a large quantity compared with u and s, the two 
component traveling waves, (21) and (22), differ appreciably 
from each other in appearance only for very small values of t, 
that is, near 5, = 0 апа і, = 0. The traveling sine wave rises 
in the first half cycle very slightly, while the traveling cosine wave 
rises rapidly; that is, the tangent of the angle which the wave 


d : 
makes with the horizontal, or , equals 0 with the sine wave and 


has a clefinite value with the cosine wave. 

All traveling waves in an electric circuit can be resolved into 
constituent elements, traveling sine waves and traveling cosine 
waves, and the general traveling wave consists of four component 
waves, a sine wave, its reflected wave, a cosine wave and its 
reflected wave. 

The elements of the traveling wave, the traveling sine wave e,, 
and the traveling cosine wave e, contain four constants: the 
intensity constant, E; the attenuation constant, u, and u, 
respectively; the frequency constant, g, and the constant, s. 

The wave starts from zero, builds up to à maximum, and then 
gradually dies out to zero at infinite time. 

The absolute term of the wave, that is, the term which repre- 
sents the values between which the wave oscillates, is 


г m e Еа (ore), (23) 


The term e, may be called the amplitude of the wave. Itis a 
maximum for the value of і, given by 


which gives 


— (u — 8) s 79s + (u + S) ec Cr? = 0); 





hence, 
4-2 sf, u ан 8 
ш — 8 
апа 
1 м + 8 
Ё =—— |] 
la 2 8 og % — РЫ (24) 


A 
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and substituting this value into the equation of the absolute 
term of the wave, (163), gives 


a 
258 (t + У 2s 
Ve — sg : 


The rate of building up of the wave, or the steepness of the wave 


front, is given by 
«- 
dt, п = 0 


He [— (и = 8) g^ 000—8) й d (u ob s) БОНИ 
ъа ( (26) 





ет, = ја % 


((25) 


и — 8 


as 
G 


| 


0 


that is, the constant s, which above had no interpretation, 
represents the rapidity of the rise of the wave. 

Referring, however, the rise of the wave to the maximum 
value em of the wave, and combining (165) with (166), we have 


и +8 
(ш + 8) 28 

G, = Em uc MEE IA * ((27) 
(и — к) 28 


The rapidity of the rise of the wave is a maximum, that is, 
i, а minimum, for the value of s, in equation (164), given by 
di, 


ds 


2 


which gives - 
п + 8 DG 





log u—s 12 – % 
hence, s = 0, or the standing wave, which rises infinitely fast, 
that is, appears instantly. 

The smaller therefore s is, the more rapidly is the rise of the 
traveling wave, and therefore s may be called the acceleration 
constant of the traveling wave. 

54. In the components of the traveling wave, equations (21) 
and (22), the traveling sine wave, 


ву = Bee (et?! — e) sin qh (21), 
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and the traveling cosine wave (22), 
e, = Бе e (ett 799) сов gh 


with the amplitude, 
е, = а eh (are M 7%, (28) 


we have 

e, =e singh | 
and (29) 
€, = €, COS qi, 


If t = 0, e, = 0; that is, £j, is the time counted from the 
beginning of the wave. 

It is 

ц=+—4—7, 

or, if we change the zero point of distance, that is, count the 
distance А from that point of the line at which the wave starts 
at time | = 0, or, in other words, count time ¢ and distance 1 
from the origin of the wave, 


pees), 
and the traveling wave thus may be represented by the amplitude, 
е, = јр; + [gn m e7); 


the sine wave, 
е, = Бе“ (et — e7) sin gh = e, sin gh; (30) 


the cosine wave, 
e, = Бе“ (= +84 — „“ 38) cos gt, = e, cos 45; 


and ў =+— А ean be considered as the distance, counting 
backwards from the wave front, or the temporary distance; that 
is, distance counted with the point 4, which the wave has just 
reached, as zero point, and in opposite direction to 2 

Booth (30) represents the distribution of is wave along 
the line at the moment t. 

As seen, the wave maintains its shape, but progresses along 
the line, and at the same time dies out, by the time decrement 


aa ut 
€ , 


«Д 
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Resubstituting, 
ld 
ihe equation of the amplitude of the wave is 
€, == Beat (p 8079 e78 0-0), (31) 


As function of the distance 4, the amplitude of the traveling 
wave, (171), is à maximum for 


s = 
"о 
which gives 
А = 0; 


that is, the amplitude of the traveling wave is a maximum at all 
times at its origin, and from there decreases with the distance. 
This obviously applies only to the single wave, but not to a 
combination of.several waves, as a complex traveling wave. 
For à= 0, 


е, = Ке“ (ere gy 


and as funetion of the time ¢ this amplitude is a maximum, 
according to equations (23) to (25), at 








, 1 u +s 
= —— 10 } 
0 29 u — 8 
and is ü (32) 
98 “+ sy 28 
z, = EL ) 
ми? — 5 — 8 J 


At any other point А of the circuit, the amplitude therefore 
is a maximum, according to equation (24), at the time 


ln = Ly -+ A; 
апа is ш (33) 





586 TRANSIENT PHENOMENA 


55. As an example may be considered a traveling wave having 
the constants u = 115, s = 45, q = 2620, and E = 100, hence, 
e, = 100 c7 115! (e+ 454 — є 5, 
= 100 g7 15a (67708 = gcn 
where ij 2i— À. 
In Fig. 99 is shown the amplitude e, as function of the dis- 
tance A, for the different values of time, 


t = 2, 4, 8, 12, 16, 20, 24, and 32 x 10-3, 
БП ЖЕ А nA ИЙ OO TEE 


Кккк ны EN RUD RE UL NI кшш 
МУ ы еы B, 12, 241 ® 
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with the maximum amplitude em, in dotted line, as envelope of 
the curve of e, 

As seen, the amplitude of the wave gradually rises, and at the 
same time spreadsover the line, reaching the greatest value at the 
starting point 4 = 0 at the time £, = 9.2 X 1073 sec., and then 
decreases again while continuing to spread over the line, until it 
gradually dies out. 

lt is interesting to note that the distribution curves of the 
amplitude are nearly straight lines, but also that in the present 
instance even in the longest power transmission line the wave has 
reached the end of the line, and reflection occurs before the 
maximum of the curve is reached. The unit of length А is the 
distance traveled by the wave per second, or 188,000 miles, and 
during the rise of the wave, at the origin, from its start to the 
maximum, or 9.2 х 10^ sec., the wave thus has traveled 1760 
miles, and the reflected wave would have returned to the origin 
before the maximum of the wave is reached, providing the cir- 
cuit is shorter than 880 miles. 
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With s = 1 it would be #, = 8.7 х 1073 sec., or nearly the 
same, and with s = 0.01 it would be f, = 3.75 X 1073 sec., or, 
in other words, the rapidity of the rise of the wave increases very 
little with a very great decrease of s. 

Fig. 100 shows the passage of the traveling wave, e, =e, sin qh, 
across a point à of the line, with the local time і as abscissas 
and the instantaneous values of e, as ordinates. The values are 
given for 4 = 0, where ф = t; for any other point of the hne 1 
the wave shape is the same, but all the ordinates reduced by the 
factor 27852 in the proportion as shown in the dotted curve in 
Fig. 99. 

Fig. 101 shows the beginning of the passage of the traveling 
wave across a point à = 0 of the line, that is, the starting of a 
wave, or its first one ancl one-half cycles, for the trigonometric 
functions differing successively by 45 degrees, that is, 


€, = €, 81D qh, 


€, + e, ( =) 
— = 2, sin (ot — |; 
42) o 5 qu 


: 7T 
€, = €, COS gl, = e, Sin (at + 2 


m cos (q +) sin (а TA 

9 o COS | 45 4 0 qu 4 : 

The first curve of Fig. 101 therefore is the beginning of Fig. 100. 

In waves traveling over a water surface shapes like Fig. 101 
can be observed. 

For the purpose of Ша йн, however, in Figs. 100 and 101 
the oscillations are shown far longer than they usually occur; 
the value g = 2620 corresponds to a frequency / = 418 cycles, 
while traveling waves of frequencies of 100 to 10,000 times as 
high are more common. 

Fig. 102 shows the beginning of a wave having ten times the 
attenuation of that of Fig. 101, that is, a wave of such rapid 
decay that only a few half waves are appreciable, for values of 
the phase differing by 30 degrees. 

56. А specially interesting traveling wave is the wave, да 





which a 7 


5 =U, (34) 


ae 


ње 
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since in this wave the time decrement of the first main wave and 
its reflected wave vanishes, 


870078 = 1; (85) 


that is, the first main wave and its reflected wave are not tran- 
sient but permanent or alternating waves, and the equations of 


=ч 
чини Tet | | | | 

= гт 
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Fig. 102. Passage of a traveling wave at а given point of a line. 
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the first main wave give the equations of the alternating-current 
circuit with distributed r, L, g, C, which thus appear as a special 
case of a traveling wave. 

Since in this case the frequency, and therewith the value of q, 
are low and comparable with u and s, the approximations made 
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in the previous discussion of the traveling wave are поб per- 
missible, but the general equations (53) and (54) of Chapter I 
have to be used. 

Substituting therefore in (53) and (54) of Chapter T, 


5 = 1, 
gives 
i = [78 (C, cos (qt — hl) + Cy sin (gt — KD] 
et (C, cos (gl + kl) + Cy sin (gt + Dj] 
— g^? [£79 (C, cos (gt + М) + С, sin (gt + М) } 
— et (C. cos (qb — kl) + Су sin (gb — hi DH (30) 


and 

e = fe ((е/ С — e,C,) cos (qt — kl) 

— (e/C, + 66,7) sin (ql — kl] 
+ 78 (си, — eC.) cos (qb + kl) 

— (e/C, + Cx) sin (qi + kl) |] 
Toe? [e7M f (eC, — 6,0) cos (gt + kl) 

— (c/C, + e,C4) sin (gt + kl)) 
+ et! { (eC — ¢,C,) cos (gt — kl) 

— (с/С, + e,C,) sin (gt — Aj (37) 


In these equations of current 7 and e.m.f. e the first term 
represents the usual equations of the distribution of alternating 
current and voltage in a long-distance transmission line, and can 
by the substitution of complex quantities be reduced to a form 
given in Section III. 

The second term is à transient term of the same frequency; 
that is, in a long-distance transmission line or other circuit of 
distributed r, L, g, C, when carrying alternating current under an 
alternating impressed e.m.f., at a change of circuit conditions, a 
transient term of fundamental frequency may appear which has 
the time decrement, that is, dies out at the rate 


gu = Pa ia te 


In this decrement the factor 
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is the usual decrement of a circuit of resistance 7 and inductance 
L, while the other factor, 


—2, 
= C 
д, = е 


may ре attributed to the conductance and capacity of ће circuit, 
and the total decrement is the product, 
д = 0,0,. 
A further discussion of the equations (86) and (87) and the 
meaning of their transient term requires the consideration of the 


terminal conditions of the circuit. 
57. The alternating components of (36) and (37), 


ty =e ™{C, cos (gt — Kl) + С, sin (gt — №) | 
— «С, cos (gt + kl) + О, sin (gt + kl)] (38) 
ancl 
e= 7 { (eC! — с,С,) cos (Gi— Al) — (¢,/C,+¢,C,/) sin (gt — А) ] 
+ stl (670 — eCa) cos (tt kl) — (e C, +e, C) sin (gt - Ай) |, 
(39) 
are reduced to their usual form in complex quantities by resolv- 
ing the trigonometric function into functions of single angles, 
qt and kl, then dropping cos gt, and replacing sin qt by the imagi- 
пагу unit у. This gives 
t = ™ (С, cos kl — С, sin kl) cos qt 
+, (С eos kl + C, sin kl) sin gi} 
— e*t" ((C, cos kl + C, sin kl) cos gt 
+ (С, cos kl — С, sin kl) sin qt}; 
hence, in complex expression, 
P= £7" (С, — 107) cos hl — (О, + jC) sin Al} 
— et" (C, — 10) cos kl + (С, + jC,) sin kl}, (40) 
and in the same manner, 
E == s о (CY +C) — ,(С,— jC] eos hl 
+ [e (С, — 100 + е, CY + 107] sin Al} 
ee Mes (Cy E36 3-6, (0.9 ба )] coe fl 
— [0 (C, — jC7) + e, C+ j¢,)] sin А). (41) 
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However, from equation (55) of Chapter I, 


5 + ћ(т + 8 е (m + 8) — gh 
с _ gh + h(m +в), and gt = UTR L, 


5 k + k 

since 

q = дај, 

l/r g 
и AG E 2 
z 1 (7 A M9) 

Е Тоу 

апа 
+ = d 
8 == Т” 


we have 
QafLk+rh rk +rh 
" Bp o PE 








aud (43) 
, Tk —2mfLh — rk — zh 
a c.g oo EFE’ 

where x = 2 zfL = reactance per unit length. . (44) 


From equation (54), 
Ег Улф wy gw. 
hence, substituting (42) and (44) and also 
р = 27/С, (45) 
we have 
D a g 
Rè = VOTH (P + P) 
_ Фу 
he? 
where 


| 


г = Мт? + а? = impedance por unit length 
and (46) 
y = Vg tU = admittance per unit length. 
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From the above it follows that 


h = МІС VE {RE + У Фф та] 


= Vk (гу + rg — xb) ((47) 


k =v dey — rg + xb). 
If we now substitute 
C,— 1С, =B,VY 
and ((48) 
| C, 163 = T BE, 


and 


or 
Си + jC, = + ВУ 
and ((49) 
C4 + jC, = – jB 1 MF, 
where 
2 = т 415 
and ((50) 
| жены: 


in (40) and (41) we have 
Тему {B +” (cos Ы-[-] sin А) +B,e~™ (cos М— j sin kl) | ((51) 
and 
= (e, — je’) VY {Bet™ (cos kl + j sin kl) 
— B," (cos М — 7 sin kl)}, ((52) 
and substituting (48) gives 
а h (r—jz)—k (r—jr) _ _ (+72) (h jik) Е rri 
+k Л? + Ке h+4k 

However, 
А VQ Ey = VQ) — BY 3j 

= V (rg — zb) + jV (ај) — (rg — ab 

= У (rg —zb)--j VP +2) GED) (rg — 2b) 

= Virg — zb) + j (rb + ug) 

=V (r + 12) (g + 2); 
or h + jk = VZY (194) 





((53) 
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substituted in (33) gives 


meme 1 ' = pase Д n5 
€ — је y (55) 


and (55) substituted in (52) gives 


E = У: (Bie (cos kl + j sin kl) — Bye (cos kl — j sin kl) ), 
(56) 
where B, and В» are the complex imaginary integration constants. 
Writing 
h = «and k = 8, 
В, = Diand B; = — Ds 


the equations (51) and (56) become identical with the equa- 
tions of the long-distance transmission line derived in Section ILI, 
equations (22) of paragraph 8. 

It is interesting to note that here the general equations of 
alternating-current long-distance transmission appear as a special 
case of the equations of the traveling wave, and indeed can be 
considered as a section of a traveling wave, in which the accclera- 
tion constant s equals the exponential decrement u. 


|| 


|| 


CHAPTER. VII. 


FREE OSCILLATIONS 


58. The general equations of the electric circuit, (53) and (54) 
of Chapter I, contain eight terms: four waves: two main waves 
and their reflected waves, and each wave consists of a sine term 
and a cosine term. 

The equations contain five constants, namely: the frequency 
constant, g; the wave length constant, Ё; the time attenuation 
constant, w; the distance attenuation constant, ћ, and the time 
acceleration constant, s; among these, the time attenuation, u, 18 
a constant of the circuit,independent of the character of the wave. 

By the value of the acceleration constant, s, waves may be sub- 
divided into three classes, namely: s = 0, standing waves, as 
discussed in Chapter V; u > s > 0, traveling waves, as dis- 
cussed in Chapter VI; s = u, alternating-current and emf. 
waves, as discussed in Section III. 

The general equations contain eight integration constants С 
and С”, which have to be determined by the terminal condi- 
tions of the problem. | 

Upon the values of these integration constants C and C" 
largely depends the difference between the phenomena occurring 
in electric circuits, as those due to direct currents or pulsating 
currents, alternating currents, oscillating currents, inductive dis- 
charges, etc., and the study of the terminal conditions thus is of 
the foremost importance. 

59. By free oscillations are understood the transient phe- 
nomena occurring in an electric circuit or part of the circuit to 
which neither electric energy is supplied by some outside source 
nor from which electric energy is abstracted. 

Free oscillations thus are the transient phenomena resulting 
from the dissipation of the energy stored in the electric field of 
the circuit, or inversely, the accumulation of the energy of the 
electric field; and their appearance therefore presupposes the 
possibility of energy storage in more than one form so as to allow 
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an interchange or surge of energy between its different forms, 
electromagnetic and electrostatic energy. Free oscillations occur 
only in circuits containing both capacity C and inductance, L. 

The absence of energy supply or abstraction defines the free 
oscillations by the condition that the power p = е; at the two 
ends of the cireuit or section of the cireuit must be zero at all 
times, or the circuit must be closed upon itself. 

The latter condition, of a circuit closed upon itself, leads to a 
full-wave oscillation, that is, an oscillation in which the length of 
the circuit is a complete wave or a multiple thereof. With a cir- 
cult of uniform constants as discussed here such a full-wave 
oscillation is hardly of any industrial importance. While the 
most important and serious case of an oscillation is that of a 
closed circuit, such a closed circuit never consists of a uniform 
conductor, but comprises sections of different constants; generat- 
ing system, transmission line and load, thus is a complex circuit 
comprising transition points between the sections, at which par- 
tial reflection occurs. 

The full-wave oscillation thus is that of a complex circuit, 
which will be discussed in the following chapters. 

Considering then the free oscillations of a circuit having two 
ends at which the power is zero, and representing the two ends 
of the electric circuit by 7 = 0 and 1 = 1,, that-is, counting the 
distance from one end of the circuit, the conditions of a free 
oscillation are 


Since p = et, this means that at | = 0 and Z = 1, either e or % 
must be zero, which gives four sets of terminal conditions: 


(1) e = 0 atl = 0; у = (афі = ly 
(2) i = 02: = 0; е = 0ай = |. 
(3) e =O atl = 0; e = Qatl = ly (1) 
(4) 7 =Oatl=0; i = 025! = le 


Case (2) represents the same conditions as (1), merely with the 
distance 2 counting from the other end of the circuit — a line 
open at one end and grounded at the other end. Case (3) repre- 
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sents а circuit grounded at both ends, and case ay & circuit open 
at both ends. 

60. In either of the different cases, at the end of the circuit 
l = 0, either e = 0, or i = 0. 

Substituting | = 0 into the equations (53) and (54) of Chapter 
I gives 


в, = МА Пе (Cy Os) = с, (С, + C] cos gt ` 
en (Сре ры БО sing} 
+ и [о (C+ C4) — с, (С, + Ср] cos gt 
=[ Cea Cy) С 307) ag (2) 
and 
jy = 67t { (C — С.) сова + (C, — Су) sin gt} 
+ eT MHOC, — C) eos gt + (С; – СО sing}. (3) 


If neither у nor s equals zero, 


for e, — 0, 
^U + С) eed. que) 
and e (С, + С) +e, (Си + С) = 0; 
hence, 
С, = ~ С, С, = — С,, 
. 4 
Cy = C5 Са == ore i 
and for % = 0, 
C, —C,, бре: а 7] 
5 
Ce = Сү, С, = Cy. | 8) 


Substituting in (53) апа (54) of Chapter I, 


i = с“ (C, fem сов (qt — EI) + «*" cos (qt + М)] 


qe fecu an (qi — kl) + pu sin (qt T kOJ} 
$e ute (C, fet cos (gt — Му + <7" cos (qt + kl)] 
К° C7 [e +М oiy (gt — kl) + e~™ gin (qt + Му] (б) 
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e = eT tet f (e707 с.) [s cos (gt — kl) 
F e* cos (gt + 5] 
— (e/C, + 6,07) [277 sin (gt — kl) 
F + gin (gt + kl)]] 
+ с“ +D (2701 0,0) [S *" cos (gt — kl) 
F e^ cos (gt +hl)] 


= (C/C, + 6,04) [et sin (gt — KL) 
F s7U gin (gt + БУ], (7) T 


where the upper sign refers to e = 0, the lower sign to ? = 0 for 


{ = 0. 
61. In а free oscillation, either e ог т must be zero at the other 


end of the oscillating circuit, or at | = lo. 

Substituting, therefore, 1 = Jp in equations (6) and (7), and 
resolving and arranging the terms by functions of ё, the respec- 
tive coefficients of 


6700—59) сов gt, cc 79 sin gl, «70 *9* cos gt, and е *9* sin gt 


must equal zero, either in equation (6), if 2 = Oat 1 = la or in 
equation (7), if e = 0 at І = ly provided that, as assumed 


above, neither s nor q vanishes. 
This gives, for ? = 0 at / = l, from equation (202), 


C, (e7 Me + eth) cos kl, — Сре“ F et") sin bl, = 0, 
8 
C, (c7 ^ F et) gin kl, + C, (€^ + e7") cos kl, = 0, 


and analogously for C, and Су. 


In equations (8), either Ci, Су, Cs, Су vanish, and then the y 
whole oscillation vanishes, or, by eliminating C; and C;' from à 
equations (8), we get 

(е Mo це et" hy! сов? Kl, + (67 I F et" y sin? kl, = 0; (9) 
hence, 
(c7? 4 eth) cos kl, = 0 
and (6700 x +09) sin kl, = 0; EN 
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hence, for the upper sign, or if e = 0 for l = 0, 
h = 0 and cos kh = 0, 
thus: 
1us "ECT (10) 
kl, m 9  ? 


ad 


and for the lower sign, or if? = 0 forl = 0, 


һ= 0 and sinkl, = 0, 
thus: ue | (11) 
In the same manner it follows, for e = 0 at = l, from equa: 
tion (7), if e = 0 for l = 0, (6), 
h=0, snkl, = 0 
thus: de | (12) 


апа + = 0 forl = 0, 
h=0 and cos kl, = 0, 


thus: (От + 1) я (13) 
kl, = свака 





From equations (10) to (13) it thus follows that А = 0, that 
is, the free oscillation of a uniform circuit 18 a standing wave. 


Also 
(3m +1) я 
= ROTE ; (14) 


kl, 
if e = 0 at one, i = 0 at the other end of the circuit, and 
kl, = nx (15) 


if either e = 0 at both ends of the circuit or? = 0 at both ends of 
the circuit. 


62. From (14) it follows that 
т 
` kl, = 5” 


or an odd multiple thereof; that is, the longest wave which ean 
exist in the circuit is that which makes the circuit a quarter- 
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wave length. Besides this fundamental wave, all its odd multi- 
ples can exist. Such an oscillation may be called a quarter-wave 
oscillation. 

The oscillation of a circuit which is open at one end, grounded 
at the other end, is a quarter-wave oscillation, which can contain 
only the odd harmonics of the fundamental wave of oscillation. 

From (15) it follows that 


kl, = я, 


or a multiple thereof; that is, the longest wave which can exist 
in such a circuit is that wave which makes the circuit a half- 
wave length. Besides this fundamental wave, all its multiples, 
odd as well as even, can exist. Such an oscillation may be called 
a half-wave oscillation. 

The oscillation of a circuit which is open at both ends, or 
grounded at both ends, is a half-wave oscillation, and a half-wave 
oscillation can also contain the even harmonics of the funda- 
mental wave of oscillation, and therefore also a constant term 
for n = 0 in (15). 

It is interesting to note that in the half-wave oscillation of a 
circuit we have a case of a circuit in which higher even harmonics 
exist, and the e.m.f. and current wave, therefore, are not sym- 
metrical. 

From А = 0 follows, by equation (59) of Chapter I, 


s=0, if P > LCm, 

and (16) 
g=0, if P< LOm. 

The smallest value of k which can exist from equation (14) is 


k = 


> 


JN 


and, as discussed in paragraph 15, this value in high-potential 
high-power circuits usually is very much larger than LCm?, so 
that the case g = 0 is realized only in extremely long circuits, 
as long-distance telephone or submarine cable, but not in trans- 
mission lines, and the first case, s = 0, therefore, is of most 
importance. 


ras 


№ 
Е 
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Substituting, therefore, А = 0 and s = 0 into the equation 
(55) of Chapter I, gives 


с, = с ЕАР 


апа (17) 


/ m = 
C, ;2——L-2d, 


|| 
e 


and substituting into equations (6) and (7) of the free oscilla- 
tion gives 
$ =e “fA, [eos (qt — kl) + cos (gt + Ж0] 
+ A, [sin (gf — kl) + sin (gt + kl)]} (18) 


and 


ё = пат (ТА, — да У [cos (gt — kl) F cos (qt + kD] 


у 


— (ПА, + gA,) [sin (0—0) F sin (gt + DI. (19) 


where: A, = C, + C, and А, = С, 4- Cy. 
Since / and therefore q are large quantities, m can be neglected 
compared with 0, and 
k = VLCq; 


мо 
k ҮС 


and the equation (19) assumes, with sufficient approximation, 
the form 


hence 


= MZ c7" (4, [cos (qt — Hl) F сов (и + Му] 


+ Ás[sin (gf — kl) F sin (gt + )]), (20) 


where the upper sign in (18) and (20) corresponds to e = 0 at 
l = 0, the lower sign to i = Oatl = 0, as is obvious from the 
equations. 
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Substituting 
A, = А cos y and А, = А sin y (21) 


into (18) and (20) gives the equations of the free oscillation, 
thus: 


i = Ает“ {cos (gi — kl —7) F cos (gi + kl — 7)] 


and 
Т: (22) 
е=— А Viner (es (gti — kl —y) F cos (qt + kl — y)}. 
With the upper sign, or for e = 0 atl = 0, this gives 
1 = 2 Де“ cos kl cos (gl — 7) 
and 
"P (23) 
ё= –2 4А Vee sin Al sin (qt — 7). 
With the lower sign, or for 7 = 0 at l = 0, this gives 
1 = 2 As~“ sin kl sin (qt — у) к 
and | 
(24) 


ё= – 2А Vee cos kl cos (gt — ».| | 


63. While the free oscillation of a circuit is a standing wave, 
the general standing wave, as represented by equations (43) and 
(44) of Chapter V with four integration constants 4, Ат, А», Ae’, 
is not necessarily a free oscillation. 

To be a free oscillation, the power ei, that is, either e or 1, must 
be zero at two points of the circuit, the ends of the circuit or 
section of circuit which oscillates. 

At a point l, of the circuit at which e = 0, the coefficients of 
cos qt and sin gt in equation (43) of Chapter V must vanish. This 
gives 


(A, + Aj) cos kl, + (A, — AJ) sin = 0) 

anl — (4, – A) sia M, + (АА) cos Al, =0. | 

Eliminating sin kl, and cos kl, from these two equations gives 
(A? — А) + (A? ~ А,) = 0, 


or (26) 
A; = A," - A? + АР, 


(25) 


0 If 
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as the condition which must be fulfilled between the integration 
constants. 

The value 1, then follows from (25) as 
Ay tay. А,+А, 


tan kl, = SS 
an ey A, — A, А-А," 


(27) 


At а point 7, of the circuit at which 2 = 0 the coefficients of 
cos gt and sin gt in equation (44) of Chapter V must vanish. 
This gives, in the same manner as above, 


(4; = Aj) To soe A,”) = 0, 
that is, the same conditions as (221), and gives for 1, the value 
A,’ T ds E A, n A, 


dou mudo eii tuse d 
tan ki, A, oA, A, ÀJ (28) 
From (223) and (224) it follows that 
tan kl, = : (29) 


© tan kl, 


That is, the angles ki, and kl, differ by one quarter-wave 
length or an odd multiple thereof. 

Herefrom it then follows that if the integration constants of a 
standing wave fulfill the conditions 


A? +- A," = A, +A,” ES De (30) 


the circuit of this wave contains points /,, distant from each other 
by a half-wave length, at which e = 0, and points J,, distant from 
each other by a half-wave length, at which ? — 0, and the points 
1, are intermediate between the points /,, that is, distant there- 
from by one quarter-wave length. Any section of the circuit, 
from a point /, or 4, to any other point 2, or Z, then is a freely 
oscillating circuit. | 

In the free oscillation of the circuit the circuit is bounded by 
one point /, and one point 7,; that is, the e.m.f. is zero at one end 
and the current zero at the other end of the circuit, case (1) or (2) 
of equation (1), and the circuit is then a quarter-wave or an 
odd multiple thereof, or the circuit is bounded by two points 1, 
or by two points |, and then the voltage is zero at both ends of 
the circuit in the former case, number (3) in equation (1), or 
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the current is zero at both ends of the circuit in the latter case, 
number (4) in equation (1), and in either case the circuit is one 
half-wave or a multiple thereof. 

Choosing one of the points 1, or l as starting point of the dis- 
tance, that is, substituting | — lı or 1 — le respectively, instead 
of I, in the equations (43) and (44) of Chapter V, with some trans- 
formation these equations convert into the equations (23) or (24). 
In other words, the equation (30), as relation between the inte- 
gration constants of a standing wave, is the necessary and suffi- 
cient condition that this standing wave be a free oscillation. 

64. A single term of a free oscillation of a circuit, with the dis- 
tance counted from one end of the circuit, that is, one point of 
zero power, thus is represented by equations (23) or (24), re- 
spectively. 

Reversing the sign of Z, that is, counting the distance in the 


opposite direction, and substituting B= +2 А =! these 
equations assume a more convenient form, thus: 
for e=Oatl=0, 

e = Ве“ gin ki sin (gt — у) 
i 1=B V = 27 cos kl cos (qt — у), on 
and for i = 0аћ! = 0, 

e = Be~“ cos КЇ cos (qt — у) 
and (82) 


7 = В ra sin kl sin (qt — y). 


Introducing again the velocity of propagation as unit distance, 


Д == 0], 
ЕТО (88) 


from equation (5) of Chapter IV and (33) we get: _ 
kl = Avg + m 


7 / = (2): 
= 0 q J 
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hence, if m is small compared with q, 


kl = q), (34) 
and substituting (33) in (84) gives 
k = aq = qv LC, (35) 
and from (14) and (15), for a quarter-wave oscillation, we have 
(27 --1)z 
k = —— 
21, 
ancl  Qn4Dz. (36) 
2l vLO ' 
for a half-wave oscillation, 
k = L 
ly 
(37) 
а na 
б КАТО 


Denoting the length of the circuit in a quarter-wave oscillation 


by . 
À, = cl, (38) 


and the length of the circuit in a half-wave oscillation by 


À, = el, (39) 


a 


the wave length of the fundamental or lowest frequency of 
oscillation is 
eee И (40) 


or the length of the fundamental wave, with the velocity of prop- 
agation as distance unit, in a quarter-wave oscillation is 
à, = 41, VIC, 
and in a half-wave oscillation is (41) 
DT ATO. 
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Substituting (41) into (86) and (87) for a quarter-wave oscil- 
lation gives 


22VLC 
k= (27 + 1) ME 
and i (42) 
2x 
= (2 n + 1) ===) 
А, 
and for а half-wave oscillation gives 
2z VLC 
k I 
_ 43) 
and M on ( 
4 = À, 
Writing now 
pity | 
^o 
25 2z V LC _ 
t = — А = - 
4, Ay 


that is, representing a complete cycle of the fundamental fre- 
quency, or complete wave in time, by 0 = 2 z, and a complete 
"wave in space by т = 2 т, from (43) and (44) we have 


kl = nc 
and ей. (45) 


where n may be any integer number with a half-wave oscillation, 
but only an odd number with a quarter-wave oscillation. 

65. Substituting (45) into (31) and (82) gives as the complete 
expression of a free oscillation the following equation 

A. Quarter-wave oscillation. 


(а) е= 0841 = 0 (огт = 0) 


| 


e — 67" Уһ В, sin (2n + 1) та ((дп + 10 — 7, 
0 
ancl : (46) 
t= Voom > Bn cos (2 n+ 1) cos [(2. n + 1)0 — yal; 


0 


РЕ © 
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(b) + = Qatl = 0 (Cort = 0) 


e=e tt У Bn cos (2% + 1) reos[(2n + 1) 0-7, ] 
and = | (47) 
Rr rese Lemu n Ba ҮТ 1 () — "il: 

ї ү; >, Basin (2n + 1) твп [Q n + 1)0— 7,] 


В. Half-wave oscillation. 
(a) e = 0at = 0 (огт = 0) 


ae Ye Bn sin nt sin (n0 — yn) 
0 
and = S 
: С < 
i = ye >" Bn cos mt cos (nd — y,); 
0 


(b) 2 = Qatl = 0 (огт = 0) 


oo 
e = £7" Sin B, cos nc cos (00 — 7,) 





and " à К | 09) 
i= voe ^ Ba вш nt sin (nO — y,), 
4 0 
where 
о 
= 2" 
44 
2nVLC (48) 
T= l 
Aao c 
д = 41, VEC ina quarter-wave (41) 
= 21, VLČ in a half-wave oscillation, 
and za _ име 
| Е оа от. (50) 


i 1 
A, is the wave length, and thus z the frequency, of the funcla- 

0 
mental wave, with the velocity of propagation as distance unit. 
It is interesting to note that the time decrement of the free 
oscillation, «^'^, is the same for all frequencies and wave lengths, 


558 TRANSIENT PHENOMENA 


and that the relative intensity of the different harmonic compo- 
nents of the oscillation, and thereby the wave shape of the 
oscillation, remains unchanged during the decay of the oscillation. 

This result, analogous to that found in the chapter on traveling 
waves, obviously is based on the assumption that the constants 
of the circuit do not change with the frequency. This, however, 
is not perfectly true. At very high frequencies 7 increases, due 
to unequal current distribution in the conductor and the appear- 
ance of the radiation resistance, as discussed in Section III, 1, 
slightly decreases hereby, g increases by the energy losses result- 
ing from brush discharges and from electrostatic radiation, etc., 


so that, in general, at very high frequency an increase of т and 


a and therewith of и, may be expected; that is, very high har- 


monics would die out with greater rapidity, which would result 
in smoot ing out the wave shape with increasing decay, making 
it more nearly approach the fundamental and its lower har- 
monies, as discussed in the Chapters on “Variation of Contents.” 

66. The equations of a free oscillation of a circuit, as quarter- 
wave or half-wave, (46) to (49), still contain the pairs of inte- 
gration constants DB, and yn, representing, respectively, the 
intensity and the phase of the nth harmonic. 

These pairs of integration constants are determined by the ter- 
minal conditions of time; that is, they depend upon the amount 
and the distribution of the stored energy of the circuit at the 
starting moment of the oscillation, or, in other words, on the 
distribution of current and e.m.f. at і = 0. 

The e.m.f., е, and the current, 7,, at time і = 0, can be ex- 
pressed as an infinite series of trigonometric functions of the 
distance Z; that is, the distance angle т, or a Fourier series of such 
character as also to fulfill the terminal conditions in space, as dis- 
cussed above, that is, e = 0, and 7 = 0, respectively, at the 
ends of the circuit. 

The voltage and current distribution in the circuit, at the 
starting moment of the oscillation, ¢ = 0, or, 0 = 0, can be 
represented by the Fourier series, thus: 


n (Gn COS Mt + An’ sin NT) 
and (51) 


п (b, cos nv + bn’ sin ът), 


d 


Fi 
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where 
1 27 
— e -— 2 
n=; -f edt = avg [е,]2", 

E” 

ds = = f €, сов nt dt —2 avg [e, cos nth ", 
Ll. wv 

Qu = - e sin nt dt=2 avg [e, sin nz]? * 

n л А 0 о [70 0 ? 


and analogously for b. 
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(52) 


The expression avg [F] denotes the average value of the 


function F between the limits a, and а,. 


Since these integrals extend over the complete wave 2 л, the 
wave thus has to be extended by utilizing the terminal conditions 
regarding v, but the wave is symmetrical with regard to / = 0 
and with regard to = l, and this “sature in the case of a quarter- 
wave oscillation excludes the existence of even values of n in 


equations (51) and (52). 
67. Substituting in equations (46) to (49), 


£20, 0=0, 


and then equating with (51), gives, from (46), 


eo 


б = 


oeM: 


0 
+ a sin (27 + 1) т] 


and 


n В, sin (2n + 1) tsiny, = У, "[а, cos (2n + 1)т 


(1 œ ob 
iy - 25 В, сов (2m + 1) 7008 p, = 2, lb, сов (2n + 1)т 


+ р, sin (2n + 1) т]; 


hence, 
G,= 0, b e 


| C 
В, Sin y, = Gn’ and ув, COS Yn = В. 
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Equation (46) gives the constants 


Qn = 0; b, = 0, 


/ L 
ay пц 7,2 
В, = a, ts, 


| (58) 
tan On! Ур 
ћу, = VWs; 
е т 
in the same manner equation (243) gives the constants 
ду = 0; by, = 0, 
1, 
B, = On? + coo 
(54) 


Equation (48) gives the same values as (46), and (49) the 
same values as (47). 


Examples. 


68. As first example may be considered the discharge of a 
transmission line: A circuit of length J, is charged to a uniform 
voltage Æ, while there is no current in the circuit. This circuit 
then is grounded at one end, while the other end remains 
insulated. 

Let the distance be counted from the grounded end, and the 
time from the moment of grounding, and introducing the deno- 
tations (39). 

The terminal conditions then are: 


(а) т=0 е= 0, 
=> i = 0. 
(b) at 0 = 0 


e=Oforr=0;e = E for cz 0, 
+ = 0 for т ғ 0; 7 = indefinite for т = 0. 
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The distribution of e.m.f., ey, and current, Zo, in the cir cuit, at 
the starting moment 0 = 0, can be expressed by the Fourier 
series (51), and from (52), 


4HE 


à, = 2avg[Z sin (22+ 1)7] = (2n + l)r 
л 


(55) 


and 
bn = 0, 


and from (249), 
hence, (56) 


and substituting (56) into (46), 
_ 2 wy sin (2% + 1) тсоѕ (2 n + 1)0 
от л : | 2» + 1 
and' (57) 
SE y Seu Sy mont Dinge + DO 
кеп 2n+1 
I'rom (44) it follows that 
21, VLC Л 


т 


Ё = 


0 = 2 л gives the period, 

| t, A TO, 
and the frequency, 

1 
Дыл 
and т = 2z gives the wave length, 
[ = 41, 

of the fundamental wave, or oscillation of lowest frequency and 
greatest wave length. 
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Choosing the same line constants as in paragraph 16, namely: 
l, = 120 miles; r = 0.41 ohm per mile; L = 1.95x 107 henry 
per mile; g = .25 x 107* mho per mile, and С = 0.0162 x 107° 
farad per mile, we have 


u = 113, 


VLC 
ut = 2h VIC. = 0.0485 0, 
Ж 


and the fundamental frequency of oscillation is 
f, = 371 cycles per second. 
If now the e.m.f. to which the line is charged is 
Е = 40,000 volts, 
substituting these values in equations (57) gives 
e = 51,000 £75? {sin c cos 0 + 581 3 7 cos 8 0 


+ #15 76085 0 +... }, in volts 
and — : | ` (58) 
1 = 147 6°"? {cos c sin 0 + $ cos 3 c sin 3 0 


+ icos5csin5 0 +... |, in amp. 
The maximum value of eis 
e = E = 40,000 volts, 
and the maximum current of 4 is 


= I = 115.5 amp. 


Since 
sin (2n—1)acos (2n —1) b | л 
> 2m -0,ifb— 5 «a«b, 
Л 
or b+5<a<btz, 
and | (59) 


л. 7 
= +5, if b<a<b+s 


7T. 7 
=-5 ifb <@<5—;, 


fh 
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applying (59) to (58) we have at any point т of the line, at the 
time @ given by 
0<6< т: e = ће“, t= 


вее вао: e = 0; ава dere. 


т+;<0<т+т:_ е= Вч; {=0), 


= 


аи ё = 0; DE M d 
Зл — а у 
tH с Oct +21; e=He“; 4 — 0), ete. 


At any moment of time 0 one part of the line has voltage 
e = Бе“ and zero current, and the other part of the line has 
current? = Je~™“ and zero voltage, and the а line between 
the two sections of the line is at т= 0 2 > , hence moves 
along the line at the rate т = 0. 

69. As second example may be considered the discharge of a 
live line into a dead line: A circuit of length 4, charged to 
a uniform voltage Æ, but carrying no current, is connected to a 
circuit of the same constants, but of length /,, and having neither 
voltage nor current, otherwise both circuits are insulated. 

kot the total length of the cireuit be denoted by 

2: =. +1, 
anc let the time be counted from the moment where the circuits 
1, and 7, are connected together, the distance from the beginning 
of the live circuit 4, whose other end is connected to the dead 
circuit L,. 

Introduce again the denotations (44), and represent the total 
length of the line 27 = 1, + 1, by т = xz, then write 

qu orm l, Л 
йж: 

As the voltage is E from т = 0 to т = 1,, and 0.from т = т, to 
т = п, the mean value of voltage, or the voltage which will be left 
on the line after the transient phenomenon has passed, 15 





T 
Co. =E, 
л 
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and the terminal conditions of voltage and current are 


д=0 
= Е-е, от 0< 7 <%, 
e= Во ПОБ рт 2) 
t = 0. 


Proceeding then in the same manner as іп paragraph 34, in the 
present case the equations (49) and (52) apply, and 


9 “Ty i 
аһ =- |] (E — e) cos nd 48 — [| e, cos n a 
л Ti 
_2 E sin nt, 
= 2) 


Gn’ = bn =, = 0; 





hence, 
fn = 0 
and 
2H (т ©, sinnt 
e=- Е pw Se ——— cos тт COS no’, 
a (2 n \ 


(60) 

. 28 JC а 9 Sinne. i 

$———AÀ е7“ bi an ^t sin 70. 
л L T 


Choosing the same line constants as in paragraph 35, and 
assuming | 
l = 120 miles апа J,= 80 miles, 
we have 
| l = 100 miles and т, = 0.6 z. 


Let Ё = 40,000 volts, ut = 0.0404 6, and the fundamental 
frequency of oscillation, /,, = 445 cycles per second; then 
e = 24,000 + 25,500 «794? f sin 108° cos т cos 0-Е# sin 216° 
cos 2 т cos 20+4sin 348° cos 3 т cos 8 0+: · } volts 
and (61) 
T = 73.5 c- ^" sim 108? sin т sin 0 + # sin 216° sin 2 т 
sin 2 0+ 4 віп 348° sin 3 c sin 3 0 +---} amp. 


• 


CHAPTER VIII. 


TRANSITION POINTS AND THE COMPOUND CIRCUIT. 


70. The discussions of standing waves and free oscillations in 
Chapters V and VII, and traveling waves in Chapter VI, apply 
directly only to simple circuits, that is, circuits comprising а con- 
ductor of uniformly distributed constants r, L, g, and C. Indus- 
trial electric circuits, however, never are simple circuits, but are 
always complex circuits comprising sections of different con- 
stants, — generator, transformer, transmission lines, and load, — 
and а simple circuit is realized only by a section of a circuit, as 
a transmission hne or a high-potential transformer coil, which is 
eut off at both ends from the rest of the circuit, either by open- 
circuiting, 7 = 0, or by short-cireuiting, e = 0. Approximately, 
the simple circuit is realized by a section of a complex or com- 
pound circuit, connecting to other sections of very different con- 
stants, so that the ends of the circuit can, approximately, be con- 
sidered as reflection points. For instance, an underground cable 
of low L and high C, when connected to a large reactive coil of 
high L and low С, may approximately, at its ends be considered as 
having reflection points 7 = 0. А high-potential transformer 
coil of high Z and low С, when connected to a cable of low L 
and high С, may at its ends be consiclered as having reflection 
points e = 0. In other words, in the first case the reactive coil 
may be considered as stopping the current, in the latter case the 
cable considered as short-circuiting the transformer. This 
approximation, however, while frequently relied upon in engi- 
neering practice, ancl often permissible for the circuit section in 
which the transient phenomenon originates, is not permissible in 
considering the effect of the phenomenon on the adjacent sections 
of the circuit. For instance, in the first case above mentioned, 
a transient phenomenon in an underground cable connected to 
а high reactance, the current and e.m.f. in the cable may approx- 
imately be represented by considering the reactive coil as a 
reflection point, that is, an open circuit, since only a small current 
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exists In the reactive coil. Such a small current in the reactive 
coil may, however, give a very high and destructive voltage in the 
reactive coil, due to its high L, and thus in the circuit beyond the 
reactive coil. In the investigation of the effect of a transient 
phenomenon originating in one section of a compound circuit, as 
an oscillating arc on an underground cable, on other sections of 
the circuit, as the generating station, even a very great change 
of circuit constants cannot be considered as a reflection point. 
Since this is the most important case met in industrial practice, 
as disturbances originating in one section of a compound circuit 
usually develop their destructive effects in other sections of the 
circuit, the investigation of the general problem of a compound 
circuit comprising sections of different constants thus becomes 
necessary. This requires the investigation of the changes occur- 
ring in an electric wave, and its equations, when passing over a 
transition point from one circuit or section of a circuit into an- 
other section of different constants. 

71. The equations (53) to (60) of Chapter I, while most general, 
are less convenient for studying the transition of a wave from one 
circuit to another circuit of different constants, and since in in- 
dustrial high-voltage circuits, at least for waves originating in the 
circuits, g and k are very large compared with s and h, as dis- 
cussed in paragraph 16, s and h may be neglected compared with 
qand k. This gives, as discussed in paragraph 9, 


h = 03, 
k = ад, 
L 
а-о = Vane, (1) 
m, [L 
C’ = су = q C = V, 
where = 
с = VIC, (2) 
and substituting 
А = cl, (3) 
that is, | 


ыз 
4 i 
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gives 
{ = е7“ [7:070 [0, сова (А — 5) + Су sin q (А — 9] 
— et +D [C cos q (A + t) + C/ sing A+ 0] 
+ +" 07 [C сова (à — 1) + C4 sing (Q — 9] 
— eS 0*2 [C сово (A + D C4 sing A+ 0]] (5) 
and | 
L — ul ( ,—8(À—0 ^g 
e ec [710-9 (0, cosg (à =) + бу sima = 0] 
+ e** 09? [0, сова (A+ 0) + C, sing (A+ 0] 
+ e** 6-9 [C, cos q (à — 0) + C, sing (A — 0] 
+e At) [O сова (Att) + C/sinq (2 + 0]. 


(6) 
Substituting now 
C? + С,“ = Аз, 
GI Co em В, (ту 
C? ue Ce d C, 
Cà +C? = Р, 
ГА 
- = tan a, 
^1 
ГА 
ee tan f, 
e 
, (8) 
rA = tan y, i 
3 


, 
4 
== = tan д, 


C, 
gives 
t= с У а cos [q (4—t) —a]— Be ** 4 cos [а (1+) —8] 
+ Qe ** 079 cos [q (4—0) —r]— De 5 +0 cos [9 (A+t) —д]} 
(9) 
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and 
e = Viger den? cost (4—0) - о] + Be ++ eos[q(a+t) —8] 


Cet 9-0 cos [g(A—t) —у]+ Ре“ +0 cos [g(A-+t) — 61), 
| (00) 


12. In these equations (9) and (10) Х is the distance coórdinate, 
using the velocity of propagation as unit distance, and at a tran- 
sition point from one circuit to another, where the circuit con- 
stants change, the velocity of propagation also changes, and thus # 
for the same time constants в and g, h and К also change, and 
therewith kl, but transformed to the distance variable A, gd re- 
mains the same; that is, by introducing the distance variable А, 
the distance can be measured throughout the entire circuit, and : 
across transition points, at which the circuit constants change, 
and the same equations (9) and (10) apply throughout the en- 
tire circuit. In this case, however, in any section of the circuit, 


A == cl 
-ivms | ш 


where L; and C; are the inductance and the capacity, respect- 
ively, of the section 2 of the circuit, per unit length, for instance, 
per mile, in a line, per turn in a transformer coil, etc. 

In a compound circuit the time variable #18 the same through- 
out the entire circuit, or, in other words, the frequency of oscilla- 
tion, as represented by а, and the rate of decay of the oscillation, 
as represented by the exponential function of time, must be the 
same throughout the entire circuit. Not so, however, with the 
distance variable 1; the:wave length of the oscillation and its rate 
of building up or down along the circuit need not be the same, 
and usually are not, but in some sections of the circuit the wave 
length may be far shorter, as in coiled circuits as transformers, 
due to the higher L, or in cables due to the higher C. To extend 
the same equations over the entire compound circuit, it therefore 
becomes necessary to substitute for the distance variable 1 another 
distance variable Х of such character that the wave length has the 
same value in all sections of the compound circuit. As the wave, 





length of the section 4 is fee this is done by changing the 


unit distance by the factor v; = УТО. The distance unit of 
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the new distance variable 4 then is the distance traversed by the 
wave in unit time, hence different in linear measure for the 
different sections of the circuit, but offers the advantage of 
carrying the distance measurements across the entire circuit 
and over transition points by the same distance variable 4. 

This means that the length /; of any section 2 of the compound, 
circuit is expressed by the length 4; = e. 

The introduction of the distance variable 4 also has the advan- 
tage that in the determination of the constants r, L, g, C of the 
different sections of the circuit different linear distance measure- 
ments / may be used. For instance, in the transmission line, 
the constants may be given per mile, that is, the mile used as 
unit length, while in the high-potential coil of à transformer the 
turn, or the coil, or the total transformer may be used as unit of 
length J, so that the actual linear length of conductor may be 
unknown. For instance, choosing the total length of conductor 
in the high-potential transformer as unit length, then the length 
of the transformer winding in the velocity measure 4 is 4, = 
V LC, where L, = total inductance, C, = total capacity of 
transformer. 

The introduction of the distance variable 4 thus permits the 
representation in the circuit of apparatus as reactive coils, etc., 
in which one of the constants is very small compared with the 
other and therefore is usually neglected and the apparatus 
considered as “massed inductance,” ete., and allows the investi- 
gation of the effect of the distributed capacity of reactive coils 
and similar matters, by representing the reactive coil as a finite 
(frequently quite long) section A, of the circuit. 

73. Let À, 4, Ар · • · да be a number of transition points at 
which the circuit constants change and the quantities may be 
denoted by index 1 in the section from 4, to 4, by index 2 in the 
section from 4, to À, ete. 

At à = А, it then must ђе 2, = t, €, = 6,; thus substituting 
А = 2, into equations (9) and (10) gives 

e7 нта А 2 cos[q, (4, = —а:1— В, 9 оов[а, (0,0 —В.]) 
ve Cor (0 et сов[д 0,2) т) — Ре“ ^ eos[g, 04-0) -2,]] 
eg ба-з (4 e icos[g, (4,— 1) —a,] — B+% cos [g,(4, +) — 8,1} 
Бет баа {O et эй сов[0, (2, —) —y,] – Ре“ cos [g,(4, Ft) —д,]}. 

| (12) 
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Herefrom it follows that 
d, = б; | (13) 
that is, the frequency must be the same throughout the entire 
circuit as is obvious, and 
U, E 8, uU, d S. (14) 
Since u, # u, only one of the two waves can exist, the A B, 
or the C D, and since these two waves differ from each other 
only by the sign of s, by assuming now that s may be either 
positive or negative we can select one of the two waves, for 
instance, the second wave, but use A, B, a, # as denotations of 
the integration constants. 
74. The equations (9) and (10) now assume the form 


% = gouty Aeron) сов [4 (4 — t) — a] 
— Be~8A+9 сов [4 (A + t) — 81) 
and В (15) 
ё = У (Ae ** 0? cos [q (4 — t) — a] 


+ Be-*0*? cos [у (à + 0— 81), 
Or 
dd ge rot Az tid eos [9 (A — t) — а] 
— Bs “= cos [g (A +t) — #]) 
and 
7 (16) 
e Мано (aet oo {g(t — = a] 


+ Bs7*^cos [9 (A+ 9 —8]); 


or, using equations (5) and (6) instead of (9) and (10), the cor- 
responding equations are of the form 
perl ЕВИ [A сова (4 — 1) + Bsing (А — t)] 

— e440 [C сова (A+ t) + Dsing A+ 9] 


and Я (17) 
= Ve [e **0-9? [A сова (A — +В віш д (4—)] 


+ g 8070 [C COS, Q (A + t)+D sin q (4-20]h 
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or 
CE {ere [A cos q (A — t) + Bsin q A—D] 
— «7 (C cosg (A+ t) + Рата (à + 5] 
and | | (18) 
L 
e у.о [е [А cos g (A — 2 +В sin g (1—0)] 
2 AIC cos q (4 + 2+2 sin q (44-0]], 


where s may be positive or negative. 
From equation (12) it then follows that 


м, + 8, = и, + 8, = Uy $8, ==... = Un + 8а = 1%, (19) 

where u,, t, Us, etc., Un are the time constants of the individual 
- ‚о. 1/7 

sections of the complex circuit, 5 Б\Т +2) and u, may be called 


the resultant time decrement of the complex circutt. 
75. Equation (12), by canceling equal terms on both sides, 
then assumes the form 
Ae) cos [g (= 0 — а] — B^ ^ cos [g (4, + 0 — В] = 
А teh сов [4 (4 — D) — 6] ~ B, 7^ вов [0 (А, + 0) — al, 
and, resolved for cos qt and sin gf, this gives the identities 
A etA cos (04, — o4) — Bye~** cos (qh — 8) = 
Ac" сов (ga, — а,) — В” cos (04, — ba), 
Ajet sin (gà, — а) + Ви“ ^ sin (04, — 8) = 
Ae ^*^ віп (qà, — «„) + В," sin (47, — ba). (20) 
These identities resulted by equating 7, = 7, from equation 


(15). In the same manner, by equating e, and ез from equation 
(15) there result the two further identities 


vz [4,27% cos (gà, = о) + Beh сов (42, = 82] = 


Vas. gh cos (Q^, 7. at) + B^ COS (41, а 8.) }, 
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L, 484 —8, 45 an ү 
a {А е^ sin (ga, — а) — Ва“ "7 sin (94, — 8) = 
L, . --39À С —85À Y 
— [A.U sin (44, —«) — Ве“ == sin (0А, — 8). (21) 


Equations (20) and (21) determine the constants of any 
section of the circuit, A,, B,, a,, Ba from the constants of the 
next section of the circuit, А, B,, «,, be 


Let 
Ac **^ cos (qå, — а) = A’; 
Ac **^ gin (gd, — а) = А"; 
Ва“ "А cos (42, — A = B', (22) 
Be-5^ gin (94, — B) = В"; 
: (23) 
Then 
ОСА = (e, + e) А; + (с, — e) BY, 
2¢,B,' = (c, + e) B + (с, —e9 Ay, T 
2 c6,A," = (c, 4- 6) A,” — (e, — с) Ву, 
2с,В/ = (e, +e) В,” — (e, — с) А,", 
and since by (22): 
A^ + A” = Ae. eto, (25) 


substituting herein (24), 


4 CPA Ag tw = (c, + c, А je t? + (с, — c, B 8e 28A, (26) 
+ 2 (А/В/ — А'В/) (e — 6) 


rá 


TRANSITION POINTS AND THE COMPOUND CIRCUIT 573 


and 
—% B, Las Sin (47, — 6) 
_ +в, A, sin (44, — a) " 
tan e =. В, з 008 (9h, — B.) {ап (44, а) 





tc, А, 08 (07, — а) 





ite By sin =й) 


A, 
€,—6, A, а sin (04, — a) 
с 

: tan (01,8). 


tan (417, — 6,) = 


С, 


B, 
m. 21 ona), COS (41, — a) 
Ge B, cos (qà — 6,) 
(27) 


In the same manner, equating, for А = M, in equations (18) 
the current 11, corresponding to the section from Му to №, with 
the current тз, corresponding to the section from A, to №, and also 
the e.m.fs., ез = е, gives the constants in equations (18) and 
(17), of one section, М to №, expressed by those of the next 
adjoining section, 2, to à, as 


A,=e mA | oy gt Д wtb ew (C, cos 2 ga, +D , Sin 2949] 
B,—e7 {q eth В, 4079 (0, sin 2 gd, — D, cos 2 gi,)} 
C me t f q gc 94 C, tbet (A, cos 2 42, —B 10002 04,)} 

| 





(28) 
D, e hh (a eth D, 4-b,e *9^ (A, sin 2 q^, — B, cos 2 04,) 
where 
C He 
4, F 5 C, z 
С 
-—— (29) 
i 20 
L 
1 
(30) 
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76. The general equation of current and e.m.f. in a complex 
circuit thus also consists of two terms, the main wave A in 
equations (15), (16), and its reflected wave B. 

The factor с ^ *9* = 67“ in equations (16) and (18) repre- 
sents the time decrement, or the decrease of the intensity of 
the wave with the time, and as such is the same throughout the 
entire circuit. In an isolated section, of time constant u, the 
time decrement, from Chapters У and VII, is, however, e; that 
is, with the decrement 7 * the wave dies out in the isolated sec- 
tion at the rate at which its stored energy is dissipated by the 
power lost in resistance and conductance. In a section of the 
circuit connected to other sections the time decrement e^ "* does 
not correspond to the power dissipation in the section; that is, 
the wave does not die out in each section at the rate as given by 
the power consumed in this section, or, in other words, power 
transfer occurs from section to section during the oscillation of 
& compound circuit 

If s is negative, wo is less than u, and the wave dies out in that 
particular section at a lesser rate than corresponds to the power 
consumed in the section, or, in other words, in this section of the 
compound circuit more power is consumed by r and g than is sup- 
plied by the decrease of the stored energy, and this section, 
therefore, must receive energy from adjoining sections. Inversely, 
if s is positive, u, > u, the wave dies out more rapidly in that 
section than its stored energy is consumed by т and g; that is, 
a, part of the stored energy of this section is transferred to the 
adjoining sections, and only a part — occasionally a very small 
part — dissipated in the section, and this section acts as a store 
of energy for supplying the other sections of the system. 

The constant s of the circuit, therefore, may be called energy 
transfer constant, and positive s means transfer of energy from the 
section to the rest of the cireuit, and negative s means reception 
of energy from other sections. This explains the vanishing of 8 
in a standing wave of a uniform circuit, due to the absence of 
energy transfer, and the presence of s in the equations of the 
traveling wave, due to the transfer of energy along the circuit, 
and in the general equations of alternating-current circuits. 

It immediately follows herefrom that in a compound circuit 
some of the s of the different sections must always be positive, 
some negative. 


“а 
м 


SE 
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In addition to the time decrement e^ “9 = £7" the waves in 
equations (16) and (18) also contain the distance decrement 
e **^ for the main wave, «~* for the reflected wave. Negative s 
therefore means a decrease of the main wave for inereasing 4, or 
in the direction of propagation, and a decrease of the reflected 
wave for decreasing А, that is, also in the direction of propagation; 
while positive s means increase of main wave as well as reflected 
wave in the direction of propagation along the circuit. In 
other words, if s is negative and the section consumes more 
power than is given by its stored energy, ancl therefore receives 
power from the adjoining sections, the electric wave decreases 
in the direction of its propagation, or builds clown, showing 
the gradual dissipation of the power received from adjoining 
sections. Inversely, if s is positive and the section thus supplies 
power to adjoining sections, the electric wave increases in this 
section in the direction of its propagation, or builds up. 

In other words, in & compound circuit, in sections of low 
power dissipation, the wave increases and transfers power to 
sections of high power dissipation, in which the wave decreases. 

This can still better be seen from equations (15) and (17). 
Here the time decrement є“ represents the dissipation of stored 
energy by the power consumed in the section by r and g. The 
time distance decrement, e**@~ for the main wave, «75 +0 for 
the reflected wave, represents the decrement of the wave for con- 
stant (A — 1) or (4 + t) respectively; that is, shows the change 
of wave intensity during its propagation. Thus for instance, 
following a wave crest, the wave decreases for negative s and 
increases for positive s, in addition to the uniform decrease by 
the time constant 7“; or, in other words, for positive s the 
wave gathersintensity during its progress, for negative sit loses 
intensity in addition to the loss of intensity by the time con- 
stant of this particular section of the circuit. 

77. Introducing the resultant time decrement ш of the com- 
pound circuit, the equations of any section, (16) and (18), can 
also be expressed by the resultant time decrement of the entire 
compound circuit, uo, and the energy transfer constant of the 
individual section; thus 


S = Uo — U, (31) 
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a =e Ағ +84 Gog [g(4—10) ~a] — Ва“ eos [(YA+O – 81! 


and (32) 
е= ү? c"! Де cos[g (4—1) – а ]+ Bs"  eos(q(4-- 0) — 1), 


or 
i = е LA cos q (A — 0 + В sing (4 — 0] 
Sei sq(A--0 + Рап (1 +1 
-— E eT“ [C cos q (à + 0 + Dsing A+ 0)1} T 
e = Vae [А eos q à — D + Bsing (A — 1)] 
+ 79 [C cos q (4 + 9 + Dsinq (A + {yj}. 


The constants A, B, C, D are the integration constants, and 
are such as given by the terminal conclitions of the problem, as 
by the distribution of current and e.m.f. in the circuit at the 
starting moment, for # = 0, or at one particular point, as 4 = 0. 

78. The constants и, and д depend upon the circuit conditions. 
If the circuit 18 closed upon itself — as usually is the case with an 
electrical transmission or distribution circuit — and A is the total 
length of the closed circuit, the equations must give for А = A 
the same values as for 4 = 0, and therefore g must be a complete 
cycle or a multiple thereof, 2 пл; that is, 


(жже (34) 


and the least value of q, or the fundamental frequency of oscilla- 
tion, 18 


ат 
do = А (85) 
and 
4 = nq, (86) 


If the compound circuit is open at both ends, or grounded at 
both ends, and thus performs a half-wave oscillation, and Ау = 
total length of the circuit, 

T 


д0 = т and q = фо, (87) 


1 
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and if the circuit is open at one end, grounded at the other end, 
thus performing a quarter-wave oscillation, and A,= total length 
of circuit, it is 
Л 

dy = 9A. and q = (2n — 1) 9, (38) 
while, if the length of the compound circuit is very great compared 
with the frequency of the oscillation, q, may have any value; 
that is, if the wave length of the oscillation is very short com- 
pared with the length of the circuit, any wave length, and there- 
fore any frequency, may occur. With uniform circuits, as trans- 
mission lines, this latter case, that is, the response of the line to 
any frequency, can occur only in the range of very high fre- 
quencies. Even in a transmission line of several hundred miles’ 
length the lowest frequency of free oscillation is fairly high, and 
frequencies which are so high compared with the fundamental 
frequency of the circuit that, considered as higher harmonics 
thereof, they overlap (as discussed in the above), must be 
extremely high—of the magnitude of million cycles. In a com- 
pound circuit, however, the fundamental frequency may be very 
much lower, and below machine frequencies, as the velocity of 





1 | е 
propagation —у= may be quite low in some sections of the cir- 
VLC | 


cuit, as in the high-potential coils of large transformers, and the 
presence of iron increases the inconstancy of L for high frequen- 
cies, so that in such a compound circuit, even at fairly moderate 
frequencies, of the magnitude of 10,000 cycles, the circuit may 
respond to any frequency. 

. 79. The constant uo is also determined by the circuit constants. 
Upon u, depends the energy transfer constant of the circuit sec- 
tion, and therewith the rate of building up in a section of low 
power consumption, or building down in a section of high power 
consumption. In a closed circuit, however, passing around the 
entire circuit, the same values of e and ? must again be reached, 
and the rates of building up and building down of the wave in the 
different sections must therefore be such as to neutralize each 
other when carried through the entire circuit; that is, the total 
building up through the entire compound circuit must be zero. 
This gives an equation from which uw, is determined. 
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LJ 
In a complex circuit having n sections of different constants 
and therefore n transition points, at the distances 


deo ME ( (39) 


where day, = Àj + A, and A = the total length of the circuit, 
the equations of т and e of any section t are given by equations 
(33) containing the constants A; Bi, С:, Da 

The constants A, B, C, D of any section are determined by 
the constants of the preceding section by equations (28) to 
(30). The constants of the second section thus are determined 
by those of the first section, the constants of the third section 
by those of the second section, and thereby, by substituting for 
the latter, by the constants of the first section, and in this manner, 
by successive substitutions, the constants of any section 7 ean be 
expressed by the constants of the first section as linear func- 
tions thereof. 

Ultimately thereby the constants of section (n + 1) are 
expressed as linear functions of the constants of the first section: 


Авы = WA, + "B, + а", + a" D,, 
Виа = ВА, Ъ”В, UC, + VID, 
Cua, = CA, + СВ, + 670, + UID, 

Dna, = ФА, + d"B, + 470, + ар, 


((40) 


where a’, a”, a”, а", b, b”, ete., are functions of s; and A; 
The (n + 1)st section, however, is again the first section, and 
itis thereby, by equations (88) and (39), 


—8,A. 

Aadi m3 А ;є i ) 
ЈА 

Виа = Bye ч; 
sA 

Caza = Cer р 


bw 51. 
Dus a Die 1 


((41) 


and substituting (41) into (40) gives four symmetrical linear 
equations in Aj, Bi, С, Di, from which these four constants 
can be eliminated, as n symmetrical linear equations with 
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n variables are dependent equations, containing an identity, 
thus: 


(a’ e e754) А, + a" B, + dp dE а" D, zs 0; 
БА, + (07 — 2788) B, + aC, + V" D, = 0; 


/ // Hn +s,A ( (42) 
CA SE Вузе pru eo ag. 
d'A, + d" В, + 40. dotate e t514) D, 2 0, 
and herefrom 
(a’ me g^) а” a" a" 
p’ (bY ae — s14) b” b” 
= 0. ((48) 
c c" (с E ets) ЕД 
d' d" d" (d 22 e 784) 


Substituting in this determinant equation for s; the values 


from (19) ) 


gives an exponential equation in w, thus: 

Ё (и, Udy % б) m 0, ( (45) 
from which the value u, or the resultant time decrement of the 
circuit, is determined. 


In general, this equation (45) can be solved only by approxi- 
mation, except in special cases. | 


CHAPTER IX. 


POWER AND ENERGY OF THE COMPOUND CIRCUIT. 


80. The free oscillation of a compound circuit differs from that 
of the uniform circuit in that the former contains exponential 
functions of the distance Х which represent the shifting or trans- 
fer of power between the sections of the circuit. 

Thus the general expression of one term or frequency of cur- 
rent and voltage in a section of a compound circuit is given by 
equations (33) of Chapter VIII; 


ђ = сч („ТА [A cosg (A — 0) + Валд (4 — 0] 
— &7* [C eos q (A + t) + Dsinq (A4 dj} 
and 


jc У онај cosg (2—ђ 4-B sin а (2–5] 
+ 27% [C cos (4+0 +D sin д (40)]), 


2x сз сы 
where q = nq, 9, = A , A = total length of circuit, expressed 


in the distance coórdinate 4 = cl, l being the distance coórdinate 
of the circuit section in any measure, as miles, turns, ete., and 
r, L, g, C the circuit constants per unit length of J, 


с = VIC, 
ПЕ 
= Му 


LEE ; ds : 
ws + 5) = time constant of circuit section, 


resultant time decrement of compound circuit, 


| 


Мо = и +S 


energy transfer constant of circuit section. 
580 


8 = Ug — ù 
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The insiantaneous value of power at any point 4 of the circuit 
at any time t is 


р =e 


L | 
= V Lom (e **4 [A cos q (4 — Ü + Bsing (A — ОР 
— 624 [C сово (A + 5) + D sin q (A + f] 
1,/Ь - | 
= 5 ae {leno (A? ES ВУ = 272% (С? aie Г?)] 
+e +? (4? — B?) cos 2q (3—1) —є—?*4 (C?— DY) cos 2 q (4t-0] 
+2[ABe*?"sin 2 q 4—0 —CDe~* sin 2q (44-2)]) ; (1) 


that is, the instantaneous value of power consists of a constant 
term and terms of double frequency іп (А — t) and (A + t) or 
in distance A and time 1. 

Integrating (1) over a complete period in time gives the 
effective or mean value of power at any point А as 
P= L Zetu [ети (A? + B — 6284 (С? + D*)}; (2) 


2 


— 


that is, the effective power at any point of the circuit is the 
difference between the effective power of the main wave and 
that of the reflected wave, and also, the instantaneous power 
at any time and any point of the circuit is the difference between 
the instantaneous power of the main wave and that of the 
reflected wave. 

The effective power at any point of the circuit gradually 
decreases in any section with the resultant time decrement of 
the total circuit, «-?^*, and varies gradually or exponentially 
with the distance 4, the one wave increasing, the other decreasing, 
so that at one point of the circuit or circuit section the effective 
power is zero; which point of the circuit is a power node, or point 
across which no energy flows. It is given by 


6284 (A? + В?) = 277284 (Pe DS), 


or 
dp САУ 
тА + ВУ Я 
А 1 го + D i 
745 08 42 + В? 
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The difference of power between two points of the circuit, 1, 
and 4,, that is, the power which is supplied or received (depend- 
ing upon its sign) by a section 1’ = 4, — 4, of the circuit, is given 
by equation (2) as 


p 2) түй | (etsh — ge task) (A? ES B?) 
— (g725^ ке 72841) (C? + D». (4) 


If P, is > 0, this represents the power which is supplied by the 
section 4' to the adjoining section of the circuit; if Р, < 0, this is 
the power received by the section from the rest of the complex 
circuit. 

If så, and sd, are small quantities, the exponential function 
ean be resolved into an infinite series, and all but the first term 
dropped, as of higher orders, or negligible, and this gives the 
approximate value 


gin _ ЗА = + 25(2, — А) = +280; (5) 
hence, 


L 
P, = ау. [4° + Ва + G4 Dit; (6) 


that is, the power transferred from a section of length 4’ to the 
rest of the circuit, or received by the section from the rest of the 
circuit, is proportional to the length of the section, 2’, to its trans- 
fer constant, s, and to the sum of the power of main wave and 
reflected wave. 

81. The energy stored by the inductance L of a circuit element 
da, that is, in the magnetic field of the circuit, is 


12 


Ж 


qu, = 
W 5 


where L’ = inductance per unit length of circuit expressed by 
the distance coórdinate А. 

Since L = the inductance per unit length of circuit, of distance 
coórdinate l, and 4 = сї, 
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hence, 


dw, -5 A Pd. | (0) 


In general, the circuit constants r, L, g, C, per unit length, 
l = 1 give, per unit length, 4 = 1, the circuit constants 


or (8) 
tH, .yb. a, 2 fC 
VIC’ VLC C? VEG’ VIE L 
Substituting (290) in equation (309) gives 


4 
w l L aust enl [A cos q (4 — f + Bsing (à – OF 


di 2760 
+e [C cosg (A +t) + Рата (A+ OF 
— 2[А cos q (4 — t) + Вата (à — 0)] 
[C cos q (2 + 0) + D sin q (à + 2)]] 


iym (5? (A? + B?) + REID (C? 4 D*j] 


+ [et?4 (А? —.3*) cos 2 q (A — 0) 
+ e7*9 (C* — D?) cos 2 q (At 9] 
+ 2[ABe*? 9 sin 2q (A — 0) + Сре“ sin 94 (А + 91 
— 2[(AC — BD) cos 2 qå + (AD + BC) sin 2g4] 
— 2[(AC + BD) cos 2 qt + (AD — BC) sin 2 qt]]. 
(9) 


Integrating over à complete period in time gives the effective 
energy stor edi in the magnetic field at point 4 as 


aW, 1 ("'dw, di 


ЧА ad, di 
-1 Loss {[є ***^ (А? + В?) рет 224 (С? + Г?)| 


– 2 [(40 — BD) cos 244 + (AD+BC) sin 2 47), (10) 


584 TRANSIENT PHENOMENA 


and integrating over one complete period of distance A, or one 
complete wave length, this gives 


їй i dW, s -aut | 428] ( 42 
e mu LL ug 5 B 
"wa Meum jen gua 
page (Cœ + D3}. (11) 


The energy stored by the inductance L, or in the magnetic 
field of the conductor, thus consists of a constant part, 


a a IE cm [ге (A? + В?) + e284 (С° + D^, (12) 


а part which is a function of (A — t) and (A + 9, 


dw Р 
w. aN с“ аи! {[{+%44 (A? — В?) cos 2g (A — t) 


+ 2724 (C? — Г?) cos 2 q (A + 5] 
+ 2 [ABe *?? gin 2 q (A — 8 
+ CDs" sin 94 (4 + 51), (18) 
a part which is a function of the distance 4 only but not of time f, 


- = we: 


эү тз" (Аб — BD) cos2 ga + (AD + BC) sin 2 01, 
(14) 
and a part which is a function of time # only but not of the 
distance 1, 
177 
ar 1 о =з (40 + ВР) cos 2qi+(4D- BC) sin 2 qt], 


(15) 
ancl the total energy of the electromagnetic field of circuit element 
dd at time # is 

d, du, df dw! du" a" 
dài а а aa 41 
82. The energy stored in the electrostatic field of the conductor 
or by the capacity С is given by 


F 
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or, substituting (8), 
cw oO BL | (17) 


and substituting in (17) the value of e from equation (38) of 
Chapter VIII gives the same expression as (9) except that the 
sign of the last two terms is reversed; that 1s, the total energy of 
the electrostatic field of circuit element dd at time # is 

dw? dw, , dw’ , dw" аш" 

d 7 d. тау dX 7 d em 
and adding (16) and (18) gives the total stored energy of the 
electric field of the conductor, 

dw dw, dw, dw, dw! 


i ae up uw а. (18) 





and integrated over a complete period of time this gives 


aw = dws _ 1 L g 2l o +28d ( 42 2 — 281 ((72 2 
ur 25 bem ue p ee oe ру}. (20) 
dw’ dw” 
The last two terms, —— di iud PL thus represent the energy 


which is transferred, or pulsates, between the electromagnoue 
and the electrostatic field of the circuit; and the term —- gut ЕТ 
sents the alternating (or rather oscillating) component of stored 
energy. 

83. The energy stored by the electric field in a circuit section 


repre- 


4’, between 2, and 2, is given by integrating w between 4, and 4,, 
as 
-> net { (є +?*% i є+®%%у (A? + B?) 
Сао qose. (21) 


or, substituting herein the approximation (307), 


Је 7 | 
W = 5 у Veet {4° + В + С + 29]. (22) 
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Differentiating (22) with respect to t gives the power sup- 
plied by the electric field of the circuit as 
aW 


аы ue v acm (ne В + + DY, Q3 


or, more generally, 
= Mo JT e-u +284 _ +281 2 2 
2 8 Q f(e E ) (A + B ) 

2x (g- 25h = g- 35A) (C? + D3}. (24) 


: ; : À 
84. The power dissipated in the resistance r'dÀ = Lu of a 
VLC 





conductor element dà is 
| ар = r'?dÀ (25) 


hence, substituting herein equation (16) gives the power con- 
sumed by resistance of the circuit element dA as 


ар 2r(dw, dw dw” dw" 


d bla a й а \' 
and the power consumed by the conductance дА = ri 
of a conductor element dA is 
dp" = феал 2 (27) 
2 
== T dw; 


hence the power consumed by conductance of circuit element då 
is 


ар" 2g(du, " du | a 
di clad di dài sas 


(28) 


and the total power dissipated in the circuit element da is 


di 41 dà 


ФА da 


dp, ар, dp" | dw, , dw’ dw” йш” 
| Fen) 89 


(26) | 
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where, as before, 


and P (30) 
n-i( - £ | 
2N 0 
and integrating over a complete period 
dP, dw, dw" 
gy = p 


the power dissipated in the circuit thus contains a constant term, 


dw оъ M : 
4u qi! and а term which is a periodic function of the distance å, 
dw 


if 
4 ms of double frequency. 


Averaged over a half-wave of the circuit, or a multiple thereof, 
the second term disappears, and 

dP? dW, | 

à ig 





or, substituting (12), 
Pp L 
E nu voe fet (A? BY + є—%# (C + DIA. (82) 


thus the power dissipated in a section 1’ = 4, — A, of the circuit 
is, by integrating between limits 4, and å, 





Рф = zy Dre f (gt _ g t 29A) (A? + В?) 


dit (g 7255. — 25% (CS x Dy}, | (33) 
or, approximately, 
PP= ил Veet (A^ + В + 0° + DH. (84) 


85. Writing, therefore, 
L 


IP = (А? + В? + С + РУ) ү2, (85) 
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the energy stored in the electric field of the circuit section of length X’ is 


1 
W = Е X HeT? ut; ((86) | 


the power supply to the conductor by the decay of the electric field of 
the circuit is 
P= Uk HeT? ( (37) 


the power dissipated in the circuit section 2’ by its effective resist- 
ance and conductance is 


Р, = uA H- 2 tot. ( (38) 


and the power transferred from the circuit section X to the rest of 


the circuit is 
P= sN ta (39) 


that is, = = ratio of power dissipated in the section to that 
0 
supplied to the section by its stored energy of the electric field. 
8 1 ; . ; ; 
Fe fraction of power supplied to the section by its electric 


о 
field, which is transferred from the section to adjoining sections 
(or, if s < 0, received from them). 


8 | . 
— = ratio of power transferred to other sections to power 
u 


dissipated in the section. 

u, + u + s thus is the ratio of the power supplied to the sec- 
tion by its electric field, dissipated in the section, and transferred 
from the section to adjoining sections. 

These relations obviously are approximate only, and applicable 
to the сазе where the wave length is short. 

86. Equation (4), of the power transferred from a section 
to the adjoining section, can be arranged in the form 


P, = үле" (рена (4? + BY) — «778 C+ DP)] 
— [*?9^ (4? + BY) — 738 (0° + DJ}; ( (40) 
that is, it consists of two parts, thus: 


Re = I dert [e*29 (A? + B?) B a7 28% (С? + D. ( (41) 
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which is the power transferred from the section to the next fol- 
lowing section, and 


pues ug onm temp psp qno, (42) 


which is the power received from the preceding section, and the 


difference between the two values, 
Bg rem, (43) 


therefore, is the excess of the power given out over that received, 
or the resultant power supplied by the section to the rest of the 
circuit. 

An approximate idea of the value of the power transfer con- 
stant can now be derived by assuming H? as constant throughout 
the entire compound circuit, which is approximately the case. 

In this case, as the total power transferred between the sections 
must be zero, thus: 

SB о = 0; 


hence, substituting (341), 
2M = 0, (44) 


and, since 
5 = Uy T Uy 


uA = Sway; (45) 


that is, the resultant circuit decrement multiplied by the total 
length of the circuit equals the sum of the time constants of the 
sections multiplied with the respective length of the section, or, if 

„5... 6, = length of the circuit section, as fraction of the 
total circuit length A, 


Uy = Y Eu. (46) 


Whether this expression (46) is more general is still unknown. 

87. As an example assume a transmission line having the 
following constants per wire:r, = 52; L, = 0.21;g, = 40 x 1075, 
and С, = 1.6 x 10-8. 

Further assume this line to be connected to step-up and step- 
down transformers having the following constants per trans- 
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former high-potential circuit: r, = 5, L, = 3; g, = 01 X 107, 
and С, = 0.8 X 107°; then 
hf =o, = VLC, = 0.58 x 107, 1/ = c, = 0.95 x 10^, 
= 186, Шз к= 


The circuit consists of four sections of the lengths 
4, =0.58 X 1074, 4,/=0.95 х 1073, A,’ =0.58 X 10, А/ =0.95 x 107; 


hence a total length 


= 51.6 + 0.59 = 52.2; 


= + 513. 


A = 3.06 х 107%, 
and the resultant circuit decrement is 
9 ^1 f zÀ : 
Uy = 2A и, + 2 x tL, 
hence, s, = — 83.8 and s, 


If now the current in the circuitis?, = 100 amperes, the e.m.f. 
e, = 40,000 volts, the total stored energy is 


jj 
У = 10 


| 


(L, + Lj) T e, (С, + С, 
32,000 + 3000 = 35,000 joules, 


and from equation (36) then follows, for ¢ = 0, 


1 AH? = 35,000, 
не = 70,000 _ 99.8 xc 109, 
А 
which gives нь = 52.2, 
Н? = 22.8 x 10%, 
IF = 35,000. 





Line, 


Length of section, >= |0.58x1073 
Time constant, u= 136 
Transfer constant, s= — 83.8 
Energy of clectric 





field, F= 6.650 
Power supplied by 

electric field, P= 690 
Power dissipated, P9?^-—-| 1800 
Power transferred, P, = |— 1110 








Step-up 


Transformer. 


0.95 X107710.58x 107? 


1 
1 51.2 


10.850 
1132 


22 
1110 








Step-down 





Line. 










Transformer. 
0.95 х 1073 
136 1 
— 83.8 + 51.2 


6 .650/10. 850 kilojoules 


690 1132 kilowatts 
1800 22 kilowatts 
— 1110 1110 kilowatts 


- 


~, 


POWER AND ENERGY OF THE COMPOUND CIRCUIT 591 


Thus, of the total power produced in the transformers by the 
decrease of their electric field, only 22 kw. are dissipated as heat 
in the transformer, and 1110 kw. transferred to the transmission 
line. While the power available by the decrease of the electric 
field of the transmission line is only 690 kw., the line dissipates 
energy at the rate of 1800 kw., receiving 1110 kw. from the 
transformers. 


CHAPTER X. 


REFLECTION AND REFRACTION AT TRANSITION POINT, 


88. The general equation of the current and voltage in a sec- 
tion of a compound circuit, from equations (33) of Chapter VIII, 
is 

ф = 7“ fata [A cos q (4 — 2) + B sing (A — 9] 
— 79 [С созд (д + 9 + Dsinq (à+ 0] 
есе fet [А сова (à — t) + Bsing (4 — 0] 
LacH [C eos q A+ 9 + Рата (4 + 9], 
where 
= ol = distance variable with velocity as unit; 
vuv 


~ 
| 


o 
| 
am 


= и + 8 = resultant time decrement; 
Тут ; 
= (+ + z) — time constant, and 


s = energy transfer constant of section. 


At a transition point A, between section 1 and section 2 the 
constants change by equations (28) and (29) of Chapter VIII 


A и eted 4 +“ 8^ (C, cos 2 gå, +, sin 242)) 





с“ teks (а, eth B +d e784 (C, sin 2 ga,—D, cos 2 47) | (2) 
=e th [ает b etA (А, cos 297, +B, sin 2 04)] 
а, „840 E b,e **^: (A, sin 244, — B, cos 294) |, 
where 
а а. (3 
ECC and b, 25, (3) 
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Choosing now the transition point as zero point of ^, so that 
A< 0 is section 1, А >0 is section 2, equations (2) assume the 


form A, = aA, T bC,, 
В, = a,B, — 6,D,, (4) 
С, = aC, Ex bA; 


D, = a4D, — b,B,. 
From equations (4) and (3) it follows that 
С, (d = Са) = б, (A? CY’) | 


c, (B? — D?) = c, (B? — Dg). 


If now a wave in section 1, A В, travels towards transition 
point À — 0, at this point a part is reflected, giving rise to the 
reflected wave C D in section 1, while à part is transmitted and 
appears as main wave A B in section 2. The wave C D in sec- 
tion 2 thus would not exist, asit would be a wave coming towards 
A = 0 from section 2, so not a part of the wave coming from 
section 1. In other words, we can consider the circuit as com- 
prising two waves moving in opposite direction: 

(1) A main wave A,B,, giving a transmitted wave A,B, and 

reflected wave C,D,. 
(2) А main wave C,D,, giving a transmitted wave C/D; and 
reflected wave А/В. 

The waves moving towards the transition point are single main 
waves, A,B, and C,D,, and the waves moving away from the 
transition point are combinations of waves reflected in the sec- 
tion and waves transmitted from the other section. 

89. Considering first the main wave moving towards rising ^: 
in this C4 = 0 = Dz, hence, from (4) 


(5) 


and 





aC, + b,A,— 0 
and (6) 
aD, — Ь,Вү= 0, 
and herefrom 
Ds с, ~ с 
adc АЕ А == + 2 14 
1 i 1 б 4 е 1 
апа | (7) 
b. ЕЕ б, C5 E 
жаз Niue 
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which substituted in (349) gives 


b? a? — b? 2c 
= = 1 
А„= а,А,— эу A = БЕ ad A,= "ES 
1 1 1 
and (8) 
b? a? — b? 2с 
1 _ 1 _ 1 
ТАТРЕ клк 
1 1 1 2 


Then for the main wave in section 1, 

= gc „+84 { А, сова (A — D + B, sing (à — 51 

and (9) 
e, = ce etA А, сова (4— t) +B, sing (4— 0}. 


When reaching a transition point 4 = 0, the wave resolves into 
the reflected wave, turned back on section 1, thus: 


7 Casmir g 00 gà 
РК с т т : А ,cosg (4+4) —B sing (44-0)] 
and (10) 
е, = +e, 2 erute sà] А cosg (414-0) В, sing 4-1 }. 
C.-C, 


The transmitted wave, which by passing over the transition 
point enters section 2, is given by 


эе 





не ТАРСЕ 4 0 (à — D -В s = 
LR me EE {4,cosq (A — 0 --B,sing (4—1) } 
and (11) 
2 C -— Up 24 ч ; 
е, = ur S бее A, cos 900—2 -B,sing (3—1) }. 
T B, 
The reflection angle, tan (2) = ars. › 18 баре у to the 
1 


В, 
impact angle, tan (5, = + = А? and transmission angle, tan (7,) 


ol BG 
euh a . 

Reversing the sign of А in the equation (10) of the reflected 
wave, that is, counting the distance for the reflected wave also in 


the direction of its propagation, and so in opposite direction as 
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in the main wave and the transmitted wave, equations (10) 
become 


ay c etl {A cosg -i+ В, sin g (4—0) }, 
(12) 
T — e, Ca Os uot pend [A ,cosg (4^ —t) + B,sinq (//—1) |, 
ir 
and then 
iR =1, 
OT 
+ i = y (18) 
— 6, + ej" = €, 
é,+¢," =e, 


(1) In a single electric wave, current and e.m.f. are in phase 
with each other. Phase displacements between current and 
. e.m.f. thus ean occur only in resultant waves, that 18, in the com- 
bination of the main and the reflected wave, and then are a 
function of the distance 1, as the two waves travel in opposite 
direction. 

(2) When reaching a transition point, a wave splits up into a 
reflected wave апа a transmitted wave, the former returning in 
opposite direction over the same section, the latter entering the 
adjoining section of the circuit. 

(3) Reflection and transmission occur without change of the 
phase angle; that is, the phase of the current and of the voltage 
in the reflected wave and in the transmitted wave, at the transi- 
tion point, is the same as the phase of the main wave or incoming 
wave. Reflection апа transmission with a change of phase angle 
can occur only by the combination of two waves traveling in 
opposite direction over a circuit; that is, in a resultant wave, 
but not in a single wave. 

(4) The sum of the transmitted. and the reflected current 
equals the main current, when considering these currents in their 
respective direction of propagation. 
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The sum of the voltage of the main wave and the reflected 
wave equals the voltage of the transmitted wave. 

The sum of the voltage of the reflected wave and the voltage 
of the transmitted wave reduced to the first section by the ratio 


of voltage transformation 2 , equals the voltage of the main wave. 


1 
(5) Therefore a voltage transformation by the factor 2 
1 


С, 
-V29 — occurs at the transition point; that is, the trans- 
mitted wave of voltage equals the difference between main wave 


and Pas wave multiplied by the transformation ratio 2; 
1 
ё„=— 2 (s, — e”). As result thereof, in passing from one section 


of & eus to another section, the voltage of the wave may 
decrease or may increase. < x > 1, that is, when passing from 


1 
a section of low inductance and high capacity into a section of 
high inductance and low capacity, as from a transmission line 
into a Dips or a reactive coil, the voltage of the wave is . 


increased; if 2 " ? « 1, that is, when passing from a section of high 


inductance and low capacity into a section of low inductance 
and high capacity, as from a transformer to a transmission line, 
the voltage of the wave is decreased. 

This explains the frequent increase to destructive voltages, 
when entering a station from the transmission line or cable, of an 
impulse or a wave which in the transmission line is of relatively · 
harmless voltage. 

The ratio of the transmitted to the reflected wave is given by 





DNE TNR CT CR 
h^ dye CADO УЛ EIOS og 
LG, 
and (14) 
Bins бб. LT. а 2 
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90. Example: 


Transmission line Transformer 
L, = 1.95 x 103 L,-1 
C, = 0.0162 x 1075 | C, = 04 x 107° 
c, — 346 c = 1580 
2L 0.56 = = 2.56 
ti ё, 
And in the opposite direction 
2 om — 2.56 23 25150. 
dy е; 
wie; ; D od ; 
The ratio — becomes a maximum, = оо, for = = =, but in 
e," ©; ~ 


1 
this case 6," = 0; that is, no reflection occurs, and the reflected 
wave equals zero, the transmitted wave equals the incoming 
wave. 
2, 266 
Ge Gte’ 
hence, becomes a maximum for c, = 0, ог с, = o and 


then = 2; in which case e, = 0. (15) 


é, dO 

€, е, + е,’ 
hence, becomes a maximum for с, = 0, ore, = o and then = 2; 
in which case ?, = 0. From the above it is seen that the maxi- 
mum value to which the voltage can build up at a single transi- 
tion point is twice the voltage of the incoming wave, and this 
occurs at the open end of the circuit, or, approximately, at a 
point where the ratio of inductance to capacity very greatly 
increases. 





4" 06, — 6. 

(а р €, ya Cy 

hence, becomes a maximum, and equal to 1, for e, = 0, (16) 
Or C, = o. 





"Hn 
e" с с, 


а ж 


ё, е, +e, 





has the same value as the current-ratio. 
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91. Consider now a wave traversing the circuit in opposite 
direction; that is, Сб, is the main wave, A,B, the reflected 
wave, С.Р; the transmitted wave, ада А: = 0 = Bı. In equa- 
tion (4) this gives | 














А, = bC; 
В, ES DD 
С, aC, 
and D, = aD; 
hence, 
бр ба eo 
FON. C Sb ea t. 
1 2с 
= — р = 2 
D, а, ? ¢,+¢ Dii 
A bg ат (17) 
E C A ч 
2 1 €, — 6 Cy — бре. 
В, с а AUT Dy 


Ep a 
€, t €; Cyt с, 


that is, the same relations as expressed by equations (7) and 
(8) for the wave traveling in opposite direction. 
The equations of the components of the wave then are: 
Main wave: 
бр = ее (C, cos q (At t) + D sing (à 9) - dm 
e, = Te "У g^ (С, сова (A+ D + D, sing (A + 5) z 


Transmitted wave: 


je eG, cos g (A+) 4- D, sin g (4+0) } 
= 9G _ - | 
а= =, ut g ASC cosg (А+) +D, sing (7+9 |; 


Reflected wave: | 
С — 6, Lug g^ (С, eos q (4—0 —D, sin q (A—t)} 
et с, (20) 


е Оба очай end (С, сова (A-t) - D, sing (4—0) |; 


с, __ 
„= 
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or, in the direction of propagation, that is, reversing the sign of 4: 


Uf = а ow а ' [C, сова (# +1)+D, sin q Q^ 4-1)] | 
CFG, | 
hc! а 6g g^ nl p 7s , , 
go Eq me (C, cos q (X +4) +, sin q (0+1) |. | 
(21) 


92. The compound wave, that is, the resultant of waves pass- 
ing the transition point in both directions, then is 


0 _ 7 “, . 

$9 =, +4, +4, | 
» / 

1 €, t €, pel 

"0. A = ^, 

$49 = bg + ty + 2, 
e, +, + 6; 


с 
© 
I 


(22) 


e 
ы 
e 
| 


In the neighborhood of the transition point, that is, for values 
À which are sufficiently small, so that e ** and e~™ can be dropped 
as being approximately equal to 1, by substituting equations 
(9) to (11) and (18) to (21) into (22) we have 


Де Lg An cos q (A — 1) + В, sing (4-0) }} 








EX Се {As cosg(A+t) – В, апу (4+ 9) 
Е. s e cos g (A + 0 + D, sin д (4+0) |]; 
el = суе“! па, cos g (à — D + В, sing (A —1)| 
ы леи z cos q (A + )— В, sing (à + 0] 
с, + с, 
ae {С„ сова (A+ 9 + Р, в sin g (44-0]]: (23) 
6, + 6, 


i = е7 [íC,cosq (à + 0) + D,sing (A + 9) 








к | š 2 
us i C ir cena — 1) — D,sing (A — t)} 
a => fA сова (4 — 9+ В, sing 4—0} 


bw | 
Га y y Y» v» с» И 


600 TRANSIENT PHENOMENA 
e = с “У [{C, cosg (4+0 + D, sing (A + t) | 
poe (С, cos g (A — t) — D,sing (A — 9) 


е 
2с, 





+ [А сова (A — t) + В, sing (A — 91). 
1 


€, + 6, 
In these equations the first term is the main wave, the second 
term its reflected wave, and the third term the wave transmitted 
from the adjoining section over the transition point. 
Expanding and rearranging equations (23) gives 
9 — оѓ | 
i!) =- л - [{(c,A, — c,0,) сов 47 + e, (B,— D,) sin gå} cos gt 
1 2 
— [(c,B, + c,D;) cos 44 — с, (А, + C.) sin qå} sin gt]; 











Qe aoe [{e, (A, +C.) cos ga+ (c,B,+c,D,)sin 94} cos gt 
— (с, (B,—D,) cos ga— (c, A, —c,C ,)sin gA]sin qt]; 
(24) 

го = : y (c,A, — ¢,C',) cos 44 + e, (B, — D,) sin qå} cos gt 
(еВ, + e,D,) cos qå — с, (А, + С) sin qà} sin gt}; 

bi age оа 0) сов gi+ (c,B,+¢,D,) sin gd} cos qt 


– [e,(B, — D,) cos qÀ— (c,4, — 6,0) sin 44 | sin qt] 

93. This gives the distance phase angle of the waves: 
c, (B, — D,) cosgt + (A, + С,) sin gt} 

(cA, — ¢,C,) cos qt — (¢,B, + ¢,D,) sin gt’ 


tan 2,9 = 





indo = Als = Dy) cos + (4, + C) sin gi} (25) 
Poet o (eA c,C’,) cos qt — (c,B, + ¢,D,) sin gt ; . 
hence, | 
tan UN == б, 2 LC, , 
tani? с, YL,C,’ (26) 
ian a0 = 2:8: + 60) cos gt + (eA, — 60) sin di 
| с (А, + C,) cos gt — (B, — D,) sin qt} : 
tan e," = (В, + ср) cos gt + (c,A, — cC.) sin gt (27) 


e, ((A, + C,) cos qt — с, (B, — D,) sin gt}? " 
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tane, c, О, 
a ee plo. 28 
tane, c, LC, oe 


1“ 2 


hence, 





that is, at a transition point the distance phase angle of the wave 
changes so that the ratio of the tangent functions of the phase 
angle is constant, and the ratio of the.tangent functions of the 
phase angle of the voltages is proportional, of the currents 


. | с L 
inversely proportional to the circuit constants c — y a 


In other words, the transition of an electric wave or impulse 
from one section of a circuit to another takes place at a constant 
ratio of the tangent functions of the phase angle, which ratio is a 
constant of the circuit sections between which the transition 
occurs. | 

This law is analogous to the law of refraction in- optics, except 
that in the electric wave it is the ratio of the tangent functions, 
while in optics 1% is the ratio of the sine functions, which is con- 
stant and a characteristic of the media between which the tran- 
sition occurs. 

Therefore this law may be called the law of refraction of a wave 
at the boundary between two circuits, or at a transition point. 

The law of refraction of an electric wave at the boundary 
between two media, that is, at a transition point between two 
circuit sections, is given by the constancy of the ratio of the 
tangent functions of the incoming and refracted wave. 


CHAPTER XI. 
INDUCTIVE DISCHARGES. 


94. The discharge of an inductance into a transmission line 
may be considered as an illustration of the phenomena in a com- 
pound circuit comprising sections of very different constants; 
that is, a combination of a circuit section of high inductance and 
small resistance and negligible capacity and conductance, as a 
generating station, with a circuit of distributed capacity and 
inductance, as a transmission line. The extreme case of such a 
discharge would occur if a short circuit at the busbars of a gen- 
erating station opens while the transmission line is connected 
to the generating station. 

Let т = the total resistance and Г = the total inductance of 
the inductive section of the circuit; also let g = 0,C = 0, and 
L, = inductance, C, = capacity, r, = resistance, g, = conduc- 
tance of the total transmission line connected to the inductive 
circuit. 

In either of the two circuit sections the total length of the 
section is chosen as unit distance, and, translated to the velocity 
measure, the length of the transmission line is 
А = с = VEC 


0 
апа the length of the inductive circuit is 
à = <, = VLC, = 0; 4) 


that is, the inductive section of zero capacity has zero length 
when denoted by the velocity measure 4, or is a “massed induc- 
tance.” 

It follows herefrom that throughout the entire inductive 
section 4— 0, and current 2, therefore is constant throughout this 
section. 

Choosing now the transition point between the inductance and 
the transmission line as zero of distance, 4 = 0, the inductance 

602 
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is massed at point 2 = 0, and the transmission line extends from 
A=O0toAs=A,. 

Denoting the constants of the inductive section by index 1, 
those of the transmission line by index 2, the equations of the two 
circuit sections, from (33) of Chapter VIII, are 

= еч ((A, — C) cos qt — (B, + D) sin qt], (2) 
e, = e," ((A, + C4) cos qt — (B, —D)) sin gt}; 
= ee +54 [A, cos q (4 — 9 + B, sing (å — 5] 
iC, cos q (A+) + D,sinq (2 + 01), 
e, = e," {fet [А cos q (4 — 1) + В, та (4 — 9] 
+ e79 [C, сова Q + t) + D,sin q (A+ dy}, 
and the constants of the second section are related on those of 
the first section by the equations (28) to (80) of Chapter VIII: 


(3) 








A, = А, + 6,0, C, = 60, +ФЂА, | (4) 
В, = aB, — 0,р,, D, = aD, ~ b,B,, 
where 
| (5) 
апа . 
с = А. (6) 


95. In the inductive section having the constants L and т, 
that is, at the point А = 0 of the circuit, current 2, and voltage 
e, must be related by the equation of inductance, 

Р di 
e — rh р (7) 
Substituting (2) in (7), and expanding, gives 
e, (A, + О) cos qt — (B, — D,) sin gt} 
= (r + ub) А, — Cj) cos qt — (B, + D,) sin gt} 
+ qL ((A, — С) sin qt + (B, + Dj) cos gt}, 
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and herefrom the identities 
e, (A, + С) = т + uL) (A, — О) + 41 (В,+ = © 
с, (B, — Dj) = (r + uL) (B, + D) — 41 (A,— С). 
Writing | 


A E 
and (9) 
BED aN. 
gives 
с (4, + C) = (+ ub) M + qLN 
and (10) 
& (В, — D,) = (г + иШ) Мое qLM, 
which substituted in (4) of Chapter X gives 
A, - = (( + T + ul) M + qLN = (М + pN), 
1 
В, = E f(e +r +uL) УМ — 41М | ZO – рМ), 
1 (11) 
Cue E {gLN—(¢ —r — mq) M} = SUIV. =M), 
1 | ES 
Dues {М + (c -r= т) №) = „ (pM +N), 


where in the second expression terms of secondary order have 
been dropped. 
Dr qh | 
с = Ҷу =, ==. 
С, с 
Then substituting in (2) gives the equations of massed induc- 
tance: 
=" М cos qt — N sin qt] | 
е = (и) M+gLN]cosgt—[(r+u,L) N—gLM]sin gt}. 
(12) 
If att = 0, e, = 0, that is, if at the beginning of the transient 
discharge the voltage at the inductance is zero, as fcr instance 
the inductance had been short-circuited, then, substituting in 


{ 
€. 
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(12), and denoting by à, the current at the moment і = 0, or at 
the moment of start, we have 


t = 0, 1,— iy e, = 0; hence, 








M = ty 
13 
Nue rp i 
qL 
and 
бан ыы {eos qi + эк sin qt | 
x (14) 
pus QL)? + (r + Ub) пе sin qi 
1 qL 0 : ` 
In this case 
A, = 3; 
Sunk: ty (у 2 2 |. 
В, 2 оф ка а о со сој (15) 
C, =- ; 
1, 3 
D, = pup UD + (+ wb? — с (т + шј]. 


96. In the case that the transmission line is open at ity end, 
at point А = 4, 
А = Ар 


1, = 0; 
hence, this substituted in (3), expanded and rearranged as 
function of cos gi and sin gt, gives the two identities 
et (4, cos ga, + B, sin 04) = g 79h (C, cos gd, + D, sin gA,) 
and (16) 
et (A, singA, —B, cos 94,) =—e7™ (С, sin gd, — D,sin gÀ,). 
Squared and added these two equations (16) give 
gt? 840 (4? a Bj») = 284 (03 “a DA. (17) 
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Divided by each other and expanded equations (16) give 
(АС, — B2De) sin 2 gho = (AD: + B2B2) cos 2 Gro. (18) 
Substituting (881) into equations (17) and (18) gives 
e*? ol (015 (e + v + ugl)?} =67?™{ (gL)?+ (c — r — uL)? (19) 
{ (qL)? + (r + ul)? — е?) sin 2 дм = 2 cgL cos 2 għo. (20) 
Since 2 sħo is a small quantity, in equation (19) we can sub- 
stitute 
et 29 шо 1 +2 50; 
hence, rearranging (19) and substituting 
8 = Uo — Ч 
gives 
с (у + UWL) — (u — uo) № | (GL)? + (т + wL)? + са) = 0. (21) 
Since (7 + uL) is a small quantity compared with c? (qL)?, it 
can be neglected, and equation (20) and (21) assume the form 
f (gL)? — c) sin 2 għo = 2 cqL cos 2 gro (22) 
c(r + uL) — (и — ма) № ((qD)? +} =0, — (23) 
and, transformed, equation (22) assumes the form 
2 cqL 


tan 2 04, = Ly à ; 
Ог 
с 
{== Y tan qÀ,, (24) 
Or 
с 
gp Т, cot qÀ,, 


hence tan 2 gd, is positive if qL > с, as is usually the case. 
Expanded for u, equation (23) assumes the form 


"EZ" (UL? + с |— or 
° А (42) + 8] + ch 


а 

Be Ex. oy 
u ob +2, {GLY + 2] 
8 = — (u — uj. 


or 
(25) 
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From equations (24) q is calculated by approximation, and 
then from (25) uo and s. 

As seen, in all these expressions of g, Uy s, etc., the integration 
constants M and N eliminate; that is, the frequency, time atten- 
uation constant, power transfer, еђе., depend on the circuit con- 
stants only, but not on the distribution of current and voltage 
in the circuit. 

97. At any point ^ of the circuit, the voltage is given by equa- 
tion (3), which, transposed, gives 


e = es" fet (А, cos gh + B, sin gd) cos gt 
+ (A, sin 94 — B, cos qì) sin qt] 
+ eT (С, cos gd + D, sin 92) cos qt 
— (С, sin ga — D, cos qå) sin 91), 
or approximately, 
e = ce" (А, + C,) cos gd + (B, + Dj) sin 01] eos gt 
+ [(A, — C) sin g4 — (B, — Dj) cos qì] sin qt]. 


Similarly to equation (381), 
A, T C, = pN; 


4,— С, = М; 
(26) 
В, + D, = N; 
B, m D, ES pM, 
where 
L 
p = = ? 
then 
€, = є“ (gL cos gÀ--csin 94) (N cos qt + M sin gt), 
Jus qL. : (27) 
2, = =ч (cos gd — = sin ga) (M cos qt — N sin gt); | 
e, = qLe™™ (N cos gt + M sin qt), (28) 
1, = e" (M cos gt — N sin qt). 
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= qe 7" cos gt, 


e, = qLigs "" sin qt; 


20 
„келе е (бб es ып ga) cos qt, en 
e, = їе“ (qL cos ga + c sin ga) sin qt. 
Writing 
МЪ (АР + №) = Iy (30) 
the effective values of the quantities are 
Г = То“, 
Е, = ОГ; 
81 
Loi (cos ga — © sin a), ep 
E, — Ig^"* (qL cos qà + c sin 91). 
Herefrom it follows that 
І, = О for 4 = A, by the equation 
L 
cos 94, — q- sin gd, = 0, 
or 
с 
q= 7 cot дА (32) 
while q= — 7 tan qÀ, (83) 
gives 
gL сов gi, + csin 94, = 0; 
that is, 


Е, = Oat’ = А, 
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At the open end of the line А = X, the voltage Es by substi- 
tuting (32) into (31) is 
go 42b 


2 


1 — uo » ' 34 
cos gA, P _ 





At the grounded end of the line 2 = 4, the current 7,, by sub- 
stituting (403) into (401), is 
diy 
бк се a 
? cos 4% 480 

An inductance discharging into the transmission line thus 
gives an oscillatory distribution of voltage and current along the 
line. 

98. As example may be considered the three-phase high- 
potential circuit, comprising a generating system of r = 2 ohms 
and L = 0.5 henry per phase and connected to a long-distance 
transmission line of r, = 0.4 ohm, L, = 0.002 henry, g,= 0.2 X 
1079 mho, С, = 0.016 x 10-* farad per mile of conductor or 
phase, and of 2, = 80 miles length. 


с = Va! = 354, c = 125,300; 
C, 


с, = VLC, = 5.66 x 10; 
Ay = Lo, = 0.453 X 1075; 


fn L2) = 
u = |. = 106; 


де 


4 


and herefrom, substituting in equations (34) and (35), 
q = — 708 tan (0.0259 g)° (zero voltage) 
= + 708 cot (0.0259 g)° (zero current), 
Uy 1 


u 0.618 @ 10-* + 1.28 


100.35? | 185.64° | 273.83? |362.89? 452.32? | 541.94? 
3875 7168 10,572 114,010 17,463 20,920 


0.0946} 0.0302) 0.0142] 0.00816|  0.0047| 0.0037 


95.8 102.8 104.5 105.1 105.5 105.6 
10.2 8.2 1.5 0.87 0.5 0.4 
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By equation (31) the effective values of the first six har- 
monies are given as 


(1) Quarter-wave: 100.35°. 
g, = 3875; 
чу = 95.8; 
I = + "У (cos ga — 5.48 sin 94), 
Е = 1989 т,“ (cos 44 + 0.182 sin ga). 


(2) Half-wave: 185.64°. 
9, = 7168; 
u, = 102.8; 
I = ће (cos gd — 10.14 sin 42); 
HE = 3585 4" (cos gd + 0.098 sin 02). 


(5) Three-quarter wave: 273.83°. 

q, = 10,572; 

ну = 104.5; 
te (cos gd — 14.90 sin 92); 
5287 (e (cos 04 + 0.007 sin 92). 


BN 
I ol 


(4) Full wave: 362.89°. 
qa = 14,010; 
Uy = 105.1; 
I = 4" (cos gd — 19.8 sin gd); 
E = 7005 $7" (cos да + 0.050 sin 42). 


(5) Five-quarter wave: 452.32°. 
qs = 17,408; 
, = 105.5; 
I = це "= (cos gà — 24.65 sin 42); 
Е = 8732 це + (cos qà + 0.040 sin gA). 
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(6) Three-half wave: 541.94°. 
ds = 20,920; 
Uu, = 105.6; 
I = d^" (cos да — 29.6 sin gd); 
E = 10,460 1,27” (cos qå + 0.033 sin 04). 


SECTION V 
VARIATION OF CIRCUIT CONSTANTS 


CHAPTER I. 


VARIATION OF CIRCUIT CONSTANTS. 


1. In the preceding investigations on transients, the usual 
assumption is made, that the circuit constants: resistance r, in- 
ductance L, capacity C and shunted conductance g, are constant. 
While this is true, with sufficient approximation, for the usual 
machine frequencies and for moderatcly high frequencies, ex- 
perience shows that it is not even approximately true for very 
high frequencies and for very sudden circuit changes, as steep 
wave front impulses, etc. 

If r, L, C and g are assumed as constant, it follows that the 
attenuation is independent of the frequency, that is, waves of all 
frequencies decay at the same rate, and as the result, a complex 
wave or an impulse traversing a circuit dies out without changing 
its wave shape or the steepness of its wave front. 

Experience, however, shows that steep wave fronts are danger- 
ous only near their origin, and rapidly lose their destructivencss 
by the flattening of the wave front when running along the circuit. 
Experimentally, small inductances shunted by a spark gap, in- 
serted in transmission lines for testing for high frequencies or 
steep wave fronts, show appreciable spark lengths, that is, high 
voltage gradients, only near the origin of the disturbance. 

The rectangular wave of starting a transmission line by con- 
necting it to a source of voltage, which is given by the theory 
under the assumption of constant r, L, C and g, is not shown by 
oscillograms of transmission lines. | 

If r and L are constant, the power factor of the line conductor, 


Vie Gab? should with increasing frequency continuously 

decrease, and reach extremely low values, at very high frequen- 

cies, so that at these, an oscillatory disturbance should be sus- 

tained over very many cycles, and show with increasing frequency 
615 
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an increasing liability to become a sustained or cumulative oscil- 
lation. Experience, however, shows that high frequency oscilla- 
tions die out much more rapidly than accounted for by the stand- 
ard theory, and show at very high frequency practically no 
tendency to become cumulative. 

Therefore, when dealing with transients containing very high 
frequencies or steep wave fronts, the previous theory, which is 
based on the assumption of constant 7, L, C and g, correctly 
represents the transient only in its initial stage and near its origin, 
but less so its course after its initial stage and at some distance 
from the origin, especially with high frequency transients or 
steep wave fronts. 

It therefore, is of importance to investigate the factors which 
cause a change of the line constants 7, L, C and g, with increasing 
frequency or steepness of wave front, and the effect produced 
on the course of the transient as regard to duration and wave 
shape, by the variation of the line constants. 

The two most important factors in the variation of the circuit 
constants 7, L, C and g seem to be the unequal current distribution 
in the conductor and the finite velocity of the electric field. 


UNEQUAL CURRENT DISTRIBUTION IN THE CONDUCTOR. 


2. The magnetic field of the current surrounds this current 
and fills all the space outside thereof, up to the return current. 
Some of the magnetic field due to the current in the interior and 
in the center of a conductor carrying current thus is inside of 
the conductor, while all the magnetic field of the current in the 
outer layer of the conductor is outside of it. Therefore, morc 
magnetic field surrounds the current in the interior of the con- 
ductor than the current in its outer layer, and the inductance 
therefore increases from the outer layer of the conductor toward 
its interior, by the "internal magnetic field.” In the interior of 
the conductor, the reactance voltage thus is higher than on the 
outside. 

At low frequency, with moderate size of conductor, this differ- 
ence is Inappreciable in its effect. At higher frequencies, how- 
ever, the higher reactance in the interior of the conductor, due 
to this internal magnetic field, causes the current density to de- 


crease toward the interior of the conductor, and the current to 
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lag, until finally the current flows practically only through a 
thin layer of the conductor surface. 

As the result thereof, the effective resistance of the conductor 
is increased, due to the uneconomical use of the conductor mate- 
rial caused by the lower current density in the interior, and due 
to the phase displacement, which results in the sum of the cur- 
rents in the successive layers of the conductor being larger than 
the resultant current. Due to this unequal current distribution, 
the internal reactance of the conductor is decreased, as less cur- 
rent penetrates to the interior of the conductor, and thus pro- 
duces less magnetic field inside of the conductor. 

The derivation of the equations of the effective resistance of 
unequal current distribution in the conductor, rı and of the in- 
ternal reactance x, under these conditions is give . in Section ТТТ, 
Chapter УП. It is interesting to note that effective resistance 
and internal reactance, with increasing frequency, approach the 
same limit, and become proportional to the square root of the 
frequency, the square root of the permeability, and the square 
root of the resistivity of the conductor material, while at low 
frequencies the resistance is independent of the frequency and 
directly proportional to the resistivity, and the internal reactance 
is independent of the resistivity and directly proportional to the 
frequency. 


FINITE VELOCITY OF THE ELECTRIC FIELD. 


3. The derivation of the equations of the effective resistance 
of magnetic radiation, and in general of the effects of the finite 
velocity of the electric field on the line constants, are given in 
Section ПІ, Chapter VIII. 

The magnetic radiation resistance is proportional to the square 
of the frequency (except at extremely high frequencies). It 
therefore is negligible at low and medium frequencies, but be- 
comes the dominating factor at high frequencies. It is propor- 
tional to the distance of the return conductor, but entirely inde- 
pendent of size, shape, or material of the conductor, as is to be 
expected, since it represents the energy dissipated into space. 
Only at extremely high frequencies the rise of radiation resist- 
ance becomes less than proportional to the square of the fre- 
quency. It becomes practically independent of the distance of 
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the return conductor, when the latter becomes of the magnitude 
of the quarter wave length. 

The same applies to the capacity. Due to the finite velocity 
of propagation, the dielectrie or electrostatie field lags behind 
the voltage which produces it, by the same angle by which the 
magnetic field lags behind the current, and the capacity current 
or charging current thus is not in quadrature with the voltage, 
or reactive, but displaced in phase by more than 90°, thus con- 
tains a—negative—energy component, which gives rise to a 
shunted conductance of dielectric radiation g. This gives rise 
to an energy dissipation by the conductor, at high frequencies, 
by dielectric radiation into space, of the same magnitude as the 
energy dissipation by magnetic radiation, above considered. 

The term “shunted conductance” g has been introduced into 
the general equations of the electric circuit largely from theo- 
retical reasons, as representing the power consumption propor- 
tional to the voltage. Most theoretical investigations of trans- 
mission circuits consider only r, L and C as the circuit constants, 
and omit g, since under average transmission line conditions, at 
low and moderate frequencies, g usually is negligible. In com- 
munication circuits, as telegraph and telephone, there is a ‘‘leak- 
age," which would be represented by a shunted conductance, and 
in underground cables there is a considerable energy consump- 
tion by dielectric losses in the insulation, as the investigations 
of the last years have shown, which gives a shunted conductance. 
In overhead power lines, however, energy losses depending on 
the voltage—-and leading to a term g—have been known only at 
such high voltages where corona appears. 

It is interesting, therefore, to note that at high frequencies 
“shunted conductance" g may reach very formidable values even 
in transmission lines, due to electrostatic radiation. 

In investigating the effect of the finite velocity of the electric 
field on the inductance L and the capacity C, it is seen that the 
equations of external inductance and of capacity are not affected, 
but remain the same as the usual values derived by neglecting 
the velocity of the electric field, except at extremely high fre- 
quencies, when the distance of the return conductor approaches 
quarter wave length. 
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EQUATIONS OF ELECTRICAL CONSTANTS, AND NUMERICAL 
VALUES. 


4. In the following are given, compiled from Section III, 
Chapters VII to IX, the equations of the components of the 
electrical constants, as functions of the frequency, for conductors 
with return conductor, and also for conductors without return 
conductor (as approximated by lightning strokes or wireless 
antennzg): 

Resistance: True ohmie resistance or effective resistance of 
unequal current distribution, and magnetic radiation resistance. 

Reactance: Low frequency internal reactance or internal re- 
actance of unequal current distribution, and external reactance. 

Inductance: Low frequeney internal inductance or internal 
inductance of unequal current distribution, and external in- 
ductance. 

Shunted conductance and capacity are not so satisfactorily 
represented, and therefore, instead of representing energy storage 
and power dissipation depending on the voltage by a conductance 
g and a capacity C or suseeptance b, in shunt with each other, it 
is more convenient to represent them by an effective resistance, 
the dielectric radiation resistance r,, and a capacity reactance z,, 
in series with each other. 


EQUATIONS OF ELECTRICAL CONSTANTS. 


Let 1 = length of conductor, em. 
[, = radius of conductor, em. 
l = circumference of conductor, cm. : 
15 = shortest circumference of conductor, cm. 
l' = distance of return conductor 
f = frequency, cycles per second 
Х = electrical conductivity, mhos per em.’ 
и = magnetic permeability 
S = 8 X 10 = velocity of radiation in empty space; 
it is, then, log denoting the natural logarithm. 


Resislances: 


True ohmie resistance (thermal): 


To = = ohms 
= Arl, ' 
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Effective resistance of unequal current distribution (thermal): 


бүле vl |04 uf 10-4 ohms. 


Effective magnetic radiation resistance: 
(а) Return conductor at distance V’: 


9727? 
Sry H 10-7? ohms; 





P3 = 
at extremely high frequencies: 
7 
та = 4 ті |5 — со 257 | 107? ohms. 
(6) Conductor without return conductor: 
та = 27111 1079 ohms. 


Effective dielectric radiation (shunted) resistance :" 
(a) Return conductor at distance 1: 


218 


те = 7 1079 ohms, 





at extremely high frequencies: 
S? | T 2 «fl | 


diia = | 


(b) Conductor c. return conductor: 


Pe = 10-9 ohms. 


"ERU 
йы = 2510 ohms. 


Reactances: 
Low frequency internal reactance: 
Yio = пўш 1079 ohms. 


Internal reactance of unequal current distribution: 





„= тї [0.4 uf 10-4 ohms = т. 
11 À | 


*As shunted resistance and reactance, т, and x, are inverse proportional 
to the length of the conductor l, that is, the longer the conductor, the more 
current is shunted across, and the lower therefore are ғ, and х. For this 
reason, the shunt constants usually are given as conductance g and suscop- 
tance b. In the present case, however, r and v give simpler expressions. 
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External reactance: 
(a) Return conductor at distance V: 


бо = 4 rfl log 7 107? = А rfl log ur 107? ohms; 


pm 
at extremely high Нела 
МИ 8 a ды 
кү ЖП {oe yar 0.5772 — sil 7" | 10-9 ohms. 
(b) Conductor without return ae. 
" 8 | 40-9 
л» = т] | log 2 afl, 0.5772 | 107? ohms. 


Shunted capacity reactance: 
(a) Return conductor at distance 1’: 








7 7 
5? log : S? log gm 
c * 40-9 — c2 ^ 10-9 : 
Da zji 10 zji 10— ohms; 
at Е. high frequencies: 
S 2 ie 


e = — 0.5772 — sil E = | 107? ohms. 


тўй = | log Sh, 
(b) Conductor как return conductor: 
Di 
To = fi ilo 06 277, = 
Inductances: 
Low frequency internal inductance: 


— 0.5772 | 10-9 ohms. 


Ly) = E 10-? henrys. 


Internal inductance of SM eurrent distribution: 


| 0.1 p 


L, = OP 


107^ henrys. 


External Р 
(а) Return conductor at distance 7’: 
ГА , 
Та = 21 log + 107? = 2 [105 ш 107? henrys; 
T 2 
at extremely high frequencies: 


Га = 21} — 0.5772 — sil 22 


S —9 
log Si, S | 10 henrys. 
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(b) Conductor without return conductor: 


EU E EM —9 
Та = 21 | log 575i; 0.5772 | 10-? henrys. 








Capacity: 
(a) Return conductor at distance l’: 
9 
Cy = —— farads; 
28? log L 
&t extremely high frequencies: 
10° 
C= farads. 
А 8 ЕЕ. а 
28 | log кү — 0.8772 — sil -g 
(b) Conductor without return conductor: 
10% 
С farads. 





2g | log x — 0.5772 | 

5. Herefrom then follow the Circuit Constants: 

At Low Frequencies (Machine Frequencies up to 10° cycles, 
approx.) : 


r= ro 

z = = + Xo 
L = Lio + Lo 
C mE Co 
g=0 

At Medium Frequencies (105 to 10° cycles, approx.) : 

Т = 71 

2 = 210 + 20 
L= Lı + Lo 
C == C, 

g = 0 


At High Frequencies (10° to 107 cycles, approx.): 
r = т + 7з (with return conductor) 

т + 7 (without return conductor) 
£ = т1 + 2 (with return conductor) 

= gı + x: (without return conductor) 
L = Lı + Lo (with return conductor) 

= Lı + Је (without return conductor) 
C=C, (with return conductor) 

= С; (without return conductor) 


(approximately, or represented by 2, and 7). 


| 
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g represented by т, and ze: 


Ve 


Te LI — 
ШИГЕ, Te? + Ж? 


at extremely high frequencies (above 107 cycles, spprox.): 





= 2nfC; 


Tom т + r, (with return conductor) 
rı + ra (without return conductor) 
zı + 24 (with return conductor) 
а + £ (without return conductor) 


|| 


з 
|| 


| 


C and g represented by 7, and ve, thus: 


C= Daf (re? + ж). 


From these follow the derived circuit constants: 
Magnetic attenuation: 


= 
ш ктү, 
Dielectric attenuation: 


Usually zero at low and medium frequencies, 


at high and very high frequencies., 


Attenuation constant: 
u = ш + па = % (+ 5) 


Series power factor: 
T 


008 ш = 77 
Vr + а? 
Shunt power factor: 
Zero at low and medium frequencies, 





r 


с 
COS об = и 
© МР F omi 


at high and very high frequencies. 
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~ 


Duration of oscillation := 


lg = | seconds 
u 
f 
= = cycles. 
No ;, cycles 


6. As seen, four successive stages may be distinguished in 
the expressions of the circuit constants as functions of the fre- 
quency. 

1. Low frequencies, such as the machine frequencies of 25 and 
60 cycles. The resistance is the true ohmic resistance, the in- 
ternal reactance and inductance that corresponding to uniform 
current density throughout the conductor, with conductors of 
moderate size, and of non-magnetic material. 

2. Medium frequencies, of the magnitude of a thousand to 
ten thousand cycles. Resistance and internal reactance or in- 
ductance are those due to unequal current distribution in the 
conductor, that is, the resistance is rapidly increasing, and the 
internal inductance decreasing. The conductance g is still 
negligible, radiation effects still absent, and all the energy loss 
that of thermal resistance. 

3. High frequencies, of the magnitude of one hundred thou- 
sand to one million cycles. The radiation resistance is appreci- 
able and becomes the dominating factor in the energy dissipation. 
The internal inductance has practically disappeared, due to the 
current penetrating only a thin surface layer. A considerable 
shunted conductance exists due to the dielectric radiation. 

4. Extremely high frequencies, of the magnitude of many 
millions of cycles, when the quarter wave length has become of 
the same magnitude or less than the distance of the return con- 
ductor. Radiation effects entirely dominate, and the usual ex- 
pressions of inductance and of capacity have ceased to apply. 

This last case is of little industrial importance, as such ex- 
tremely high frequencies propagate only over short distances. 


* Under “ Duration" of a transient is understood the time (or the number 
of cycles), which the transient would last, that is, the time in which it would 
expend its energy, if continuing at its initial intensity. With a simple ex- 


ponential transient, this is the time during which it decreases to 1 or 36.8 


per cent. of its initial value. It decreases to one-tenth of its initial value in 
2.3 times this time. 
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It would come into consideration only in calculating the flatten- 
ing of the wave front of a rectangular impulse in the immediate 
neighborhood of its origin, and similar problems. 

Thus far, a general investigation does not seem feasible. Sub- 
stituting the equations of the circuit constants, as functions of 
the frequency, into the general equations of the electric circuit, 
leads to expressions too complex for general utility, and the in- 
vestigation thus must largely be made by numerical calculations. 

Only when the frequencies which are of importance in the 
problem lie fairly well in one of the four ranges above discussed 
—as is the case in the investigation of the flattening of a steep 
wave front in moderate distances from its origin—a more general 
theoretical investigation becomes possible at present. 


CHAPTER II. 
WAVE DECAY IN TRANSMISSION LINES. 


7. From the equations given in Chapter I, numerical values 
of the line constants are calculated and given in Table IV, 
for average transmission line conditions, that is, a copper wire 
No. 00, with 6 ft. = 182 cm. between the conductors, and an 
average height of 30 ft. = 910 cm. above ground, for the two 
conditions: 

(a) A high frequency oscillation between two line conductors. 

(b) A high frequency oscillation between one line conductor 
and the ground. 

The table gives: 

The thermal resistance rı, the radiation resistance rs, and the 
total resistance r = r, + rs. 

The internal reactance vı, the external reactance zs, and the 
total reactance zy = xi + 23. 


The magnetic attenuation ш = 2p the diolectrie attenuation 


Мо = 30 and the total attenuation u = qu + ts. 


The table also gives the duration of a transient in micro-seconds 
t and in cycles N, that is, the time which a high frequency oscilla- 
tion of the frequency f would last, if continuing with its initial 
intensity and the number of cycles which it would perform. It 
also gives the power factor, in per cent, of the series circuit, as 
determined by resistance and inductance, and of the shunt cir- 
cuit, as determined by shunted conductance and capacity. 
` As seen, the attenuation constant u is constant up to nearly 
one thousand cycles. Thus in this range, all the frequencies die 
out at the same rate. From about one thousand cycles up to 
about 100,000 cycles, the attenuation constant gradually in- 
creases, and thus oscillations die out the more rapidly, the higher 
the frequency, as seen by the gradual decrease of the duration 4. 
However, as the increase of the attenuation constant and thus 
the increase of the rapidity of the decay of the disturbance, in 
this range, is smaller than the increase of frequency, the number 
of cycles performed by the oscillation increases. Thus, at 25 or 
60 cycles, the stored energy, which supplies the oscillating power, 
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would be expended in less than one cycle, that is, a real oscillation 
would hardly materialize (except by other sources of energy, as 
the stored magnetic energy of a transformer connected to the 
line). At 1000 cycles, the oscillation would already last 9 to 12 
cycles, and at still higher frequencies reach à maximum of 41.4 
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‘cycles at 20,000 cycles frequency, in the oscillation against 
ground; 64.9 cycles at 100,000 cycles, in the oscillation between 
line conductors. This represents already a fairly well sustained 
oscillation, in which the cumulative effect of successive cycles 
may be considerable. Above 100,000 cycles the attenuation 
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constant begins to rise rapidly, and reaches enormous values, 
due to the rapidly increasing energy dissipation byradiation. As 
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the result, the duration of the oscillation very rapidly decreases, 
and the number of cycles performed by the oscillation decreases, 
until, beyond a million cycles, the energy dissipation is so rapid 
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that practically no oscillation can occur; the oscillation dying out 
in a cycle or less, thus being practically harmless. 

The attenuation constant is plotted, up to 15,000 cycles, 
in Fig. 103, with the frequency as abscisse, and is plotted in Fig. 
104 in logarithmic scale, as (2) and (3). 

Noteworthy is the great difference between the oscillation 
against ground, and the oscillation between line conductors; the 
oscillation against ground is more persistent at low frequencies, 
due to the greater amount of stored energy in the electric field of 
the conductor, which reaches all the distance to the ground. 
When reaching into very high frequencies, however, the energy 
dissipation by radiation becomes appreciable at lower frequencies 
in the oscillation against ground than in the oscillation between 
line conductors, and reaches much higher values, with the result 
that the decay of an oscillation between line and ground is much 
more rapid at high frequencies than the decay of an oscillation 
between line conductors. For instance, at 100,000 cycles, the 
latter performs 65 cycles before dying out, while the former has 
dissipated its energy in 27 cycles, that is, less than half the time. 

8. To further investigate this, in Tables V and VI the nu-, 
merical values of effective resistance, power factor, attenuation 
constant and duration of a transient oscillation, in cycles, are 
given for six typical conductors and circuits, for frequencies from 
10 cycles to five million cycles, and plotted in Figs. 104, 105 and 
106 in logarithmic scale. 

1, 2 and 8 are lines of high power; copper conductor No. 00 
B. & S. G., in 1 with 18 in. = 45.5 em. between conductors, cor- 
responding about to average distribution conductors; in 2 with 
6 ft. = 182 cm., between conductors, corresponding to about 
average transmission line conductors with the oscillation between 
two lines, and in 8 with 60 ft. = 1830 cm. between conductor 
and return conductor, corresponding to an oscillation between 
line and ground, under average transmission line conditions, with 
the conductor 30 ft. above ground. 4, 5 and 6 give the same 
condition of an oscillation between line and ground, but in 4 an 
iron wire of the size of No. 00 B. & S. G., such as has been pro- 
posed for the station end of transmission lines, to oppose the 
approach of high frequency disturbances. In 5 a copper wire 
No. 4 B. & 5. G., that is, a low power transmission line, is repre- 
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sented, and in 6 a stranded aluminum conductor of the same con- 
ductivity as copper wire No. 00 B. & S. G. 
The equations of the constants for these six circuits are given in 
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Table V. This table also gives the limiting frequencies, between 
which the various formulas apply with sufficient accuracy for 
practical purposes, and the lower limits, where the effects become 
appreciable, in the various conductors. 
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In Fig. 104 the attenuation constants are plotted, in Fig. 108 
| the power factors and їп Fig. 106 the duration, in cycles. 
| As such a transient oscillation dies out exponentially, theoret- 
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ically it has no definite duration, but lasts forever, though prac- 
tically it-may have ceased in a few micro-seconds. 
duration is defined the time, or the number of cycles, which the 


Thus as 
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oscillation would last if maintaining its initial intensity. In 
"n -— 1 
reality, in this time the duration has decreased to > or 87 per 


cent. of its initial value. Physically, at 37 per cent. of its initial 
value, or 0.37? = 0.135 of its initial energy, it has become prac- 
tieally harmless, so that this measure of duration probably is the 
most representative. 

From Tables V and VI it is seen, that there is no marked dif- 
ference between the stranded aluminum conductor (6), and the 
solid copper wire of the same conductivity (3) and the valuos of 
(6) are not plotted in the figures, but may be represented by (3). 

9. The attenuation constant и, in Fig. 104, is plotted in 
logarithmic scale, with /f as abscissee. In such scale, a difference 
of one unit means ten times larger or smaller, and a straight line 
means proportionally to some power of the frequency. ‘This 
figure well shows the three ranges: the initial horizontal range at 
low frequency, where the attenuation is constant; the approxi- 
mately straight moderate slope of medium frequency; where the 
attenuation constant is proportional to the square root of the 
frequency, the unequal current distribution in the conductor pre- 
dominating, and the steep slope at high frequencies, where the 
radiation resistance predominates, which is proportional to the 
square of the frequency. 

It is interesting to note that at high frequencies the distance 
of the return conductor is the dominating factor, while the effect 
of conductor size and material vanishes; in copper wire No. 00 
the rate of decay is practically the same as in copper wire No. 4, 
though the latter has more than three times the resistance; or in 
the iron wire, which has nearly six times the resistanee and 200 
times the permeability. The permeability of the iron wire has 
been assumed as и = 200, representing load conditions, where 
by the passage of the low frequency power current the iron is 
magnetically near saturation, and its permeability thus lowered. 
However, the decay of the oscillation between conductor and 
ground is 6 to 7 times more rapid than that between conductors 
6 ft. apart, and that between conductors 18 in. apart about 3 
times less. 

This shows, that to produce quicker damping of high frequency 
waves, such as are instrumental in steep wave fronts, the most 
effective way is to separate the conductors as far as possible, per- 
haps even lead them to the station by separate single conductor 


635 


DECAY IN TRANSMISSION LINES 


Е 
А 


WAVE 








0581 

с9'0 

(00) 
(9) 




















59 
























































































































































| | б + (0c 10) 1: = x PA '920€32€8I [E310 T, 
4 (04 10) 14 = 4 1755565 доттедатвол резо, 
E t ' i cee 
то РО e 94€ |Xs-0DLX f | surgo :-01 5 2 ea WFO = оу |7''''' аошаонал геплојхој 
901 x е | s0T x © | 101 х © | #01 | = f i Rode ewe x АЛЕ саз ар ан ве sie. т ШУА е лаа ingre. “sajo £a чац ладаћ 
Sr'0 8*0 | 8F0'0 |6100 | Хо X af = suyo c Or X 5 = 9 j''t'90u8)sre1 UOUE 
= ёзу... CIO ткы «Жааш &ouenbairy 
cOL X E LOT X 5 07 eOT X =f | səp? ‘urny ләмогт цан 
- . . 25 X M o әәйттәвәт үєпләти 
065 АЖ с9'8 с9'8 с9'8 X f X -01 = Suo nj Ро Yag ещ { 9onujsiear Duo 
root E | sor 201 =р | пре EN нота на ан sojo ío "wur 
z9 | TI&£'O | Т6 `0 | FISO X :-01 X f | = SWO {у[ te y: = ox |: RUD 929uv19€91 үвпләүц 
Aduenbaly 
А : : EN MA E m wo CERE MOT 
S£' T |0750 | OFZ'O | OFZ'O = suo ог 04 әопејѕтѕал UYO 
| 
002 I I I = at + EIF dina cu rgan аб э me АИ Жл. ЧО, а За ва Ver We зы, ЖОЛА ax К жу qe m v Ж а. "Aymrqgeuuaq 
LI z9. z'o z'o Kot y force НИ -AJIAN puo 
полу Iddon таЧйаогу лайаогу a a E E E E ЗАТ ИС. % лотәприод jo TENƏJE 
02551 0281 2851 сер Е ИЕ А Е Е шә '10jonpuoo ихпдал JO sourgi 
eoF'0 | e90 | 9Р0 | eor 0 = DN 1511111177 адо 'доўәпрпоо jo SNIPEN 
00 00 00 00 aces ТЕ | ane. et ОЛОК УК? D 'g эң чолопрџоо рппол jo 9219 
G) (g) (c) (a) 
:лоўәприоә Jo I9]9UIO[IN tag 
пио «ОТ = SIPPO ur ^1030npuoo jo qj3uo = 9 
"Ag wdeo ogroeds = ү = x 
'eouds Ауто ur Ауәоәл uoryesedord = ‘әв "шә оуу X gg 
"puooes ләй ѕәрә Хә ur Aowenbaay = f 
'SLNVISNOQ UNII—'A яну], 
) 
{ \ / / 


A 


{ 


+ 





TRANSIENT PHENOMEN 








636 


X 0I X af 


„Ж. 
90T 


4 
вшщфо џ-01 = BOT 








Op fe 





eS 





ti 


'"'''3u931suoo погеппә+у 


''''uonenusjjv PUJAAN 


soos? -доптдовол &зтәвавгу 


ione 
-181921 UOT}RIPBI IOA 


о попеппојје onoudupy 


Petes sees goreonpug 


WAVE DECAY IN TRANSMISSION LINES 637 


lines; but the use of high resistance conductors, or of magnetic 
material, as iron, offers little or practically no advantage in 
clamping very high frequencies or flattening steep wave fronts. 

At medium and low frequencies, however, the relation reverses 
and the decay of the wave is the smaller, the greater the distance 
of the return conductor. The reason is, that in this range the 
effective resistance is still independent of the conductor distance, 
while the inductance increases with increasing distance. А+ 
medium and low frequencies, the iron conductor offers an enor- 
mously increased attenuation: from 10 to 20 times that of поп- 
magnetic conductors. 

10. The power factor of the conductor is plotted in Fig. 105. 
As seen, it decreases, from unity at very low frequencies, to' a 
minimum at medium high frequencies, and then increases again 
to very high values at very high frequencies. The minimum 
value is a fraction of one per cent. except with the iron conductor, 
where the minimum is very much higher. The power factor is 
of importance as it indicates the percentage of the oscillating 
energy, which is dissipated per wave of oscillation. ‘This is repre- 
sented still better by Fig. 106, the duration of the oscillation in 
cycles, that is, the number of cycles which an oscillation lasts 
before dissipating the stored energy which causes it. 

At medium high frequencies, the oscillation is the more per- 
sistent the lower the ohmic resistance of the conductor and the 
further away the return conductor, while at very high frequencies 
the reverse is the case, and the oscillation is the more persistent, 
the shorter the distance of the return conductor, while the size 
and material of the conductor ceases to have any effect. 

The maximum number of cycles is reached at medium high 
frequencies, in the range between 20,000 and 100,000 cycles— 
depending on conductor size and distance of return conductor. 
Tt thus is in this range of frequencies, where an oscillation caused 
by some disturbance lasts the greatest number of cycles, that the 
possibility, by some energy supply by means of an are, etc., to 
form a stationary oscillation or even a cumulative oscillation, 
thus to become continuous or “undamped,”’ is greatest. 

It would thus appear, that this range of frequencies, of 20,000 
to 100,000, represents what may be called the “danger frequen- 
cies" of transmission systems. It is interesting to note, that 
experimental investigations have shown, that the natural fre- 
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quency of oscillation of the high voltage windings of large power 
transformers usually is within this range of danger frequencies. 
The possibility of the formation of destructive cumulative oscilla- 
tions or stationary waves in the high voltage windings of large 
power transformers thus is greater than probably with any other 
class of circuits, so that such high potential transformer windings 
require specially high disruptive strength and protection. This 
accounts for the not infrequent disastrous experience with such 

transformers, before this matter was realized. | 

11. Figure 106 also shows, that the duration of an oscillation in 
iron wire, in cycles, is very low at all frequencies. Thus the 
formation of a stationary oscillation in an iron conductor is prac- 
tically excluded, but such conductors would act as a dead resist- 
ance, damping any oscillation by rapid energy dissipation. 

The duration of high frequency oscillation, in cycles, increases 
with increasing frequency, to a maximum at medium frequencies. 
This obviously does not mean that the time during which the 
oscillation lasts increases; the time, in micro-seconds, naturally 
decreases with increasing frequency, due to the increasing atten- 
uation constant. Thus in conductor (2) for instance, the oscilla- 
tion lasts 65 cycles at a frequency of 100,000 cycles, but only 9 
cycles at 1000-cycle frequency. However, the 65 cycles arc 
traversed in 650 micro-seconds, while the 9 cycles last 9000 micro- 
seconds, or 14 times as long. It is not the total time of oscilla- 
tion, but the cumulative effect due to the numerous and only 
slowly decreasing successive waves, which increases as represented 
in Fig. 106. 

An oscillation between copper wires Мо. 48. & 8. G., 6 ft. 
apart, would give a duration curve, which at moderate frequen- 
cies follows (5) of Fig. 106, but at high frequencies follows (2). 
Thus the average duration and average rate of decay would be 
about the same as (8), an oscillation between copper wire No. 00 
and ground. However, the oscillation would be more persistent 
in such a conducto: at high, and less persistent at low frequencies. 
A complex wave, containing all the harmonics from low to very 
high ones, such as a steep wave front impulse or an approximately 
rectangular wave, as may be produced by a spark discharge, etc.; 
such a wave would have about the same average rate of decay in 
a copper wire No. 4 with return at 6 ft., as in a copper wire No. 
00 with ground return. The wave front would flatten, and the 
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wave round off, approach more and more sine shape, due to the 
more rapid disappearance of the higher frequencies, while at the 
Same time decreasing in amplitude. The wave thus would pass 
through many intermediate shapes. But these intermediate 
shapes would be materially different with wire No. 4 and return 
at 6 ft., as with No. 00 and ground return; in the latter, the 
flattening of the steep wave front, and rounding of the wave, 
would be much more rapid at the beginning, due to the shorter 
duration of the transient, and while such wave would last about 
the same time, that is, pass over the lines to about the same dis- 
tance, it would carry steep wave fronts to a much lesser distances, 
that is, its danger zone would be materially less than that of the 
wave in copper wire No. 4 with return at 6 ft. 

It therefore, is of great interest to further investigate the effect 
of the changing attenuation constant on complex waves, and 
more particularly those with steep wave fronts, as the rectangular 
waves of starting or disconnecting lines, etc. 


ean 


CHAPTER III. 


ATTENUATION OF RECTANGULAR WAVES. 


12. The destructiveness of high frequencies or step wave 
fronts in industrial circuits is rarely due to over-voltage between 
the circuit conductors or between conductor and ground, but is 
due to the piling up of the voltage locally, in inductive parts of 
the circuit, such as end turns of transformers or generators, cur- 
rent transformers, potential regulators, etc., or inside of inductive 
windings as the high potential coils of power transformers, by 
the formation of nodes and wave crests. Such effects may be 
produced by high frequency oscillations sustained over a number 
of cycles, as discussed in Chapter 11, by oscillations lasting only 
a very few cycles or a fraction of a cycle, or due to non-oscil- 
lating transients, as single impulses, etc. As the high rate of 
change of voltage with the timo, and the correspondingly high 
voltage gradients along the conductor are the source of danger, 
to calculate and compare oscillatory and non-oscillatory cffects 
in this respect, it has beeorne customary in the last years, to 
speak of an “equivalent frequency” of impulses, wave fronts or 
other non-oscillatory transients. . 

As “effective” or “equivalent” frequency of an impulse, wave 
front, etc., is understood the frequency of an oscillation, which 
has the same maximum amplitude, e or ї, and the same maximum 
gradient de or 2 Thus assuming an impulse which reaches a 
maximum voltage e = 60,000, and has a maximum rate of in- 
crease of voltage of = 1014, that is, a maximum voltage rise at 
the rate of 10" volts per second, or 10,000 volts per micro-second., 
As the average voltage rise of a sine wave is 2 times the maximum, 


the average rise of an oscillation of the same maximum. gradient 
2de _ 20,000 
T 





as the impulse, would be - volts per micro-second 


aw dt – 
641 
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an 


and the total voltage rise of e = 60,000 thus would occur in 


e 60,000 т А А 
m = RR = - ds. A complete cycle of this 
3 de 20,000 9.4 micro-seconds comp y 

т dí 

oscillation thus would last 4 X 9.4 = 37.6 micro-seconds, and 


-0" 
the equivalent frequency of the impulse would be f = 376 


26,600 cycles or 26.6 kilo cycles. The equivalent frequency of a 
perfectly rectangular wave front, if such could exist, obviously 


would be infinity. 


QUARTER WAVE CHARGING OR DISCHARGING OSCILLATION ОЁ. 
A LINE. 


13. Considering first the theoretically rectangular wave of 
connecting a transmission line to a circuit, or disconnecting it 
from the circuit. 

Suppose a transmission line, open at the distant end, is соп- 
nected to a voltage E. At this moment, the voltage of the line 
is zero. It should be, in permanent conditions, E. Thus the 
circuit voltage consists of a permanent voltage E (which is the 
instantaneous value of the alternating supply voltage at this 
moment, Fo sin 2) and the transient voltage — Æ. We thus have 
a transient voltage, which is uniformly = — E all along the line 
except at the switching point | = 0, where the transient voltage 
18 zero. 

Or, suppose a transmission line, open at the far end, is con- 
nected to a source of voltage, and at the moment where, this 
voltage is E, the line short circuits at some point, by a spark dis- 
charge, flash-over, ete. Thus at this moment, the voltage = 0 
at the point of short circuit, and is = E everywhere between this 
point and the end of the line. Thus we get a line discharge lead- 
ing to the same transient, a theoretically rectangular wave. In 
the part of the line between generator and short circuit, we have 
a different transient, a circuit of voltage е = 0 at one end, e = E 
throughout the entire length at time t = 0, and е = E continu- 
ously at the other end, where the generator maintains the voltage. 
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However, this again leads to the same transient, of a theoretically 
rectangular wave. 

Assuming thus, as an instance, a transmission line of 100 km. 
length, of copper wire No. 00 B. & 5. G., 30 ft. above ground, 
open circuited at the other end / = 100 km., and connected to a 
source of voltage / at the beginning, | = 0. 

Then the beginning of the line, 7 = 0, is grounded, at the time 

= 0, thus giving a quarter wave oscillation, with the terminal 
conditions: 

Voltage along the line constant = П, at time t = 0, except at 
the beginning of the line, / = 0, where the voltage is 0. 

Current along the line = 0 att = 0, except at і = 0, where the 
current is indefinite. 

14. The equation of the quarter wave oscillation of the line 
conductor against ground, then is (Chapter VII (57)): 


Ef ay eo аа m 


т 





dm - "nl 


where: 


2 is the time angle of the fundamental wave of oscillation, of 
frequency: 
h= 2 8X10 8 750 eyele 
fo = Ah ^ 43x 100 x 108 = 750 cycles. (2) 


r is the distance angle, for la = 100 kin. = 90° = И that is, 


9 = га 
NEU (3) 
DT Sh 


Equation (1), however, assumes that 1, and thus 7, D, C and g 
are constant for all frequencies. As this is not the case, but u is 
a function of the frequency, and thus of n: un, e^" can not be 
taken out of the summation sign. Equation (1) thus must be 
written: 

"s 4E < „ e Sin (2n + 1) т cos (2r + 1) 9 (4) 
T 27 + 1 


0 





where и, is the value of u for the frequency: f = (2n + 1) fy. 
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From (4) follows, as the voltage gradient along the line: 


d 4E S | 
^; Es >" € "^! Gos (2n + 1) т eos (2n + 1) 9 (5) 
" 0 
Е([2 
= | > e^" cos (2n + 1)(т + 9) 
0 


+ >> el cos (2n — 1) (т — 9) (6) 
0 


The maximum voltage gradient occurs at the wave front, that 
is, for 9 = т. Substituting this, and substituting further, from 
(8): 

T 


dr og; di (7) 


gives, as the maximum voltage gradient, 


_ de E 


G = am A 2) €^! cos (2n + 1) 27 + > enit | (8) 


It is, however, 
>” cos (2n + 1) 27 = 0 (9) 


0 
for all values of т except т = 0 and т = т, that is, the beginning 
of the line, | = 0. 

Thus, approximately, as и, varies gradually: 
eo 


>” e^t сов (2т + 1) 2т = 0 (10) 
0 
except for values of т = O or very near thereto. 
Substituting (10) into (8) gives 


со 


= E —unt 


as the approximate expression of the maximum voltage gradient, 
that is, the steepness of the wave front, at time t, that is, at dis- 
tance from the origin of the wave. 


1 = St=3 xX 10191 (12) 
If 9 differs materially from т, the term with (т — 2) in equa- 
de 


tion (6) also vanishes, and de 0, that is, there is no voltage 


gradient except at and near the wave front. 
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From (11) are now calculated numerical values of the steepness 
of the wave front G, for various times ¢ after its origin, and thus 
(by 12), various distances | from the origin. ‘These numerical 
values are given in table VII, for Ё = 60,000 volts. 

At a fundamental frequency of fo = 750 cycles, successive har- 
monies differ from each other by 1500 cycles, and for every value 
of t, values of e-"" thus have to be calculated for the frequencies: 


n= 0 1 2 3 4 5 6 ete. 
f= 750 2250 3750 5250 6750 8250 9750 cycles, ete., 


until the further terms add no further appreciable amount to 
de, In calculating, it is found that for instance for # = 5 
micro-seconds, or D 1.5 km., this occurs at f = 5 X 10° cycles, 
thus beyond the 22 -F х = 6670 harmonic. Thus 6670 terms 
of the series would have to be calculated to get this one point of 
the wave gradient: more terms for shorter, less terms for longer 
distances J of wave travel. This obviously is impossible, and 
some simpler approximation, of sufficient occuracy, thus is 
required. 

This may be done as follows: 

In the range from 5 X 10° to 10° cycles for instance, there arc 
106 — 5 x 105 
1500 
e for each of these harmonies, calculate є“ for the average 

value of these 333 harmonics, and multiply by 333. 

Thus, dividing the entire frequency range (beyond the lowest 
harmonies, which are calculated separately), into groups, and 
calculating one average value for each group, the calculation of 
Хе“ becomes feasible. 

Since є“ is calculated through lge 


= 333 harmonics. Instead of calculating u and 


— ш — wilge as values of 


і, multiples of s have been chosen, to still further simplify the 
calculation, in deriving a curve of gradients G. 

15. Table VII gives the values of the muximum voltage 
gradient of the wave front, in volts per meter at 60,000 volts 
maximum, initial line voltage, the equivalent frequency of the 
wave front, in kilocycles, and the length of the wave front, in 
meters, for various times of wave travel, from. .03 micro-seconds 
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up, and corresponding distances of wave travel, from 10 meters 
from the origin as rectangular wave, up to thousands of km., 
for copper wire No. 00 B. & S. G., 30ft. = 910 cm. above ground, 
with the ground as return. 


TABLE VIL—ATTENUATION OF WAVE Front or QUARTER-WAVE OSCILLA- 
TION, OF 100 Км. Ілме, 60,000 Уогтв. 











Distanee l Voltage Gradient. Wave Front. 
Time і, Í: Tire ЕНЕН НЕЕ 
ісго- “Ue 
seconds, к Mil Vanishes. 1 de. G, Volts | Equivalent| Length, 
xu мез; E di per Међег, КИо-сусјев.| Meters. 








| 
| From origin of wave. 
| — (3) Copper wire No. 00 B. & 8. G., 30 ft. = 910 cm. above ground. 


0 0 о eee c. | 60,000 oo 0 
0.08 | 0.01 | 0.0062, ....... 5,800 | 5,500 | 8,800 6 
0.575 | 0.1725, 0.107 | 10 xX 106 | 1,370 | 1,290 | 2,060 73 
1.18 | 0.345 | 0.215 | 8 x 106 | 1,025 967 | 1,540 98 
2.3 0.69 | 0.43 | 610%} 670 630 | 1,000 150 

11.5 3.45 |2.15 | 410%} 300 280 450 | 330 
| оз 16.9 | 4.3 2x 105 | 218 205 330 | 460 
| 92 27.6 |17.2 105 104 98 156 960 
| 230 69 43 |0.7 X10] 62 58 92 | 1,630 
| 2,800 690 | 430 (0.2 ж 106 | 13 12 19 | 7,900 
| 23,000 | 6,900 | 4,300 | 50,000 | 1.3 1.2 1.9 179,000 


(1) Copper wire No. 00 B. & 8. G., return conductor at 18 in. = 45.5 
cm. distance. 



























































2.8 0.69 | 0.43 | 20 x 106 | 3,450 | 3,240 | 5,160 29 
23 6.9 | 4.3 |10 x 106 | 1,020 960 | 1,530 98 
230 69 43 | 4x105| 250 234 370 400 
(5) | Copper wire No. 4 B. & 8. G., 30 ft. = 910 ст. above ground. 
23 | 6.9 4.3 | 2 х 106 | 227 | 213 340 440 
230 69 43 10.7 x 105 64 60 94 | 1,570 
(4) Tron wire No. 00 В. & 5. G., 30 ft. = 910 em. above ground. 
23 6.9 | 4.3 | 2x 108] 143 135 215 700 
| 230 69 43 10.3108} 11 10 16 | 9,400 








For comparison are given some data of the same conductor, 
with the return conductor at 18 in. = 45.5 em., and also for a 
copper wire No. 4, and an iron wire No. 00, with the ground as 
return. 

These data are plotted in Fig. 107, showing the wave front, as 
it gradually flattens out in its travel over the line, from the very 
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steep wave at 170 meters from the origin, to the wave with a 
front of 1630 meters, 69 km. away. 
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A comparison of the data of the four circuit conditions is given 
in Table VIII, and plotted in Fig. 108. 


Тавів VIII.—Artenvation OF WAVE Front or QUARTER-WAVE OSCILLA- 
TION, оғ 100 Км. Line, 60,000 Vorrs. 


Сопапсоог................ (8) (1) (5) (4) 
Size ING uoce ык ede Ruta 00 00 4 00 
Мафеа1.................. Copper Copper Copper Iron 
Distance of return conductor, 
бй PEN NEM TEN 1820 45.5 1820 1820 
After 23 microseconds, 6.9 km.: 
Gradient, volts per moter..... 205 960 213 135 
Length of wave front, meters.. 460 98 440 700 
Equivalent kilocycles......... 330 1530 340 215 
After 230 microseconds, 69 kn: 
Gradient, volts per meter..... 58 234 60 10 
Length of wave front, meters.. 1630 400 1570 94.00 
Equivalent КПосувјев......... 92 370 94 16 


It is interesting to note, that there is practically no difference 
in the flattening of the wave front on a low resistance conductor, 
No. 00, and a high resistance conductor, No. 4. There is, how- 
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ever, an enormous difference due to the effect of the closeness of 
the return conductor: with the return conductor at 18 in. dis- 
tance, the wave front is still materially steeper at 6.9 km. dis- 
tance, than it is in the conductor with ground return at 0.69 km. 
distance. That is, the flattening of the wave front in the con- 
ductor with ground return, is more than ten times as rapid, than 
in the same conductor with the return conductor closely adjacent. 
Or in other words, the danger zone of steep wave front, extends 
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in a conductor with the return conductor closely adjacent, to 
more than ten times the distance than in the conductor with 
ground return. 

This means, where it is desired to transmit a high-frequency 
impulse or steep wave front to the greatest possible distance, it 
is essential to arrange conductor and return conductor as closely 
adjacent as possible. But where it is essential to limit the harm- 
ful effect of very high frequency or steep wave front as much ав 
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possible to the immediate neighborhood of its origin, the return 
conductor should be separated as far as possible. 

The data on iron wire are very disappointing: there is an enor- 
mous increase in the flattening of the wave front at great dis- 
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tances, by the use of iron as conductor material, so much so that 
the wave front of the iron conductor at 69 km. distance had to 
be shown (dotted) at one-tenth the scale as for the other con- 
ductors, in Fig. 108. But at moderate distances, 6.9 km. from 
the origin, the flattening of the wave front in the iron conductor 
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is only little greater than in a copper conductor of the same size: 
215 kilocycles against 330 kilocycles. А+ short distances, the dif- 
ference almost entirely ceases, and within 1 km. from the origin, 
the wave front in an iron conductor is nearly as steep as in a 
copper conductor of the same size. Thus a short length of iron 
wire between station and line would exert practically no protec- 
tion against very high-frequency oscillations or steep wave fronts, 
such as may be produced by lightning strokes in the neighbor- 
hood of the station. 

This was to be expected from the shape of the curve of the 
attenuation constant, shown in Fig. 104. 

16. From the data in Table VII then are constructed and 
shown in Fig. 109, the successive curves of voltage distribution 
in the line, as it is discharging (or charging), by the originally 
rectangular wave running over the line, reflecting at the end of 
the line and running back, then reflecting again at the beginning 
of the line and once more traversing it, etc., until gradually the 
transient energy is dissipated and the line voltage reaches its 
average, zero in discharge, or the supply voltage in charge. The 
direction of the wave travel in the successive positions is shown 
by the arrows in the center of the wave front; the existence and 
direction of current flow in the line by the arrows in the (nearly) 
horizontal part of the diagram. As seen, after four to five 
reflections, the voltage distribution in the line is practically 
sinoidal. 

However, in these diagrams, Figs. 107 to 109, the wave front 
has been constructed from the maximum voltage gradient derived 
by the calculation, assuming as approximation the shape of the 
wave front as sinoid. This usually is a sufficient approximation, 
since the important feature is the maximum gradient, that is, 
the steepest part of the wave front, which was given by the cal- 
culation; but it is not strictly correct, and the wave front differs 
from sine shape. It thus is of interest to investigate the exact 
shape of the wave front, in its successful stages of flattening. 


RECTANGULAR TRAVELING WAVE. 


17. For this purpose may be investigated as further instance 
the gradual destruction of wave shape and decay of a 60,000- 
cycle rectangular traveling wave, during its passage over a trans- 
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mission line, changing from the original rectangular wave shape 

produced at its origin by lightning stroke, spark discharge, etc., 
into practically a sine wave. 

For this purpose, for the elementary symmetrical traveling 

wave, the equation is 

4 25 

e = Унет sin (2n + 1)e (18) 


T `o 


со 


where o = 9 = т is the running time coordinate, in angular 
expression. 

Values of e are calculated, for various times i, from 1 micro- 
second to 360 microseconds, for all the angles v, where e has not 
yet become constant and equal to E. 


TABLE LX.—ArrENUATION or 60,000-Схсте RECTANGULAR Wavm, IN LINE 
or No. 00 B. & S. G., Correr, 30 Fr. авоув GROUND. 





























Time, # = 0 1 2 5 10 20 40 100 | 360 | ms. 
Wave travel, 1 = о | 0.8 | 0.6] 1.5 3 6 12 30 | 108 | km. 
Ф = 0 degrees 0.785; 0 0 0 0 0 0 0 0 
e = ldegree |..... 0.250)0.170/0. 106)0. 074/0.052/0.347/0.022;0.010 
e = 5 degrees |..... 0.785|0.645,0.475 
Ф = 10 degrees __ |.....|..... 0.785/..... 0.606/0.468/0. 58210. 2170. 100 
е = 20 degrees — |.....|.....|..... 0.783/0.770/0.707|0. 7090. 4050. 193 
ф = 30 degrees _—_ |.....|.....|.....|..... 0.780/0.762/0. 74010. 54710. 282 
ф = 40 degrees — |.....|.....|..... asserat usto 0.77510.75810. 63910. 360 
e: 50 degrees _|.....|.....|.. о len nn n eg beet 0.765/0 . 69110. 426 
ф = 60 degrees — |...,./.....].....|.....[... mum m pee 0.72210.476 
e = 70 degrees — |.....|.....].....|[.....].....], 5... 0.7300. 513 
e = 80 degrees _|.....|.....|....„|..,. рер. 0.585 
ф = 90 degrees 0.785\0.785/0. 785|0. 7831/0. 780/0.775/0. 765|0. 7380/0. 540 
Degrees........ 0 10 16 26 44 70 90 | 140 | 180 
Meters......... 0 140 i 220 | 840 | 620 | 980 |1250 |1940 |2500 
Wave 
Front | kio- | Max. | œ 1110 | 750 | 470 | 325 | 230 | 105 | 103 | 63 
cycles. | Avg. с |1080 | 670 | 420 | 268 | 155 | 120 77 60 
Highest apprec. harmonic.| © 61 45 33 15 9 7 3 1 
Deerease of wave шах....| O |.....|.......... 0.6 | 1.3 | 2.6 | 7.0 1381.2 | % 

















Maximum gradient, volts 
per meter со 690 | 470 | 295 | 205 | 140 | 100 65 40 
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In Table IX are given numerical values, and plotted in Fig. 
110, of 


"ap^ >” em sin (2n + 1)е, 

from 0 to 90°, and from 1 to 360 microseconds, and derived there- 
from the values of the length of wave front, in degrees and 
in meters, and the equivalent frequency, in kilocycles. Two 
values are given, the maximum kilocycles, derived from the 
steepest part of the wave front, and the average kilocycles, de- 
rived from the total wave front. The difference indicates the 
deviation of the shape of the wave front from a sinoid. 

18. As seen, due to the high fundamental frequency, 60,000 
cycles, the number of significant harmonics is very greatly re- 
duced, until frequencies are reached, where the attenuation is so 
. enormous, that the destruction of the wave by its energy dissi- 
pation occurs in a few meters. 

Thus already after 1 microsecond or 300-meter wave travel, the 
calculation needs to extend only to the 6ist harmonic; after 2 
microseconds, to the 45th harmonic, ete., while after 100 miero- 
seconds, or 30-km. travel, only the third harmonic is still appreci- 
able, and after 360 microseconds, or 108-km. travel, even this has 
disappeared, and the wave is essentially a sine wave. 

In 30-km. travel, the wave maximum has decreased 7 per cent; 
in 108 km., it has decreased 31.2 per cent. 

It is important to note, however, that waves of relatively high 
frequency, within the range of the danger frequencies between 
20 and 100 kilocycles, can travel considerable distances, if no 
other causes of rapid attenuation are at work, but those consid- 
ered here, and still retain a large part of their energy. Thus the 
60,000-cycle wave, after traversing 100 km. of line, still retains 
about 70 per cent of its amplitude, that is, about one-half of its 
energy. Thus the danger from resonance of power transformer 
windings with such frequencies is not local but rather extends 
over a large part of the system. 

The lower part of Fig. 110 shows the shape of the wave front 
at various distances from the origin; the upper part shows the 
gradual change of the wave from rectangular to flat top to sine 
wave. 
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Plotting for the 750-cycle quarter-wave oscillation and the 
60,000-сусје traveling wave, the logarithm of the length of the 
wave front, and of the equivalent frequency of the wave front, 
against the logarithm of the distance of wave travel, gives prac- 
tically straight lines (except for very great distances of wave 
travel, where the lower harmonics predominate), and from the 
slope of these lines follows that: 

The length of wave front is approximately proportional, and 
the equivalent frequency of the wave front approximately inverse 
proportional to the square root of the distance of wave travel: 


ly == 61 Vl (14) 
Ју = Ti (15) 


This would give a wave front constant c; and an equivalent 
frequency constant c» of the circuit. 


CHAPTER IV. 


FLATTENING OF STEEP WAVE FRONTS. | 


19. A rectangular wave is represented by the equation 





_ 48S _,, sin (2n + 1)r cos (2n + 1)2 1 
се р 2n + 1 0 
where 
9 = 2 rfa = time angle, (2) 
т = Әт ; — distance angle, (3) 
0 


fo = fundamental frequency, 


lo = Р = wave length, (4) 
0 

S = 3 X 10 = velocity of propagation, 

Е = maximum voltage of wave. 


The voltage gradient 18: 


de _ de dr 

di dr dl 
LAB dre 
T т 014 
dr 


Substituting for di from (3), and resolving the cos-product, 


7ч! cos (2n + 1)r cos (2% + 1)9. (5) 


gives 
de AE 
lo 


(299 2 
a | > €^! cos (2n-- 1)(r — 8) + = t cog(2n-- I) (z 4-0) | 


(6) 
>" e^"! cos (2n + 1) (т + 9) approaches zero for 7 + 9 #0, (7) 
0 


thus, 


E Uu У» e cos (2n + 1)(т — 9). (8) 


0 





TES 
. СУ 
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The maximum voltage gradient occurs for 9 = 7, and thus is 


_ де АЕА u | 

с lo 2 (9) 

This can be written in the form 
G = бање“ (10) 

It is, however, by (4), 
folo = 8 (11) 
thus, 
2 eo 

G = сй >" 2foe (12) 


The values of є“ are taken for all values of fr equency, differing 


from a other by 2fo, and, at and near the wave front, the 
© 


value of > 2 f є“ thus approaches the value of | —ugf, 


—— this into (10), gives as the equation of the maxi- 
mum steepness of wave front 


с = de. 2E © 
P EU | є“ gf. (12) 


As seen, in this expression (12), wave length and frequency 
have disappeared. Equation (12) thus applies to any wave, 
whether of finite length or not. That is, it represents broadly 
(though only approximately) the maximum gradient of any steep 
wave front or impulse, at the time ¢ after its origin as rectangular 
wave front or impulse. 


As u is not a simple function of f, the integration of | є“ df 
0 


in its general form meets with difficulties, and the integral may 
be evaluated thusly: 
Equation (12) can be pene in the form 


G = ү је а log f. (18) 
Plotting then fe^" as ordinates, with log f as abscissæ, gives 


а curve, and the area of this curve gives the integral. 
20. Instead of using logf as abscissæ, it is more convenient 
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=з 


to use the common logarithm’|f, and divide the measured area 
ру Je = 0.4343. 

Numerically, the integration is done by calculating fe“ for 
(approximately) constant intervals of] J, adding all the values, 


TABLE X.—ATTENUATION oF Wave Front or RECTANGULAR IMPULSE. 
Copper Wire No. 00 B. & S. G., 30 Ft. above Ground, Ground Return. 





f т 
1 70 

2 70 

5 70 

10 70 
20 70 
50 70 
10° 70 

2 x 10? 70 
5 x 10? 70 
108 80 

2 x 10 115 
5 x 10? 190 
104 287 

2 x 10! 482 
5 x 108 1,300 
105 3,710 

2 x 105 12,690 
5 x 105 74,200 
108 291,500 

2 x 106 | 1,160,000 
5 x 108 | 7,230,000 
107 | 28,800,000 

2 x 107 |115,000,000 
> = 

+ 3 X 0.4343 = 
ga x i 





[ 


| 


eut 











151073 | 1074 1075 1076 | 

1 -1 

2 2 

5 5 
| 9 10 | 

19 20 88 

47 50 | | 

93 99 100 

186 198 200 

468 496 500 

923 992 | 1,000 8,888 
1,760 1,970 | 2,000 
4,150 4,920 | 5,000 
7,500 2,720 | 9,999 10,000 
10,200 | 19,000 | 19,900 20,000 
10,800 | 44,000 | 49,400 50,000 
2,450 | 69,000 | 96,400 99,500 

1 | 56,100 | 176,000 | 197,000 

0 240 | 190,000 | 466,000 
noc 0 | 54,300 | 748,000 
Tre 18 | 625,000 
бар m 0 3,660 
No DNE. МА we 1 
pure rae rcr 0 
38,660 | 206,800 | 605,000 | 2,230,000 
29,700 | 158,700 | 464,000 | 1,710,000 
0.119| 0.635 1.86 | 6.84 

300 30 3 0.3 











1077 





88,888 





100,000 
200,000 
498,000 
970,000 
1,780,000 
1,860,000 
562,000 
200 


6,060,000 


4,650,000 
18.6 
0.3 km.] 


and multiplying the sum by the (average) difference between 
successive /f. 

As an instance is given, in Table X, the calculation for circuit 
(3) of the preceding, that is, copper wire No. 00 B. & $. G., 30 
ft. above ground, with the ground as return conductor, for the 
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times = 0.1, 1, 10, 100 and 1000 microseconds, corresponding 
to the distance of travel of the wave front of 0.03, 0.3, 3, 80 and 
300 km. As frequency intervals are selected: 1, 2, 5, 10, 20, 50, 
100, 200, etc., giving the logarithms: 0, 0.3, 0.6, 1, 1.3, etc. 
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These curves are plotted, in logarithmic scale, in Fig. 111. 
As seen, all these curves rise as straight lines under 45 degrees, 
and then very abruptly drop to negligible values. 
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In Table X, the values of fe^" are added, then divided by 3, 
since there are three intervals for cach unit off, and multiplied 
by |¢, to reduce to natural logarithms Multiplying by = then 


gives the gradient G. 
For medium and high frequencies, the attenuation constant u 
is given by the preceding equations as 
HEN mtrs д | 
(ЫЕ) 9б a4 
Neglecting the internal inductance Li, as small compared with 
the external inductance, this gives 





u 


T ш 
= 412.5 — 104 
l À - a 
ai ee T | 
log |. S log | | (15) 
= mi Vf + ты]? 
where 
т as ~ 
May == — AI 104 (16) 
ly log == 
b. 
21 
sus “лч, (17) 
8 log L 
For the conductor (31) in Table X, it is 
mi = 2.6 (18) 


ma = 0.29 x 10-75 


This expression (15) of u holds for all frequencies except very 
low frequencies—below 1000 cycles—and extremely high fre- 
quencies—many millions of cycles. The latter are of little im- 
portance, as they are wiped out in the immediate neighborhood 
of the origin of the rectangular impulse. At the low frequencies, 
the attenuation is so small, within the distances which come into 
consideration in the wave travel, and these low frequencies give 
such a small part of the wave front gradient, that the error made 
by the use of (15) is negligible. For instance, in the case of 
Table X, even at і = 100 microseconds, or 10 km. wave travel, 
the error made in the voltage gradient by altogether neglecting 


Ра cts 
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the attenuation of the frequencies up to 1000 cycles, would be 
only 0.01 per cent. 

Thus the equation (15) of the attenuation constant can safely 
be used for all practical purposes. 

As the first term in equation (15) is proportional to 4/f, the 
second term to f?, the second term is negligible at low and 
medium frequencies, while the first term is negligible at high 
frequencies. 

Both terms are equal at 


-@ we 


That is, in the above instance, at 
f = 48,000 cycles. 

21. Thus, for high frequencies, that is, within moderate dis- 
tances from the origin of the rectangular impulse—up to some 
kilometers—the first term can be neglected and the attenuation 
constant expressed by 





u = Maf? (20) 
The integral in equation (12) then becomes 
Ё = је“ 7? gf. (21) 
0 
Substituting, 
g? = тә? 
gives 
р dx 
Í = nsi 
and 


1 © 
Р = ms |; 2? dg. 


с 10, 
| ede = 2 Мт (22) 


1 [т 


„БА 
SV mat 





It is, however, 


thus, 


and 


(24) 
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or, since 
1 = St: (25) 
NEL (26) 
ma Sl 


Substituting (17) into (26), gives, in em. and volts per cm. 
_ |log; 


(27) 


Thus, approximately: 

The maximum gradient, or steepness of the wave front of a 
rectangular impulse, in the neighborhood and at moderate dis- 
tances from its origin, decreases inverse proportional with the 
square root of the distance or time of wave travel. 

It decreases with increasing distance I’ of the return conductor, 
nearly inverse proportional to the square root of 7. 

22. For the six types of circuits considered in the previous 
instances, it is: 


G= Томи = 

1 
(1) Copper wire 00 B. & S. G., 181ц. = 45,5 от. from return conductor: Vi X 1700 3.230 
(2) Copper wire 00 B. & S. G., 6ft. = 182cm. from return conductor: 968 2.086 
(3) Copper wire 00 B. & S. G., 60 ft. = 1820 em, from return conductor: 360 2.556 
(4) Iron wire 00 B. & S. G., 60 ft. = 1820 em. from return conductor: 860 2.556 
(5) Copper wire 4 B. & S. G., 60 ft. = 1820 em, from return conductor: 373 2.572 
(6) Aluminum, stranded, same conductivity and arrangement as (8): 853 2.548 


where G is given in volts per meter, at E = 60,000 volts, and 1 
in kilometers: 

үтү 

б = 89x 107 Bf tog 


T 


= 135 x 104 g 117 
& VEL 


1 7 
= 8100 [т | 


From Tables X, IX, and VII are collected the values of wave 
gradients Œ, and given in Table XI, together with their logarithms 
and theGo, calculated from equation (28), for comparison of the 


(28) 
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different methods of calculation. 
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ence A, and its value in per cent. 

The values of Gare plotted in Fig. 112. The drawn line gives 
the values caleulated by equation (28); the three-cornered stars 
the values from Table X, the crosses the values from Table IX, 
and the circles the values from Table VII. 


= 





TABLE XI.—CALCULATION OF WAVE FRONT. 
Copper Wire No. 00 B. & 5. G., 80 Ft. above Ground. 

















Dist: Gradient, Volts per meter at Е = 60,000 V. 
l 
i а | 6 ла | л | - 
Impulse, fo = 0 (Table X). 
0.08 1860 3.269 3.317 +0.048 +11 
0.3 684 2.885 2.817 — 0.018 — 4 
3 186 2.269 2.317 +0.048 +11 
30 63.5 1.808 1.817 +0.014 + 3 
300 11.9 1.075 1.317 (+0.242) 
Traveling Wave, fo = 60,000 (Table IX). 
0.8. 690 2.889 2.817 —0.022 —5 
0.6 470 2.672 2.667 ~ 0.005: —1 
1.5 295 2.470 2.468 — 0.002 —0 
8 205 2.812 2.817 +0. 005 +1 
6 140 2.146 2.167 +0.021 +5 
12 100 2.000 2.016 +0.016 +3 
30 65 1.813 1.817 +0.004 +0 
108 40 1.602 1.589 (—0.063) 
Quarter Wave, fo = 750 (Table VII). 
0.01 5500 3.740 3.556 —0.184 
0.1725; 1290 3.111 2.938 —0.173 
0.345 967 2.985 2.787 — 0.198 
0.69 630 2.799 2.637 +0. 162 
3.45 280 2.447 2.287 — 0.160 
6.9 205** 2.312 2.187 —0.175 
27.6 98 1.991 1.836 —0.155 
69 58 1.763 1.637 (—0.125) 
690 | 12 1.079 1.187 (+0.058) | 
6900 1,2 0.079 0.637 (+0.558) 
Same, 18 in. = 45.5 em. between conductors. 
0.69 3240 3.510 3.811 —0.199 
. 6.9 960 2.982 2.811 —0.171 
69.0 2.869 2.311 ( —0.058) 


284 | 





* Caleulated by equation (28). 
** 131 to 298 


Table XI then gives the differ- 


Co - оо зд 
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23. As seen from Table XI and Fig. 112, the agreement of 
the equations (27) and (28) is satisfactory with the values of the 
wave front gradient taken from Tables X and IX. 

The values of G from Table X differ erratically. This table 
was calculated by graphical integration, and it is probable that 
the intervals have been chosen too large, in that range where 
the curve drops very abruptly, as scen in Fig. 111. 

The agreement with the values from Table IX 18 very close. 
In this table, representing the course of 60.000-cycle rectangular 











































































































































































ШИШЕ ЕШШ ЗЕ ЕИ 8 ЕНИ ---E---4-H =H HH 
a ee ШЕ NE ж ЕЕЕ 5 T 
ја MB ERE КЕЕ WAVE FRONT GRADIENT HH 
Т HHE e EEE PURAF 
E EE HH 
4 ЕЕЕ ШЕ ЫЕ 
3.2 r3 xo SEE ——| РУСЕ L -A 
Ба: ДЕП АЕ ыш жй А5 Be 
so HHHH S EEE BN ey Emm 
Ж ЈЕ 4---H-H-PHPNCEM LITT 
КРРТ H 
eE ОВ BE 
mE SPEED US 
2af- ЗНАНА Е 
"EB ccEDE eu ШК 
La ЫШЫ E B 
eee eee А eo H 
BERT MERE ОЗШЕН ДИЕ 
E FHH $ 
3.688 9092 94 9.6 L8 0 02 0408 0,8 10 L2 L4 L6 LS 2.9 6 





Ёш. 112. 


traveling wave, the individual harmonics have been calculated, 
as they were relatively few, due to the high frequency of the 
fundamental. This agreement is important as it justifies equa- 
tion (27). In deriving (27), we have substituted integration for 
summation, that is, have replaced the discontinuous values of 
the individual harmonics by a continuous curve. Any error 
resulting from this should be greatest where the number of dis- 
continuous harmonics is the least. Table XI and Fig. 112, how- 
ever, show that the agreement of the gradient of the 60,000-cycle 
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traveling wave with equation (27), is good even at | = 30 km., 
where only two significant harmonics are left, the fundamental 
and the third harmonic. 

Thus the method of deriving an equation for G by integration 
is justified. 

Unsatisfactory, however, is the agreement of equation (27) 
with the values of the gradient of the quarter-wave oscillation, 
taken from Table VII. These values lay on a straight line in 
Fig. II, given as dotted line, showing proportionality with the 
square root of the distance, but there is a constant error, and the 
gradients given in Table УП are about 50 per cent greater than 
those given by equation (27). 

The cause of the discrepancy probably is in the method used in 
calculating the gradients of the quarter-wave oscillation given in 
Table VII. Due to the impossibility of calculating individually 
thousands of harmonics, the number of harmonics in successive 
intervals of frequency, has been multiplied with the average 
attenuation є“ in this frequency range, and as the average has 
been used the mean value of the «e*t for the two extremes of the 
frequency range. However, e^ drops exponentially and with 
great rapidity, so that the true average value is much lower than 
the average of maximum and minimum. Thus for instance in 
the range from 5 X 105 to 10 X 10° cycles, containing 334 har- 
monies, e" forf = 5 X 10* [ati = 23 X 10-75 seconds], is 1.22 X 
10-? and for f = 10 X 105, it is 181 X 1073, giving an average 
of 91.1 X 10-3. However, ог] = 7.5 X 105, eis 22.5 х 1073, 
thus less than a quarter of the average. 

To check this, one value, at # = 23 X 1075 or | = 6.9 km., has 
been re-calculated, by using not the average, but the maximum 
and the minimum of є“ in each interval, and the two gradients 
derived therefrom: G = 298 and 131, are marked with dotted 
circles in Fig. 112. As seen, the use of the minimum value of є“ 
agrees nearer with equation (27), as was to be expected. 

It appears probable that the equation (27) gives more reliable 
values of wave front gradient, within the range of its applieability, 
than the method of calculation used in Table VII, and as it is 
much simpler, it is preferable. 

As seen from Table XI and Fig. 112, the parabolic law of wave 
front flattening, given by equation (27) and (28), holds good up 
to about 30 km. distance of wave travel, and with fair approxi- 
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mation even to 100 km. In the range beyond this—which is of 
lesser importance, as the flattening of the wave front has greatly 
reduced its danger at these distances—the values of the gradient 
G decrease with increasing rapidity, with distance and time, due 
to the medium high harmonics showing in the attenuation. 

24. At great distances from the origin of the rectangular 
wave, when the very high harmonics have practically died out 
and the wave attenuation is determined by the medium fre- 
quency harmonics, the second term of u in equation (15) becomes 
negligible, and u can be approximated by 





u = туў (37) 
The integral in equation (12) then becomes 
F= |, c VI gf | (38) 
0 
Substituting, 
gives 
2 «dz 
df mt? 
and 


It is, however, 


[| te "dz = (39) 








thus, 
2 
Ё = mit (40) 
and 
4H 
«= Smit? 2 
or, 
qos (42) 
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Substituting (16) gives 


1.6 8х (log г) | 


That is, at great distances (or considerable time) from the 
origin, the flattening of the wave front approaches inverse pro- 
portionality with the square of the distance (or time) of the wave 
travel. | 

However, this range is of little importance. 
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VELOCITY FUNCTIONS OF THE ELECTRIC FIELD 


1. In the study of the propagation of the electric field through 
space (wireless telegraphy and telephony, lightning discharges 
and other very high-frequency phenomena), а number of new 
functions appear (Section III, Chapter VIII). 

By the following equations these functions are defined, and 
related to the "Sine-Integral" Si z, the ‘‘Cosine-Integral” Ci 2, 
and the ‘Exponential Integral," Eig, of which tables were 
calculated by J. W. L. Glaisher (Philosophical Transactions of 
the Royal Society of London, 1870, Vol. 160): 


[12 here denotes i Х 2X 3x . . . x n] 


юе. 
col r= —— ди 
RU % 
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1 18.15 |7 
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Herefrom follows: 
[^ · 
sin au 
I = du = col ax 
z u 
667 
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daz pt gë gë 
1 2 4 B 
= — Ĉi (x) 
" -( as 
ы u 
where 
7=0.5772156. .. 
herefrom follows: 
[5 | 
en du = sil az 
Q £U © Mu 
Expl = [| “= || “du 
"ET c. di 
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m 1 ри u 
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where 
q is given by: expl q = 0 as: q = 0.87249680 . . . 


Чолан 
€ 
[| — du = expl ax 
U 


Expl (—2) = f£ du 


u? ut | du 
- | {1- vg Bou eeu 


herefrom follows: 


jos д E 1 wt * 
ы dm re ru mL 
"EE .is is 1: 

_[1 1 B B, 

E Pie dx | 


herefrom follows: 


[5 = dcs expl (— az) ` 


Tables of these four functions, redured from the Glaisher 
tables, are given in the following for 6 decimals, and their 


first part plotted in Fig. 113. 
2. As seen from the preceding equations, these functions have 


the following properties: 


col 0=5 col со =0 
gil 0 == -+ o0 sil оо == () 
expl 0== +0 _ expl (600 ) == — од 


expl y=0 expl (— %) ==0 
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col х has maxima at the even, sil x at the odd quadrants, 
and these maxima are alternately positive and negative; that is, 


Л 
со] 928 = ах. 
s=integer number. 
ey T 
sil 5 (28— 1) =max. 


For large values of s, the numerical values of these maxima 
approach the values: 


T oy mn 81. 
col 5 28 =(—1) m 
aT s 2 
il 8—1) = eli 
sil 5 (28 1)=(—1) ns I» 


for: s» 40, the approximation is correct to the 6th decimal. 


From the series expressions of these functions follows: 
col (—2) =r—col z 
sil (—x) =silz 


expl (jz) =80 2+7 col r— j5 


expl (— јх) =sil z— j col 2+15 


col (jr) = +5{expl e—expl (— 2)! Фу 
1 
2 
For small values of ж, the approximations hold: 


sil (+x) =s{expl x+expl (—2)] 
ile =] І o5772156 + = 
silz = log > i 


0.5615 2 
I 


coz-t—mg 
2 
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These approximations are accurate within one per cent for 
values of 2 up to 0.67. 
For very small values of 2, the approximations hold: 


sil z = log = — 0.5772156 





E 0.5615 
col 2 = 2 


These are accurate within one per cent for values of x up to 
0.016. | 
For moderately large values of x the approximations hold: 
| sin т, cosa | 
x g? 








sil g = — 


соат, sing 
д? 





col 2 = 





These are accurate within one per cent for values of x down 
to 8. 
For large values of 2, the approximations hold: 


, sin c 
ail z = — === 
x 
cos 2 
col 3 = —— 
x 
or: 
: Sin v 
sil = — == 
x 
008 v 
col 2 = —— 
x 
where: 


2 = 2ти +v 


and v < 2r, that 18, u is the largest multiple of 2r, contained in 2. 
These approximations are accurate within one per cent for 
values of 2 down to 12. 
In some problems on the velocity of propagation of the electric 
field through space, such as the mutual inductance of two finite 
conductors at considerable distance from each other, or the capac- 
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ity of a sphere in space, two further functions ърреаг, coll z and 
sill z, which by partial integration can be reduced to the func- 
tions col 2 and sil a. 


It is: 
"COS u 
coll z = Í · ——== d 
z u 
со 
1 
= — cos ud | — 
eos 2 
=—-- — colg 
2 
Pain u 
sill C= —— 4 
2^ HP 





Hercfrom follows: 
o0 
COS ам 
——,— du = a coll ax 
D U 








GOS az : 
=-—— —asillaz 
x 
a 
sin au | 
[| ——у—@и = а sill ax 
н 
P 
sin ag А 
= + а silazx 
c 
Tt is: 
colo = со collo 20 
sillo = с sill © = 0 


With increasing values of z, coll ж and sill z decrease far more 
rapidly than col апа sil 2. 
For moderately large values of x, the approximations hold: 


sing 2cosz 
coll z = — r UM aM 
y x 


eost , 28р 2 
= ou 





sill 2 = 


These approximations are accurate within one per cent for 
values of 2 up to respectively 


674 APPENDIX 


For large values of z, the approximations hold: 





; sin g 
у cos 2 
sil 2 = == 
x 


These are accurate within one per cent for values of x up to 
respectively 12. 

For low and medium values of 2, coll y and sill = are prefer- 
ably reduced to col апа sil z by above given equations. 
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680 APPENDIX 
TABLE IV 
expl x and expl (— x) from 0.0 to 5.0 
2 expl x 4 ехр1 (=€) — 4 
Goce ДИ “озеги ae aes | 
A |+ 1.622 813 t 1.822 924 
3 |+ .821 761 1.222 651 
з |+ -302 669 .905 677 
4 |— 1104765 .702 380 — 
25 xc ISO Minutes tex evi (0:989 774 e 
б |— „769 881 454 380 
7 | — 1.064 907 .373 769 
8 |— 1.347 397 ‚310 597 
.9 | — 1.622 812 .260 184 
1.0 | ~ 1.895 118 |----- Ho a ME .919 384 Ee E 
I.1 | — 2.167 378 M 185 991 dd 
1.2 | — 2.442 092 270 306 .158 408 22 057 
1.3 | 2.721 399 295 309 .135 451 19 939 
1.4 | — 3.007 207 ree ‚116 219 “RA 
1.5 = 3301285 ior oss | 10000 101% _ 
1.6 | — 8.605 320 Е "086 308 oe 
1.7 | — 3.920 963 398 001 .074 655 9 019 
1.8 | — 4.249 868 о 064 713 S 
1.9 | — 4.593 711 _ к _.056 204 кр 
. 3:0 [= iü5izi |— S5 ива | 7 308 _ 
21 | — 5.833 335 ee ~ 042 614 6 287 
oa, sha a 399 379 5 5 423 
2.3 5.732 618 Ade EE .037 101 "pe 
2.8. |— 6.154 381 т „032 502 ne 
24 — 6.600670 | 225 ‚028 440 ee 
_ 28 | 7.079766 = Ж щы с j— 9.596 — 
9.6 |— 7.576 115 22d -ü91 850 pete 
2.7 | — 8.110 347 Pears ‚019 182 ene 
2.8 | — 8.679 298 ЕН 016 855 Zo 
2.0 | — 9.286 024 wo eog | 01484 ad 
3.0 (= 9.033 833 _ 227 ics “O13 048 _ as 
3.1 ,—10.626 300 n ~~ OLT 494 go 
3.2 | ~11.367 303 i .010 133 Id 
3.8 | —12 161 041 CR .008 939 Т 
3.4 | —13.012 075 ae .007 891 
3.5 |—13925354 | $27 | ^ 000970 |. —92 _ 
8.6 {—14.006 254 | | py 209 -006 180 zs 
ЕСЕ .005 448 ae 
3.8 | —17.094 802 | 1-292 183 -004 820 oe 
3.9  |—18.818 714 | уат ‚004 267 A 
10 (210.630874 | Ей е BC II M EL а. 
LI |-zio5467 | L 312 292 .003 349 430 
42- e92.570401. 1220005 028 -002 969 | 
TE e 897-980 | о c6 .002 633 aap 
4.4 | =26.008 973 | 1291 05 .002 336 a 
4.5 |— 27.933 607 _ oe 002073 СС ЖОН 
1.6 (~30.014 000 | 2:240 760 -001 841 25 
4.7 |—39.968 860 | 2234 000 .001 635 206 
$8 5344607890 Oei D .001 453 Be 
4.9 | —37.882 451 | 7255 oor .001 291 165 
5.0 |—40.185 078 | 7-852 82 10-001 148 143 
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TABLE V 


Col 2, sil x, exp] х, and expl (—2) from 0 to 15 













































































x col x sil 2 expl 2 expl (—2) т que 
0 |+1.570796 со со oo 0 0 
+ .624713 |— .337404 |— 1.895118 + .219384 1 | 57.2958 
2 |— .034617 |— .422981 |— 4.954234! .048901 2 |114.5916 
З |— .277856 |— .119630 |— 9.933833]  .013048 3 |171.8874 
4 |— .187407 |+ .140982 |— 19.630874| .003779 4 |229.1832 
5 i+ .020865 |+ .190093 |— 40.185275| .001148 5 |286.479 
б |+ .146109 |+ .068057 |— 85.990 .000360082| 6 843.775 
7 |+ .116200 |— .076695 |— 191.505 .000115482| 7 |401.071 
8 |— .003391 |—.122434 |— 440.380 .000 37666] 8 1458.366 
9 |— .094244 |—.055348 |— 1037.878 .000012447| 9 |515.662 
10 |— .087551 |+ .045456 |— 2492.229 .000004157| 10 |572.958 
11 |— .007511 |+ .089563 |— 6071.406 .000001400| 11 1630.254 
12 j+ .065825 |--.049780 |— 14959 .000000475| 12 |687.550 
13 {+ .071435 |—.026764 |— 37198 .000000162; 13 1744.846 
14 |+ .014585 |—.069396 |— 93193 .000000056 | 14 |802.142 
15 |— .047398 |— .046279 |— 234956 + .000000019| 15 1859.438 
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TABLE VI 


col x and sil x 






































co x sil x x col g su 2 
570 796 oo 150 |+.004 620 |--.004 796 
020 865 |4-.190 093 160 |—.006 089 |—.001 409 
037 551 |--.045 456 170 [|4-.005 529 |—.002 006 
047 398 |— .046 279 180 |—.003 349 |--.004 432 
029 555 |—.044 420 190 |+.000 377 | —.005 249 
039 314 |+ .006 849 200 |+.002 414 |4-.004 378 
004 040 |--.033 032 300 |—.000 085 |+ .003 332 
026 196 |+.011 480 400 |—.001 319 |- .002 124 
016 189 |—.019 020 500 |—.001 770 |+.000 932 
012 081 |—.018 632 600 |—.001 665 |— .000 076 
700 |—.001 198 |— .000 779 
019 179 |+.005 628 800 |—.000 559 |— .001 118 
900 |- .000 075 |— .001 109 
000 072 |- .018 173 22 == шы 
015 949 |+.004 813 1 000 |+.000 563 |—.000 826 
006 675 |— .012 847 == 
009 201 |— .010 922 2 000 |—.000 183 |— .000 465 
012 217 |4-.005 332 3 000 |—.000 325 | —.000 073 
001 535 |--.012 402 4 000 |—.000 182 |- .000 171 
011 602 |--.001 935 5 000 |-+ .000 031 |+.000 198 
004 867 |—.009 986 6 000 1—.000 151 |+.000 071 
007 760 |—.007 110 7 000 |+.000 123 |—.000 072 
8 000 |4-.000 008 |—.000 125 
008 571 |+ .005 149 9 000 |—.000 088 |— .000 068 
009 O84 |--.000 320 10 000 |—.000 095 |- .000 031 
00758904 |. 00L Т mee s LA El vum 
002 S80 |4-.007 132 11 000 |—.000 026 |--.000 087 
001 363 |— .007 011 100 000 |—.000 010 |— .000 000 
|_________||1 000 000 |+-.000 001 |4-.000 000 
004 630 |4-.004 796 
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oe à о di: 
Ж eol-x E: — eol az a sil J а 
~ TU Ma Рл zd је 
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INDEX 


A 


Acceleration constant of traveling 
wave, 533 
Air blast, action in oscillating-cur- 
rent generator, 75 
pressure required in oscillating- 
current generator, 75 
Alternating-current circuit and 
transient term of funda- 
mental frequency, 540 
distribution in conductor, 375 
as special case of general circuit 
equations, 473, 478, 480 
transformer operating oscillat- 
ing-current generator, 87 
transinission, equations of trav- 
eling wave, 544 
wave as traveling wave without 
attenuation, 539 
Alternator control by periodic trans- 
ient term of field excitation, 
229 
Aluminum cell rectifier, 228 
effective penetration of alter- 
nating current, 385 
Amplitude of traveling wave, 532 
of wave, 504 
Are and spark, 255 
continuity at cathode, 255 
lamp, control by inductive 
shunt to operating mech- 
anism, 131 
machine, 236 
as rectifier, 227 
current control, 226 
propertics, 255 
rectification, 255 
rectificrs, 228 
resistivities, 9 
starting, 255 


Arcing ground on lines and cables, 
as periodic transient phe- 
nomenon, 23, 421 

Armature reactance, reaction and 
short-circuit current of al- 
ternator, 205 

Attenuation of alternating magnetic 
flux in iron, 367 

constant, 458, 487, 494, 500 
as function of frequency, 623, 
636, 631, 634 | 
of dielectric radiation, 412 
of magnetic radiation, 413 
of traveling wave, and loading, 
529 
of rectangular waves, 641 


B 
Booster, response to change of load, 
158 
Brush are machine, 227, 236, 248, 
254 


Building up of direct-current gen- 
erator, 32 
of overcompounded direct- 
current machine, 49 


C 


Cable, high-potential underground, 
standing waves, 519 
opening under load, 112, 118 
short-circuit oscillation, 118, 
118 
starting, 111, 117 
transient terms and oscillations, 
98, 102 
Capacity, also see Condenser. 
and inductance, equations, 48 
distributed series, 354 


685 


686 
Capacity, effective, of dielectric 
radiation, 411 
of sphere in space, 418 
energy of complex circuit, 584 
in mutual inductive circuit, 161 
of electric circuit, 112 
range in electric cireuit, 18 
representing electrostatic com- 
ponent of electric field, 5 
of section of infinitely long con- 
ductor, 408 
shunting direct-current circuit, 
188 
specific, numerical values, 11 
of sphere in space, 418 
suppressing pulsations in direct- 
current circuit, 184 
Cast iron, effeetive penetration of 
alternating current, 385 
Cathode of ares, 255 
Charge of condenser, 51 
of magnetic field, 27 
Circuit, complex, see Complex cir- 
cuit. 
control by periodic transient 
phenomena, 226, 220 
electrie, general equations, 461 
speed of propagation in, 455 
Closed circuit transmission line, 
312 
Col function, 399 
equations, 667 
relations, 669 
nunierical values, 671 
Coll function, 416 
equations, 673 
Commutation and rectification, 228 
as transient phenomena, 40 
Commutator, rectifying, 235 
Complex circuit, of waves, 565 
power and energy, 580 
resultant time decrement, 571 
traveling wave, 545 
Conipound wave at transition point, 
599 | 
Condenser, also see Capacity. 
charge, inductive, 18 
noninductive, 18 


INDEX 


Condenser, cireuit of negligible in- 
duetanee, 55 


discharge, as special case of 
general circuit equations, 
470 

equations, 48 

oscillation, effective value of 
voltage, current and power, 
70 

efficiency, decrement and out- 

put, 72 


frequency, 62 
general equations, 60 
size and rating, 69 
starting on alternating voltage, 
94 
voltage in inductive circuit, 
49 | 
Conductance, shunted, effective, 12 
Constant-current mercury are recti- 
fier, 256 
rectification, 227, 236 
potential-constant-c ur re n ё 
transformation by quarter- 
wave line, 314 
mercury are rectifier, 257 
rectification, 227, 236 
Control of circuits by periodic trans- 
ient phenomena, 220 
Conversion by quarter-wave cir- 
cuits, 819 
Copper conductor at high frequency, 
436 
effective penetration of alter- 
nating currents, 385 
ribbon, effective high frequency 
impedance, 434 
wire, effective high frequency 
impedance, 434 
Cosine wave, traveling, 500 
Critical ease of condenser charge and 
discharge, 53 
resistance of condenser and os- 
eillation, 66 
start of condenser on 
nating voltage, 95 
Current density, in alternating-cur- 
rent conductor, 378 


alter- 


INDEX 


Current, effective, of oscillating- 
current generator, &1 
transformation at transition 
point of wave, 596 


D 


Damping of condenser oscillation, 
66, 72 
Danger frequencies of apparatus, 
638 
Decay of continuous current in in- 
duetive circuit, 17 
of wave of condenser oscillation, 
72 
iu transmission lines, 626 
Decrement of condenser oscillation, 
05, 72 
resultant time, of complex cir- 
cuit, 571 
of traveling wave, 508 
Destructive voltages in cables and 
transmission lines, 120 
Dielectric attenuation as function of 
frequency, 623 
coustant, numerical values, 11 
strength, numerical values, 11 
Dielectric, also see Electrostatic. 
Direct-eurrent circuit with 
tributed leakage, 465 
generator, self-excitation, 32 
railway, transient effective re- 
sistance, 386 
as special case of general circuit 
equations, 471 
Disappearance of transient term in 
alternating-current circuit, 
43 
Discharge of condenser, 51 
„ Geissler tube, 9 
inductive and condenser, as 
special case of general cir- 
cuit equations, 469 
inductive, as wave, 002 
into transmission line, 600 
of motor field, 29 
Displacement current, 421 


dis- 


687 


Disruptive strength, numerical val- 
ues, 11 
voltage in opening direct-cur- 
rent cireuit, 26 
Dissipation constant, 458 
Distance attenuation constant, 500 
in velocity measure, 501 
Distortion constant, 458, 488 
Distortionless circuit, 487, 507, 514 
Distributed series capacity, 354 
Distribution of alternating-current 
density in conductor, 375 
of alternating magnetic flux in 
iron, 361 
Divided circuit, general equations, 
122 
continuous-eurrent circuit with- 
out capacity, 126 
Duration of oscillation, as function 
of frequency, 624, 626, 631, 
139 
Dynamostatie machine, 226 


E 


Effective current of condenser dis- 
charge, 70 
voltage апа power oscillating- 
current generator, 81 
layer of alternating-current con- 
ductor, 385 
penetration of alternating cur- 
rent in conductor, 382, 855 
power of complex circuit, 581 
of condenser oscillation, 70 
reactance of armature reaction, 
206 
Effective resistance of alternating- 
current distribution in con- 
ductor, 376, 382 
voltage of condenser oscillation, 
70 
Efficiency of condenser oscillation, 
72. , 
Electric circuit, general equations, 
461 
Electrolytes, resistivities, 8 
Electrolytic rectifiers, 228 


688 


Iilectromagnetic, also see Magnetic. 
axis of electric field, 4 
lilectrostatic, also sec Diolectric. 
axis of clectric field, 4 
energy of complex circuit, 584 
field, energy of, 7 
Elimination of pulsations in direct- 
current circuit by capacity, 
134 
Energy of complex circuit, 580 
of condenser discharge, 70 
dissipation constant, 458, 488, 
494 
of electric field, 4, 7 
transfer in complex cireuit, 574, 
588 
constant, 458, 488, 494 
constant of complex circuit, 
574 
Equations, general, of electric cir- 
cuit, 461 
of circuit constants, affected by 
frequency, 619 
Even harmonics of half wave oscilla- 
tions, 550 
Excitation of motor field, 27 
Expl function, equations, 668 
relations, 669 
approximations, 671 
Exponential curve of starting cur- 
ront, 45 
Extremely high frequencies, 624 
р 
Field current at armature short- 
circuit, 208 
cleetrie, of conductor, 3, 414 
energy of, 4 
velocity of propagation, 394 
excitation, transient term, 27 
exciting current, rise and decay, 
17 
regulation of generator by per- 
тойс transient terms, 229 
resultant polyphase, 198 — . 
Tinite velocity of electric field, 396 
affecting circuit condi- 
tions, 617 


INDEX 


Flat conductor, unequal current dis- 
tribution, 877 
Flattening of wave front, 646, 655 
Floating system of control, 226 
Fluctuations of current in divided 
circuit, 129 
voltage of direct-current gen- 
erator with load, 140 
Free oscillations, 498, 545 
and standing waves, 549 
Frequency, absence of effect on cir- 
cuit oscillation, 10 
affecting circuit constants, 615 
and starting current, trans- 
former, 182 
and conductor constants, 420 
constant of wave, 499 
limit of condenser oscillation, 73 
of condenser oscillation, 62, 68 
equivalent, of wave front, 641 
of field current at armature 
short-circuit, 209 
of oscillation of condenser, 
transmission line, cable, 99, 
344 
of recurrence of discharge in 
oscillating-current genera- 
tor, 81 
of wave, 499 
range of condenser oscillation, 
71 
electromagnetic induction, 67 
Froehlich’s formula of magnetism, 
192 
Full-wave oscillation of 
circuit, 575 
transmission line, 342 
Fundamental frequency of oscilla- 
tion, cables and trans- 
mission lines, 103, 105 


G . 
Gas pipe, effective high frequency 
impedance, 434 
General circuits with inductance and 
capacity, 174 
without capacity, 168 
equations of electric circuit, 461 


complex 


ne alge e 
uU 
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Generator, direct-current overcom- 
pounded, building up, 149 
solf-exeltation, 32 
oscillating current, 74 
German silver, effective penetration 
of alternating current, 385 
Gradient of wave, flattening, 661, 
665 
Gradual approach to permanent 
value, 21 
or logarithmic condenser charge 
and discharge, 53 
term, also Logarithmic. 
Graphite, effective penetration of 
alternating current, 385 
Grounded transmission line, 309 


H 


Half-wave oscillation, 550, 557 
of complex circuit, 576 
transmission line, 330 
rectification, 227 
Harmonics, even, of half-wave os- 
cillation, 550 
High frequency alternators, mo- 
mentary short-circuit cur- 
rent, 207 
conductor, 376, 420 
constants, 622, 624 
of conductor, 427 
oscillating currents by per- 
iodic transient terms, 226 
oscillations of cables and 
transmission lines, 103, 105 
power surge of low frequency, 
105 
stray ficld and starting current 
of transformer, 189 


I 


„> 


Impact angle at transition point of 
wave, 594 
Impedance, effective, of high fre- 
quency conductor, 427, 441 
of magnetic radiation, 401, 
405 
44 


Impedance, of diclectric radiation, 
410 
of traveling wave, 527 
mutual, 402, 416 
ratio of unequal current dis- 
tribution, 882 
Impulse, see Impulse current. 
currents, 481 
lag, 486, 494 
lead, 486, 494 
nonperiodic and periodic, 476, 
477 
nonperiodic, equations, 485, 
486, 490 
periodic, equations, 492, 496 
as special case of general 
cireuit equations, 472, 475, 
480 
time displacement, 486, 494 
time impulse and space im- 
pulse, 459 
power, 483 
voltages, 483 
Inductance and shunted capacity 
suppressing pulsations in 
direct-current circuit, 134 
effective, of magnetic radiation, 
401, 405 
of high frequency conductor, 
428 
energy of complex circuit, 582 
as function of frequency, 621 
in telephone lines, 522, 529 
massed, in circuit, 614 
of conductor without return, 398 
electric circuit, 12 
section of infinitely long con- 
ductor, 398, 404 
range in electric circuit, 13 
representing magnetic conipo- 
nent of olectrie field, 5 
Induetion, magnetie, and starting 
current of transformer, 180 
motor circuit, starting, 44 
Inductive discharges into trans- 
mission lines, 609 
shunt to non-inductive circuit, 
129 


